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1.0  Purpose  of  the  SAP 

This  SAP  is  for  the  exclusive  use  of  SFUSD  staff  and  consultants  for  collecting, 
documenting,  submitting,  and  summarizing  the  lead  in  drinking  water  quality  data  within 
the  SFUSD.  The  purpose  of  the  SAP  is  to  generate: 

Accurate,  reproducible  and  defensible  results  that  would  provide  a 
sound  foundation  for  any  followup  actions. 

1.1  Disclaimer 

This  SAP  has  been  prepared  jointly  by  representatives  of  Forensic  Analytical  Specialties, 
EORM  and  SCA  Environmental,  Inc.  While  the  SAP  specifies  certain  requirements  for 
survey  execution  and  the  reporting  of  findings,  it  is  the  sole  responsibility  of  each 
environmental  consulting  firm  to  fulfill  their  contract.  This  SAP  should  in  no  way  be 
construed  as  limiting  a  surveyor's  responsibility  in  this  regard.  By  using  any  material, 
ideas  or  methods,  delineated  in  this  SAP,  the  user  agrees  to  wholly  indemnify  Forensic, 
EORM  and  SCA  for  any  and  all  lawsuits,  penalties  and  expenses  arising  from  such  use. 

1.2  References 

The  following  references  were  consulted  for  assembling  this  SAP: 

A.  40CFR141.2  defines  first  draw  sample  as  a  1-Liter  sample  of  tap  water,  collected  in 
accordance  with  1414.86(b)(2)  that  has  been  standing  in  plumbing  pipes  at  least  6 
hours  and  is  collected  without  flushing  the  tap. 

B .  40CFR141.86  specifies  that  acidification  of  the  first  draw  sample  may  be  done  up 
to  14  days  after  the  sample  is  collected,  rather  than  using  pre-acidified  bottles. 
Acidification  must  be  conducted  in  the  original  container  for  >16  hours. 

C .  AWWA  Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  1 9th  ed., 
1995. 

D.  Federal  Register,  June  7,  1991,  p.  26460:  Maximum  Contaminant  Level  Goals  and 
National  Primary  Drinking  Water  Regulations  for  Lead  and  Copper. 

2.0     Scope  of  Work  for  Consultants 

The  scope  of  work  for  each  consultant  retained  for  this  task  will  be  as  follows: 

A.  For  the  sites  assigned  on  the  attached  "Assignment  Spreadsheet",  collect  one 
sample  for  each  drinking  fountain;  and  one  sample  each  for  other  possible  drinking 
water  sources  (such  as  kitchen  taps,  including  the  sources  inside  a  faculty  lounge, 
but  not  a  janitor's  slop  sink)  in  the  assigned  site(s).  Follow  the  procedures,  data 
collection,  QA/QC  specified  in  this  SAP. 

B .  Complete  all  work  within  the  following  schedule: 

•  Start  -  8/6/97. 

•  Last  day  of  sampling  -  8/26/97. 
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•  Last  day  of  submitting  the  samples  to  the  designated  laboratory,  but  no  less 
frequently  than  once  per  week  -  8/26/97. 

•  Last  day  of  submitting  the  field  data  sheets  and  drawings  to  the  Final  Report 
Consultant  -  8/27/97. 

2.1  Items  to  be  Provided  bv  SFUSD 

The  following  items  will  be  provided  by  SFUSD: 

A.  1 -liter  sampling  bottles  quality-controlled  to  document  background  lead  contents  at 
below  the  detection  limit  of  the  analytical  method  used. 

B .  Keys  for  access. 

C.  Spiked  samples. 

D.  Laboratory  analyses. 

E.  List  of  assigned  sites  and  the  site  contacts. 

F.  Integrating  and  summarizing  the  results. 

2.2  Project  Participants 


The  participants  &  their  roles  for  this  project  are  tabulated  as  follows: 


Titlp 

iodine  ^ v7rg<tiii£<tiion ) 

TpI 

(Fax) 

R  nip 

Project 

IVlcUlagcr 

Bruce  Giannini  (SFUSD) 

415-695-5822 

[ft  I J-07J-J0D  /  ) 

Overall  Project 
ividiiagcrncni 

Coordinator 
&  Final 
Report 
Consultant 

Chuck  Siu  of  SCA 

21 14  Berkeley  Way,  Berkeley,  CA 

94704 

510-848-0390 
(510-848-3328) 

•  Coordinates 
laboratories, 
consultants,  etc. 

•  Integrates  field 
and  lab  data; 

•  generates  final 
report. 

Laboratory 

QA/QC- 

Project 

Consultant 

David  Kahane  of  Forensic 
3777  Depot  Road,  Suite  409 
Hayward,  CA  94545 

510-887-8828 
(510-887-4218) 

•LabQA/QC 

Project 
Consultant 

Robert  Bottome  of  EORM 

2460  North  First  St,  Suite  260,  San 

Jose,  C A  95131 

408-321-2850 
(408)  436-1136 

remediation 
issues 

Contract 
Laboratory  1 

Paul  Henige  of  Sequoia  Laboratory 
680  Chesapeake  Dr. 
Redwood  City,  CA  94063 

650-364-9600 
(650-364-2048) 

analyze  field 
samples 

Contract 
Laboratory  2 

John  Ayou  of  MicroAnalytical,  Inc. 
5900  Hollis  St,  #M,  Emeryville, 
CA  94608 

510-653-0824 
(510-653-1361) 

analyze  field 
samples 

Field 

Consultant  1 

Steve  Valladolid  of  SCA 

Four  Embarcadero  Ctr.,  #480,  SF, 

CA94111 

415-397-9936 
(415-397-1406) 
210-^18/1 

collect  field 
samples 

Field 

Consultant  2 

Mitch  Edwards  of  SES 

1 125B  Arnold  Dr.,  #278,  Martinez, 

CA  94553 

510-770-7737  ■ 
(510-370-1453) 

collect  field 
samples 
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Field 

Consultant  3 

Harry  Lawrence  of  RGA 
1260  45th  St.,  Emeryville,  CA 
94608 

510-547-7771 
(510-547-1983) 

collect  field 
samples 

Field 

Consultant  4 

Harry  Gee  of  AAE 

117  Yolo  St.,  Corte  Madera,  CA 

94925 

415-924-4765 
(415-924-4765) 

collect  field 
samples 

Field 

Consultant  5 

Hooman  Sotoodeh  of 
EnviroScience  at  2155  S.  Bascom 
Ave.,  #101,  Campbell,  CA  95008 

408-371-4181 
(408-371-4186) 

collect  field 
samples 

Field 

Consultant  6 

Carolyn  Henry  of  North  Tower 
3320  Broderick  St.,  SF,  CA  94123 

415-776-7640 

collect  field 
samples 

Field 

Consultant  7 

Phil  Hoytof  ATC 
6658  Owens  Drive 
Pleasanton,  CA  94588 

510-460-5300 
(510-463-2559) 

collect  field 
samples 

Field 

Consultant  8 

Butch  Reynolds  of  QST 
4090  Nelson  Ave. 
Concord,  CA  94250 

510-685-4053 
(510-685-5323) 

collect  field 
samples 

3.0  Sampling 

3.1  Equipment  and  Materials  Required 

Equipment  required  shall  include,  but  is  not  limited  to,  the  following: 

•  Clipboard  with  pencil  or  pen(s); 

•  Non-sterilized,  non-powdered  disposable  latex  gloves,  e.g.,  Action  Scientific  (800- 
678-1033)  No.  A-105; 

•  New,  non-sterilized  plastic  1 -liter  bottles  with  screw-on  caps  (to  be  provided  by 
SFUSD); 

•  Sharpie©  marking  and  high-lighter  pens; 

•  Flashlights  and  batteries; 

•  Saran  wrap; 

•  Keys; 

•  Identifications; 

•  Site  maps  /  floor  plans; 

•  Field  data  form  (chain  of  custody  form);  and 

•  Satchel  or  shoulder  bag  for  carrying  supplies. 

3.1.1   Access  /  Security 

SFUSD  will  arrange  for  keys  to  be  made  available  to  the  consultants  so  that  escorts  will  not 
be  required.  Consultant  will:  notify  the  security  department  at  (415)  695-5665  to  dis-arm 
the  site  at  a  pre-specified  time  for  the  survey;  and  notify  the  site  contacts  regarding  the  site 
visits  and  schedule. 

Prior  to  mobilizing,  each  consultant  will  provide  SFUSD  with  a  roster  of  their  field  staff 
involved  in  this  survey  showing: 

•  names 

•  social  security  number 

•  driver's  license  number 
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3.2      Drinking  Water  Lead  Contamination  Sampling 

Collect  the  water  samples  using  the  following  procedure: 

A.  For  the  sites  that  have  not  been  dormant  for  the  summer  break,  skip  the  rest  of  this 
step  and  go  to  step  B.  For  the  sites  that  have  been  dormant  for  several  weeks  due 
to  the  summer  break,  go  to  the  site  24  to  36  hours  before  the  scheduled  sampling 
time  and  flush  each  accessible  drinking  water  source  for  at  least  10  minutes. 
During  this  flushing,  ensure  that  the  drain  is  working  properly  to  prevent  potential 
water  damages. 

B.  Collect  the  "first  draw"  water  in  the  morning  prior  to  the  arrival  of  any  staff  (in 
lieu  of  the  morning  schedule,  weekends  will  be  a  viable  option  provided  that  water 
should  be  unused  for  a  minimum  of  6  hours  prior  to  sampling).  The  purpose  is  to 
allow  for  a  "worst  case  scenario"  in  terms  of  leaching  of  lead  into  water  from 
plumbing  and  fixtures.  Speak  to  the  site  contact  prior  to  the  date  of  the  survey,  to 
find  out  when  building  occupants  arrive,  and  if  necessary,  to  select  a  day  when  it  is 
feasible  to  have  a  6-hour  time  with  no  water  usage. 

C .  Collect  one  sample  from  each  accessible  drinking  water  source,  including  drinking 
fountains  and  kitchen  sinks.  If  drawing  water  from  sinks,  sample  cold  water. 

D.  To  sample,  remove  the  cap  from  the  1 -liter  plastic  sampling  bottle,  and  slowly  fill 
the  container.  DO  NOT  USE  ANY  WATER  IN  THE  BUILDING  UNTIL 
AFTER  SAMPLING  IS  COMPLETE,  INCLUDING  TOILET 
FLUSHING. 

E.  Label  the  sample  with  an  indelible  marker  on  the  side  of  the  bottle  (not  the  cap)  as 
follows: 


site 

sample  ID 

e.g.,  Garfield  HS 

6  (6th  for  the  site) 

F .  Complete  the  Water  Sample  Form  as  each  sample  is  collected. 

G.  Identify  the  sample  ID  on  the  site  plan  or  floor  plan  as  each  sample  is  collected. 

H .  Submit  the  Water  Sample  Form  as  a  chain  of  custody  form. 

I .  Submit  the  samples  to  the  laboratory  designated  by  SFUSD. 

3.2.1   Sampling  Protocol  for  Return  Trips 

For  re-sampling  as  a  followup  to  further  evaluate  the  various  parameters  affecting  the  lead 
content  in  the  water  sources,  collect  samples  using  the  following  procedures: 

A.  Collect  the  1st  draw  sample  (i.e.,  >6  hours  of  residence  time)  after  flushing  for  30 
seconds. 

B .  Collect  the  2nd  sample  after  flushing  for  another  30  seconds. 

C.  Collect  the  3rd  sample  (no  flushing)  with  a  4-6  hours  lapse  after  the  2nd  sample. 
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D.  Miscellany: 

a.  Sample  ID  -  keep  the  same  sample  ID  as  in  the  initial  trip,  but  add  A,  B,  C 
as  suffixes  corresponding  to  the  1st,  2nd  and  3rd  draw  return  trip  samples. 

b .  Record  on  the  field  data  sheets  two  pieces  of  information: 

i .  the  #  of  seconds  it  takes  to  fill  the  1  -liter  bottle,  and 

ii.  the  arch  height  of  the  water  jet  (inches),  est.  from  the  jet  opening  to 
the  top  of  the  arch. 


3.3      Items  to  Avoid 

Consultants  must  ensure  that  the  field  staff  do  not  commit  these  errors: 

A.  Labeling  samples  on  the  cap  of  the  bottles. 

B.  Labeling  samples  without  following  the  convention  listed  in  Section  3. 2D.  The 
convention  eliminates  mix  up  of  the  est.  2,000  sample  results. 

C.  Putting  the  sampling  bottle  cap  face  down  on  the  floor  without  using  a  fresh  Saran 
wrap;  or  juggling  the  cap  with  the  fingers  accidentally  touching  the  cap's  interior. 

D.  Not  using  disposable  gloves  while  handling  the  opened  bottles. 

E.  Not  completing  the  field  data  sheets  and  marking  the  locations  as  each  sample  is 
collected. 

F .  Using  sampling  bottles  not  provided  by  SFUSD  for  this  project. 

G.  Sampling  water  sources  that  are  non-operational  (dribbling).  Instead,  record  the 
unit  as  non-operational  on  the  sample  form,  and  mark  the  location  on  the  floor 
plan. 

H.  Sampling  every  faucet  in  a  "gang  drinking  fountain"  in  which  the  faucets  are 
identical.  Only  one  sample  is  needed  under  that  situation.  If  the  faucets  appear  to 
have  been  modified  and  consequently  not  identical,  collect  one  sample  for  each  type 
of  faucet. 

4.0     Analytical  Method 

For  standardization,  all  water  samples  will  be  analyzed  ONLY  by  Graphite  Furnace 
Atomic  Absorption  (GFAA)  in  accordance  with  EPA  Method  239.2,  with  an  anticipated 
detection  limit  (defined  as  the  Method  Reporting  Limit)  of  <5  ppb. 

Note  that  the  method  numbering  reference  may  be  changed  by  EPA  in  the  near  future. 
Again,  SFUSD  allows  only  the  use  of  GFAA  for  lead  in  water  analysis. 

5.0     Quality  Assurance  &  Quality  Control 
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Quality  Assurance  (QA)  and  Quality  Control  (QC)  are  essential  elements  of  this  SAP;  their 
documentations  are  crucial  to  the  validity  of  the  results,  conclusions  and  recommendations 
of  the  overall  project. 

5.1      Field  OA/OC 

A.  Pre-qualitv  controlled  sampling  bottles.  SFUSD  will  provide  the  1 -liter  sampling 
bottles  that  have  been  quality  controlled  for  background  lead  contents  (as 
documented  by  the  manufacturer.  One  (1)  %  from  each  lot  of  the  bottles  will  have 
been  analyzed  by  the  same  method  referenced  in  Section  4.0  after  filling  in  with 
deionized  water  and  acidified.  100%  of  these  quality  controlled  bottles  will  have  to 
show  lead  contents  at  less  than  the  detection  limit  of  the  method. 

B .  Blanks.  The  field  surveyors  will  collect  a  blank  for  each  site  and  submit  the 
blank  as  a  sample  for  analysis.  Collect  the  blank  by  randomly  selecting  one  of  the 
sampling  bottles,  go  through  the  entire  process,  including  opening  the  cap,  placing 
the  cap  facing  up  on  the  Saran  wrap,  simulating  the  water  collection  process  (but  do 
not  collect  any),  closing  the  cap,  labeling  the  bottle,  etc.  (The  Blanks  will  be  filled 
with  de-ionized  water  by  the  lab,  see  Section  5. 2.2 A). 

C .  Spiked  Field  Samples  (1  per  20  field  samples).  For  every  20  samples  being  sent  in 
by  the  consultant,  submit  one  spiked  sample  to  be  provided  by  SFUSD.  Disguise 
the  spiked  samples  as  field  samples.  Spiked  samples  will  be  in  the  range  of  5  ppb 
to  100  ppb  of  lead. 

D.  Saran  wrap.  Given  that  it  would  not  take  much  cross-contamination  to  create  a 
false  positive  result  exceeding  15  ppb  of  lead,  this  SAP  requires  that  fresh  Saran 
wrap  (>  1  SF)  be  used  by  the  field  surveyors  for  temporarily  placing  the  sample 
bottle  cap  (facing  up)  while  the  bottle  is  being  filled.  Samplers  must  NOT  try  to 
juggle  the  cap  in  between  their  fingers  while  sampling.  Dispose  of  the  wrap  after 
each  sample.  Do  NOT  re-use  the  wrap. 

E.  Training.  Each  consultant  firm  must  document  the  following  training  have  been 
provided  to  each  field  sampler  PRIOR  to  any  site  work: 

1 .  Highlights  of  this  plan. 

2.  Trainer  to  demonstration  sampling,  labeling,  completion  of  forms. 

3 .  Field  sampler  to  demonstrate  sampling,  labeling,  completion  of  forms. 

4.  If  needed,  repeat  steps  2  and  3  until  the  trainer  is  satisfied  that  the  field 
sampler  can  perform  the  tasks  with  100%  compliance  to  the  requirements. 

F .  Review  of  Completed  Forms.  The  Project  Manager  of  each  consultant  must  review 
100%  of  the  first  batch  of  samples  and  completed  forms  from  each  field  sampled. 
Thereafter,  conduct  such  review  at  the  rate  of  >5%.  The  Project  Manager  will 
decide  re-training  of  the  field  sampler  (see  Section  5.1  D)  accordingly. 

G.  Re-survey.  SFUSD  may,  on  a  selective  basis,  assign  another  consultant  to  re- 
survey  a  particular  site  for  statistical  validation. 


5.2      Laboratory  OA/OC 
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Completed  Chain  of  Custody  forms  will  accompany  field  samples  at  all  times  including 
transit  to  the  laboratory.  Forms  will  be  signed,  dated,  and  time  marked  prior  to  being 
relinquished  by  each  responsible  party. 

5.2.1  Certifications 

Laboratories  performing  the  analysis  must  be  certified  by  the  California  Department  of 
Health  Services  for  water  quality  analysis.  The  California  Department  of  Health  Services 
requires  certified  laboratories  to  participate  in  EPA  water  performance  testing. 

5.2.2  Blanks,  etc. 

The  laboratory  will  perform  these  quality  assurance  tasks: 

A.  Field  Blanks.  Fill  the  blanks  with  1  liter  of  deionized  water  (lead  contents  below 
the  detection  limits  of  the  analytical  method),  acidify  with  nitric  acid  for  >16  hours 
in  the  field  containers  prior  to  running  the  blank  as  a  regular  sample.  The  blanks' 
results  should  be  treated  as  follows: 

1 .  If  the  blank  of  a  particular  batch  is  <  detection  limit  of  the  method,  no 
action.  Report  the  results  of  the  batch's  samples  without  adjusting  for  the 
blank's  value. 

2 .  If  the  blank  of  a  particular  batch  exceeds  the  detection  limit  of  the  method, 
but  no  more  than  200%  of  the  detection  limit,  adjust  the  individual  sample 
results  by  deducting  the  blank's  value. 

3 .  If  the  blank  of  a  particular  batch  exceeds  200%  of  detection  limit  of  the 
method,  the  laboratory  will  investigate  the  source(s)  of  the  contamination, 
including  the  possibilities  of  invalidating  the  results  of  that  batch's  results. 
Notify  the  SFUSD  Project  Manager  (Bruce  Giannini)  for  possible  follow  up 
actions,  including  re-sampling. 

B.  Lab  Blanks  (1  per  20  samples).  The  laboratory  will  document  that  all  reagents, 
including  the  deionized  water  used  for  the  field  blank,  laboratory  glass  ware,  etc., 
will  have  lead  contents  below  the  detection  limits  of  the  method.  Run  one  (1)  lab 
blank  per  20  samples;  but  no  less  than  one  per  shift  of  analysis. 

C.  Inter-laboratory  Analysis.  Each  laboratory  will  archive  5%  of  the  samples  for 
transmittal  to  another  designated  laboratory  for  re-analysis.  These  samples  should 
be  selected  randomly  on  a  daily  basis  covering  a  range  of  lead  contents.  The  labs 
will  send  these  archival  samples  directly  to  Forensic  for  re-analysis. 
Results  within  15%  of  the  mean  are  considered  acceptable.  Results  that  deviate 
from  this  limit  would  trigger  a  notification  to  the  Project  Manager  of  SFUSD  (Bruce 
Giannini)  to  determine  the  needed  followup  activities. 

D.  Intra-laboratory  Analyses.  Each  laboratory  will  document  that: 

a.  >10%  of  the  samples  are  re-analyzed  in-house  daily  and  that  the  results  are 
within  10%  of  the  original  result. 

b.  5%  of  the  samples  are  spiked  and  re-analyzed  with  each  spiked  result  within 
20%  of  the  expected  value. 


printed:  October  14,  1997 

Page  7 


San  Francisco  Unified  School  District  (SFUSD) 
Lead  in  Drinking  Water  Sampling  and  Analysis  Plan  (SAP) 


Each  laboratory  will  investigate  the  causes  of  any  results  that  deviate  from  these 
limits,  and  document  the  followup  actions  and  justifications  that  the  deviation  has 
not  caused  the  reported  results  to  be  invalidated. 

F .  Other  In-house  Laboratory  Requirement.  The  aforementioned  Q A/QC  tasks  do  not 
replace  or  obscure  the  individual  laboratory's  in-house  QA/QC  program,  or  the 
need  of  such  program. 

6.0     Data  Summarization 

The  laboratories  will  transmit  the  laboratory  reports  directly  to  the  SFUSD  and  the 
designated  consultant  for  integrating  and  summarizing  the  data.  To  minimize  the  loss  of 
data  reports,  individual  consultants  will  not  be  sent  the  laboratory  reports  by  the 
laboratories.  Each  Consultant  will  send  copies  of  the  field  data  sheets  to  the  following 
designated  consultant  on  a  weekly  basis: 

Chuck  Siu 

SCA  Environmental,  Inc. 
21 14  Berkeley  Way 
Berkeley,  CA  94704 
Tel:  510-848-0390 
Fax:  510-848-3328 

7.0     Billing  and  Payment  for  Laboratory  Services 

SFUSD  has  contracted  these  laboratories  for  the  analysis  and  post-analysis  logistics, 
including  direct  payment  for  the  lab  analyses: 

A.  Sequoia  Laboratory 

689  Chesapeake  Drive,  Redwood  City,  CA  94603 

B .  MicroAnalytical,  Inc. 

5900  Hollis  St.,  #M,  Emeryville,  CA  94608 

C .  (QA/QC)  Forensic  Analytical  Specialty,  Inc. 
3777  Depot  Road,  #409,  Hayward,  CA  94545 

8.0     Progress  Report 


Each  consultant  will  fax  to  the  Coordinator  (Chuck  Siu  of  SCA)  a  weekly  report  listing  its 
progress  as  shown  below  (consultant  can  update  and  fax  the  SFUSD  "Assignment 
Spreadsheet"  for  this  purpose): 


Site 

Date  to 
survey 

Date 
surveyed 

Date  Samples 
Submitted 

Comments 

Garfield  HS 

7/25/97 

7/25/97 

7/28/97 

none 

Lowell  HS 

7/26/97 

7/27/97 

7/28/97 

Davis  ES 

7/26/97 

* 

*  key  did  not  work,  calling 
SFUSD 

9.0     Form,  Assignment  Spreadsheet. 
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Field  samplers  must  use  the  following  SFUSD' s  "Lead  Water  Sample  Form"  as  the  field 
data  sheet  /  chain  of  custody.  This  form  has  been  modified  slightly  for  this  SAP.  The 
Assignment  Spreasheet  shows  the  current  sites  assigned  to  each  consultant.  Note  that 
SFUSD  reserves  the  right  to  re-assign  the  sites  if  a  consultant's  performance  falls  behind 
the  schedule  or  is  indicative  of  such  a  potential. 
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Lead  in  Drinking  Water  Sampling  and  Analysis  Plan  (SAP) 


LEAD  IN  WATER  SAMPLE  FORM  &  CHAIN  OF  CUSTODY 


Instruction  to  lab:  Fax  results  ONLY  to: 

B.  Gianmni  of  SFUSD  @  415-695-5667  and  C.  Siu  of  SCA  @  510-848-3328. 


SITE: 


LABORATORY:    SEQUOIA     /  MICROANALYTICAL 


PHONE  :6  50-364-9600 
510-653-0824 


DATE: 


97 


TURNAROUND  TIME:     PER  CONTRACT  WITH  SFdSD 


n 


SITE  FILE:  Water  Sampling 

□ 


Lead 


J3L 


Graphite  Furnace  AA    EPA  239.2  LEADi 


INSPECTOR; 


/ 


tirm 


WORK  ORDER  # 
A 


SFUSD  PO 


SAMPLE  #  | 


DATE 


TIME 


FIXTURE  TYPE: 
DF-Dr inking  Fountain 
MDF-Multiple  DF 
WCDF-Water-Cooled  DF 
SDF-Sink  DF 
SF-Sink  Faucet 
iiwF-Water=Faucet= 


SAMPLE  TYPE: 
B  -  BlanK 

S  -  spiked 


FIXTURE 
=TYPE= 


SPACE / 
^LOCATION* 


SAMPLE |  FLUSH  i  NONUStlj 
— TYPE — i=TIME         TIMT— I 


[J  j 

i  ] 

1 

1 

1 

1 

1 

I 

. 

1 

! 

i 

i 
i 

i 

i 

1  1 

1 

1 

1  ' 

1 

i 
1 

! 

. 

i 

\ 

 1 

1 

il  i 

II 
1 

1     il  ! 
il    i  ! 

i  .1  !  _  ; 

i 

i 

1 

i 

! 
i 

1  1 
\  i 

J 

1 

;r  -  , 
j| 

i 

! 

i 

i 
1 

1 
1 
1 

I 

:|  RELINQUISHED  BY 
If-  Date/Tune: 


I RECEIVED  BY: 
!  Date/Tune: 


1551  Nevcomb  Ave.,    =cn .    103,    San  Fra.nciscc,    CA  94124        Phone :( 415 )  695-550OI| 
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San  Francisco  Unified  School  District  (SFUSD) 
Lead  in  Drinking  Water  Sampling  and  Analysis  Plan  (SAP) 


Addendum  #1 


Page  #3 


Section  3.1.1   Access  /  Security 


Notify  both  the  SFUSD  site  and  Security  staff  one  day  prior  to 
commencement  of  work,  so  that  adequate  security  and  access 
arrangements  can  be  arranged. 


Page  #4 


Section  3.2 


Drinking  Water  Lead  Contamination  Sampling 


Collect  the  water  samples  using  the  following  procedure: 

A.    No  samples  shall  be  collected  from  a  fixture  that  has  not  been  use  for 


Consultants  must  ensure  that  the  field  staff  do  not  commit  these  errors: 

B.  Labeling  samples  without  following  the  conversion  listed  in  Section  3.2E. 
The  convention  eliminates  mix  up  of  the  est.  2000  sample  results. 


Use  revised  SFUSD  Lead  in  Water  Sample  Form  and  Chain  of  Custody, 
attached,  it  has  addition  sample  type  reference  of  First  Draw. 


greater  than  36  hours  . 


Section  3.3 


Items  to  Avoid 


Recieved  by:. 


Date: 


San  Francisco  Unified  School  District  (SFUSD) 
Lead  in  Drinking  Water  Sampling  and  Analysis  Plan  (SAP) 


Addendum  #2 

Page  #1 

Section  2.0     Scope  of  Work  for  Consultants 

The  scope  of  work  for  each  consultant  retained  for  this  task  will  be 
as  follows: 

A.       Collect  one  sample  for  each  drinking  fountain;   and  one  sample 

each  for  other  possible  drinking  water  sources    (such  as  kitchen 
taps,   but  not  a  janitor's  slop  sink  or  Boy's,   Girl's  and 
Faculty  Restroom  sinks)   in  the  assigned  site(s) .     Follow  the 
procedures,   data  collection,   QA/QC  specified  in  this  SAP. 


Received  by: 


Date  : 
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Final  Interim  Report: 

San  Francisco  Unified  School  District 

Lead  in  Drinking  Water  Survey 

Appendix  B 
Lab  Reports 


DOCUMENTS  DEPT. 

JUL  2  3 

SAN  FRANCISCO 
PUBLIC  LIBRARY 


Page  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4882  6 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  5 

1551  Newcomb  Avenue,  Rm.  103  APTOS  M.S.  Date  Sampled  9/2  0/9  7 

San  Francisco,  CA   94124  n  t  D 

Date  Received  9/24/97 
Date  Analyzed  9/2  4/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

DRINKI 
1ST  DR 
INITIAL 

1 

48826-01 

HG  FOUNTAIN 
fcW  C-91 
SCREENING 

<  1.0 

1.0 

Client 
Micro 

DRINKII 
1STFLC 
INITIAL 

2 

48826-02 

AG  FOUNTAIN 
)OR  C-90  (CENTER) 
SCREENING 

<  1.0 

1.0 

Client 
Micro 

DRINKII 
BASEM 
INITIAL 

3 

48826-03 

1G  FOUNTAIN 
ENT  LEVEL  C-90 
SCREENING 

2.1 

1.0 

Client 
Micro 

DRINKI 
EXT.  YA 
INITIAL 

4 

48826-04 

<JG  FOUNTAIN 

RD  1ST  FLOOR  LEVEL  (N) 

SCREENING 

<  1.0 

1.0 

Client  I  5 
Micro  48826-05 

DRINKING  FOUNTAIN 

1ST  FLOOR  C-92  CORRIDOR 

INmAL  SCREENING 

<      1 .0 

1.0 

Technical  Supervisor 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  foKjead  aoalyslsTTT' drinking  water  by  the  California  Department  of  Health  Services,  Environment! 
Laboratory  Accreditation  Program  (ELAP),  CertificatV-#46S7.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    488  26 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  5 

1551  Newcomb  Avenue,  Rm.  103  APTOS  M.S.  Date  Sampled  9/20/97 

San  FranciSCO,  CA    94124  Date  Received  9/24/97 

Date  Analyzed  9/24/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

6 

<      1  .0 

1.0 

Micro  48826-06 

DRINKING  FOUNTAIN 

239  BOY'S  LOCKER  ROOM  (WEST) 

INITIAL  SCREENING 

Client 

7 

<      1 .0 

1.0 

Micro  48826-07 

DRINKING  FOUNTAIN 

239  BOY  S  LOCKER  ROOM  (EAST) 

INITIAL  SCREENING 

Client 

8 

<  1.0 

1.0 

Micro  48826-08 

DRINKING  FOUNTAIN 

2ND  FLOOR  CORRIDOR  C-91 

INITIAL  SCREENING 

Client 

9 

1 .3 

1.0 

Micro  48826-09 

DRINKING  FLOOR 

2ND  FLOOR  CORRIDOR  C-90  (N) 

INITIAL  SCREENING 

Client 

1  0 

<  1.0 

1.0 

Micro  48826-10 

DRINKING  FOUNTAIN 

2ND  FLOOR  CORRIDOR  C-90  (SOUTH) 

INITIAL  SCREENING 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leadNanarysj^jr^drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certifiba4e--#1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    48  826 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  5 

1551  Newcomb  Avenue,  Rm.  103  APTOS  M.S.  Date  Sampled  9/20/97 

San  FranciSCO,  CA    94124  Date  Received  9/24/97 

Date  Analyzed  9/2  4/9  7 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


1  1 


Micro  48826-11 

DRINKING  FOUNTAIN 
2ND  FLOOR  C-95 
INITIAL  SCREENING 


Client 


1  2 


Micro  48826-12 

DRINKING  FOUNTAIN 
3RD  FLOOR  C-91 
INITIAL  SCREENING 


19.9 


1.0 


1.0 


1.0 


Client 


1  3 


Micro  48826-13 

DRINKING  FOUNTAIN 
3RD  FLOOR  C-90,  NORTH 
INITIAL  SCREENING 


1  .0 


1.0 


Client 


1  4 


Micro  48826-14 

DRINKING  FOUNTAIN 
3RD  FLOOR  C-90,  SOUTH 
INITIAL  SCREENING 


Client 

Micro  48826-15 

BLANK 


1  5 


1.0 


1 .0 


1.0 


1.0 


Technical  Supervisor:    1 ;  £rg — <       <.;«cA^      -"9/25/97         Analyst:   !£  

Farid  Rame^JKizadel*.  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  fon»ad_^aly^»«JnSdrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037: — Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


^Pniiniil  680  Chesapeake  Drive  Redwood  City,  CA  94  06  3       (650)  364-9600  FAX  (650)  36-1-9233 

f _   &    \        ^tVJ14*-Jl<*  404  N.  Wiget  Lane  Walwit  Creek,  CA  94598       (510)988-9600         FAX  (510)  988.967  3 


Analytical 


819  Scriker  A.enue,  Suite  8    Sacramento.  CA  95834  (916)921-9600         FAX  (9i6)  921-0100 


..^^nSiruiiiiHiiinuiiiiiHiiiiiiiiiiiiiiiiiriiiiriiiiii.iki 
!!!  SFUSD 

I  1551  NewcombAve.,  Rm.  103 
i  San  Francisco,  CA  94124 

1  Attention:      Bruce  Glannlni 


wiiiiiiiiiNiiuiiiiiJiis^a^ 


;5S5SOBfliniiMiiiuiini 


in  in  n  i  mini  ^  ■;  !_ 


Client  Proj.  ID:  AJvarado 
Lab  Proj.  ID:  9708C97 


::i;iiiimmiuiiiiiiiiiiiiiir 


"siimlillllllllllilllii; 


Sampled:  08/24/97  |j| 
Received:  08/25/97  1 
Analyzed:  see  below  jH 

Reported:  08/29/97  i 

iiiU.il  "i  ii  i     — ■  ■■■■:i-s*zssmimm**i 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708C97-01 
Sample  Desc  .  UQUID,Alvarado  1 

Lead 

— ,  —  ft 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708C97-02 

Sample  Desc  :  LiQUlD.AIvarado  1  Duplicate 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708C97-03 
Sample  Desc  :  UQUID.AIvarado  2 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708C97-04 
Sample  Desc  :  LiQUlD.AIvarado  3 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708C97-05 
Sample  Desc  :  LiQUlD.AIvarado  4 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708C97-06 
Sample  Desc  :  UQUID^AIvarado  5 

0.0050 

Lead 

mg/L 

08/28/97 

N.D. 

Lab  No:  9708C97-07 
Sample  Desc  :  LiQUlD.AIvarado  6 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Anaiytes  reported  as  N.D.  were  not  present  above  the  stated  limit  ol  detection. 


SEQUOIA  ANALYTICAL  ELAP#1210 


Page: 


09/02/97  13:23 


TX/RX  NO. 9346         P. 002 


luoia 


£D  Seqi 

~  Analytical 


*80  Chwapeakt  Dri«  Redwood  Oty.  CA  94063  i650'i  364-9600  FAX  (650)  364-9233 
404  N.  Wiget  Lane  Walnut  Creek,  CA  94598       (510)  988-9600         FAX  (510)  988-9673 

619  Sink er  Avenue,  Sutle  8     Sacramento,  CA  95834  (916)921-9600         FAX  (916)  921-0100 


as.'-  TSiizi\lai.uavTT.B2av.mwimi  iililliliilllliillillluiifcffiiiiil!iliir.iii;ai^i;:-:-:  v»  :.  -  n^;;waiWMWi|iii-iilih.<i:'B^;iiv.  .  -7-  -=v^.^  y.,1-  i-.i  ..UjiuaiL  

SFUSD                                       Client  Proj.  ID:     21  St  Century  Academy  Sampled:  08/13/97  jj| 

1551  Newcomb  Ave.,  Rm.  103  Received:  08/13/97 

San  Francisco.  C A  94124                  Lab  Pro).  ID:  9708754  Analyzed:  see  below  || 


Attention:     Bruce  Giannini 

UHii|l[iii|iilii|iliiiiir.S(ui,'.--u;(.i]i?...-r,  ......ss.-i-s 

Ewiliniiumi»nEi3ne!S£SEiK3a^=:-- ..     : '  "~  : 


Reported: 08/21/97 

"  HJil!"1'!;!'-1'!" 


—••SSSrti.liriaiHIl 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708754-08 
Sample  Desc :  LIQUIDS 

Lead 

mg/L 

OB/19/97 

0.0050 

N.D. 

Lab  No:  9708754-09 
Sample  Desc  ;  LI  QUID,  9 

Lead 

mg/L 

08/ 19/97 

0.0050 

0.037 

Lab  No.  9708754-10 
Sample  Desc  :  LIQUID, 10 

Lead 

mg/L 

08/19/97 

0.0050 

0.043 

y 

Lab  No:          9708754-1 1 
Sample  Desc  :  LIQUID, 11 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Lab  No:  9708754-12 
Sample  Desc  :  LIQUID,  12 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Lab  No:  9708754-13 
Sample  Desc  :  LIQUID, 13 

Lead 

mg/L 

08/19/97 

0.0050 

0.026 

y 

Lab  NO;  9708754-14 
Sample  Desc  :  LIQUID, 14 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

tatytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


EQUOIA  ANALYTICAL  -  ELAP#i2io 


>^T^V  Comirkia  680  Chesapeake  Drive  Redwood  City,  CA  94063       (650)  564. %00  FAX  (6 50)  364-92 3 s 

f     A    \        JCljUUia  404  N.  Wiget  Lane  Walnut  Creek,  CA  94598       (510)  988-9600  FAX  (510)  W-9673 

.  .     .       ^J^^Jy^JC^l  Bl9  Striker  Avenue,  Suite  8     Sacramento,  CA  95834  (916)921-9600  FAX  (916)  951-0100 


111  SFUSD 
1551  Newcomb  Ave.,  Rm.  103 
San  Francisco,  CA  94124 


i  Attention: 

i!mnniiiiiiiiiiiiiiuucii)U£s.i 
Birajimn  uioj-ttiii-E 


Bruce  Glannlnl 


;=i?-:-t^t-iint«ln»millH iHOBUUri  i 

Client  Proj.  ID:     21  st  Century  Academy 


ifflliiiiiifiiiiilill' 


(nj'iiiiiiiiMiWk-it 


Lab  Proj.  ID:  9708754 


Sampled:  6§/1 3/97  ~| 
Received:  08/13/97 
Analyzed:  see  below  jjj 


Reported:  08/21/97  | 


LABORATORY  ANALYSIS 


Analyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708754-15 
Sample  Desc  :  LIQUID,15 

Lead 

mg/L 

08/19/97 

0.0050 

0.022 

Lab  No:  9708754-16 
Sample  Desc  :  LIQU1D,16 

Lead 

mg/L 

08/19/97 

0.0050 

0.069 

Lab  No:  9706754-17 
Sample  Desc  :  LIQUID,  17 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Lab  No:  9708754-18 
Sample  Desc  :  UQU!D,18 

Lead 

mg/L 

08/19/97 

0.0050 

0.0084 

Lab  No:  9708754-19 
Sample  Desc  :  LIQUID,  19 

Lead 

mg/L 

08/19/97 

0.0050 

0.074 

Lab  No:  9708754-20 
Sample  Desc :  UQUID,20 

Lead 

mg/L 

08/19/97 

0.0050 

0.010 

Lab  No:  9708754-21 
Sample  Desc  :  UQUID,21  (Blank) 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Analytes  reported  as  N.D,  were  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


08/21/97    11:20         TX/RX  N0.9131  P. 004  1 


r 


FAX  (650)  364-9233 
FAX  (510)  988.9673 
FAX  (916!  921-01 00 


fesf  •  ■  i ^-ra I- ;V^»^fittS StWTfSlTiSSiiiitiJiii il 111  1 U LI i i ;. : l , '  ^  ;^5}gi=^*-»5w^^aWMiii3Hlllllfllli8!M!8!!t8fega8aK^_: — t»^tfKa-— ^itfiSiiiillllilllllliiHiSHSt^Sr7-^-  'r^'-Viiiiiiiiiililllllllliiiiill'Sife^^^ghgSiiiUi 

SFUSD                                    Client  Proj.  ID:    21  gt  Century  Academy  Sampled:  08/13/97  g 

1551  Newcomb  Ave.,  Rm.  103  Received:  08/1 3/97  ||| 

San  Francisco.  CA  941 24                  Lab  Proj.  ID:  9708754  Analyzed:  see  below  i 

Attention:  Bruce  Giannlnl  Reported:  08/21  /97  |i| 
IIIBffiKK^^ 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708754-22 
Sample  Desc  :  LIQUID,8  (Dup) 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Lab  No:  9708754-23 
Sample  Desc  :  U0UID;17  (Dup) 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Lab  No:  9708754-24 
Sample  Desc  :  UQUIDr19  (Dup) 

Lead 

mg/L 

08/19/97 

0.0050 

0.074 

irytes  reported  as  N.D.  were  not  present  abovB  the  stated  limit  of  detection. 


=QUOIA  ANALYTICAL  -  ELAP#12io 


P»9e:  4 


08/21/97    11:20         TX/RXN0.9131         P. 005 


^Pniinia  680  Chesapeake  Drive         Redwood  City.  CA  94063      f6S0)  364-9600 

f    A \        ^tVjUlWlU  404  N  Wigct  Lane  Walnut  Creek,  CA  9459B       (510)  988.9600 


Analytical 


B! 9  Strllcr  Avenue,  Suite  8     Sacramento,  CA  9SB34  (916)  921-9600 


SEP.  ;.  i9r"   S:-3AV;  SO.  5 4 6 1  F. 


Cp/ni|Qia  680  Chesapeake  Drive  Redwood  City,  CA  (cjSO)  W4-96O0  FAX  (650)  364-9233 

-  H  -  -  40*  H  Wlgei  Une  Walnut  Creek.  CA  94598       (510)  988-9600         FAX  (510)  988-9673 

«l9Scriker  Avenu*,  Suite  8     Sacramento,  CA  95834  (916)  911-9600  FAX  (916)  921-0100 


Analytical 


|  SFUSD 

is  1551  Newcomb  Ave.,  Rm.  103 
|  San  Francisco,  CA  94124 

5 
in 

.  Attention:      Bruce  Giannini 

liiiLiiiL^iiii'iittiiiiiiHiiiiuiiiiuniiu^niimLmsmmMimiiiiiiiiiuiiiiiiiiiii 


Client  Proj.  I D:  21  st  Century ' 
Lab  Proj.  ID:  9708F1 1 


Sampled:  OS/29/97 
Received:  08/29/97 
Analyzed,  see  below 


^^^|ij{iiijijfc|j^.ii^:^^^^^iifeii.«iii  ;iiii.Mm^i|Ki)^s^aaju^^^imiiii[iiiiiiiiiiiihiHi[m^ 


Reported:  09/03/97  s 


LABORATORY  ANALYSIS 


Analyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708F11-01 

Sample  Desc  :  UQUID,2ist  Century  2-1 


/A  Lead 

mg/L 

09/02/97 

0.0050 

0.023 

Lab  No:  9708F11-02 

Sample  Desc  UQUID,21St  Century  2-2 

lE  Lead 

mg/L 

09/02/97 

0.0050 

0.0093 

Lab  No.  9708F11-03 

Sample  Desc  :  LIQUID, 21st  Century  2-3 

2  Lead 

mg/L 

09/02/97 

0.0050 

0.011 

Lab  No:  9708F11-04 

Sample  Desc  :  L!QUID,2lst  Century  2-4 

7,  Q>  Lead 

mg/L 

09/02/97 

0.0050 

0.0095 

Lab  No.  9708F11-05 

Sample  Desc  :  LIQUID,21st  Century  2-5 

5A  Lead 

mg/L 

09/02/97 

0.0050 

0.0090 

Lab  No:  9708F11-06 

Sample  Desc  :  LiQulD,2lst  Century  2-6 

f>£>  Lead 

mg/L 

09/02/97 

0.0050 

0.0061 

Lab  NO.  9708F11-07 

Sample  Desc  :  UQUID,21st  Century  2-7 

mg/L 

09/02/97 

0.0050 

0.055 

(  t 


7 


is 


n 


AnaJyies  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  ELAP#i2io 


Page:  1 


09/03/97    09:03         TX/RX  NO. 9367         P. 006 


I 


fJ~k~^\        Spminia  680  Chesapeake  Drive         Redwood  Oiy.  CA  9406  3      (650)  364-9600         FAX  (650)  364.9233 

f  4 <\        *J^**{lAyjXCi  404  N  Wlgct  Lane  Walnut  Creek.  CA  94598       (510)988-9600  FAX  (SlO)  988-9673 


Analytical 


819  Striker  Avenue,  Suite  8    Sacramento,  CA  95834         (916)921-9600         FAX  (916)  921-0100 


IIIUIIIUMttitiilitNilL-Kir- 

I SFUSD 

s  1551  Newcomb  Ave.,  Rm.  103 
!»  San  Francisco,  CA  94124 

Ml 
III 

I  Attention:      Bruce  Glannini 

aamTruiiiiiiniii[iimiiiiiu'ii'ii:i!i';' 


Client  Proj.  ID:  Alvarado 
LabProj.  ID:  9708C97 


il|Hiniiiir'V""rf;-- 


Sampled:  06/24/97  i 
Received:  08/25/97  g 
Analyzed:  see  below 


SESSsnjmililii 


==B5swnmiMHlW 


lljHllwiij;!!!!!? 


Reported:  08/29/97 


E^====ir?^iimiiiRimlilr 


Analyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  970BC97-08 
Sample  Desc  :  LIQUID.AIvarado  7 

Lead 


mg/L 


08/28/97 


0.0050 


N.D. 


Lab  No:  9708C97-09 
Sample  Desc  :  UQUID,Alvarado  6 


Lead 


mg/L 


08/28/97 


0.0050 


0.044 


Analytee  reported  as  N.D.  wer«  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#i2io 


Page' 


09/02/97  13:23 


TX/RX  NO. 9346         P. 003 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7497 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  5 

1551  Newcomb  Avenue,  Rm.  103  ARGONNE  CC  Date  Sampled  8/16/97 

San  FranciSCO,  CA    94124  Date  Received  8/18/97 

Date  Analyzed  8/22/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

#  1 

2.1 

1.0 

Micro  47497-01 
DRINKING  FOUNTAIN  / 

FRONT  CLASSROOM  BY  FRONT  ENTRANCE 
DOOR 

FIRST  DRAW 

Client 

#2 

1.7 

1.0 

Micro  47497-02 

DRINKING  FOUNTAIN  / 
OUTSIDE  SOUTH  SIDE 
OF  THE  PATIO  AREA 
FIRST  DRAW 

Client 

#3 

1.2 

1.0 

Micro  47497-03 

SINK  FAUCET 
KITCHEN  AREA  SINK 
FIRST  DRAW 

Client 

#  4 

21.3 

1.0 

Micro  47497-04 

SINK  FAUCET 
CORRIDOR  C-90 
FIRST  DRAW 

Client 

#  5 

1.0 

Micro 

BLANK 

47497-05 

<      1 .0 

Technical  Supervisor: 


-7  £--■ 


'6/97 


Analyst: 


FR 


Farid  Ramezanzatieti,  M. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  tor  lead  anaTysislh  dririking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  pan's  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  4 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  48578 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  21 

1551  Newcomb  Avenue,  Rm.  103  BALBOA  HS  Date  Sampled  9/17/97 

San  FranciSCO,  CA    94124  Date  Received  9  / 1  7  /  9  7 

Date  Analyzed  9/17/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

439-16 

<  1.0 

1.0 

Micro  48578-16 

DRINKING  FOUNTAIN 

1ST  FLOOR -C91  OUTSIDE  RM116 

FIRST  DRAW 

Client 

439-17 

1.1 

1.0 

Micro  48578-17 

DRINKING  FOUNTAIN 

1ST  FLOOR  -  C92  OUTSIDE  RM  T62 

FIRST  DRAW 

Client 

439-18 

11.0 

1.0 

Micro  48578-18 

DRINKING  FOUNTAIN 

BASEMENT  FLOOR  •  C91  OUTSIDE  RM  023 

FIRST  DRAW 

Client 

439-19 

<  1.0 

1.0 

Micro  48578-19 

DRINKING  FOUNTAIN 

BASEMENT  FLOOR  -  C91  OUTSIDE  RM  022 

FIRST  DRAW 

Client 

439-20 

<      1 .0 

1.0 

Micro 

BLANK 

48578-20 

Technical  Supervisor:      /   £-J SV26/97  Analyst: 

Farid  Ramezanzadeh, 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analyses  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples-are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


/*TN         QomiAia  680  Chesapeake  Drive  Redwood  City.  CA  $4063       (6S0)  364-9«»0         FAX  (650)  364-9233 

t     k    \        JCijUUia  4Q4  N.  Wiget  Lane  Walnut  Creek.  CA  94598       (SlO)  988-%00  FAX  (510)  988-9673 

-■--.-l--™  lyt]     til  B19SrrikerAvenue,SulleB    Sacramento,  CA  95834  (916;  921-9600         fAX  (916)  92 1  0100 


BBjiiniliBgagiilinua 


g SFUSD 

1 1551  NewcombAve..  Rm.  103 
I  San  Francisco.  CA  94124 


III  Attention: 


Bruce  Giannini 


— =..  gftSMM  IHIIIIIII 

Client  Proj.  ID:    21  st  Century  Academy 
Ub  Proj  ID:  9708754 


Sampled:  06/13/97  | 
Receded:  08/13/97 
Analyzed;  see  below  ill 


\~z  -1    "  '.imiilll 


Analyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  NO:  9708754-01 

Sample  Desc :  LIQUID.1 

Lead 

mg/L 

08/18/97 

0,0050 

0.024 

Lab  No:  9708754-02 
Sample  Desc  LIQUID.2 

Lead 

mg/L 

08/18/97 

0.0050 

0.017 

Lab  No.  9708754-03 
Sample  Desc  :  LIQUID, 3 

Lead 

mg/L 

08/18/97 

0.0050 

0.0075 

Lab  No:  9708754-04 
Sample  Desc :  LIQUID.4 

Lead 

mg/L 

08/18/97 

0-0050 

0.011 

Lab  No:  9708754-05 
Sample  Desc  :  LIQUID,5 

Lead 

mg/L 

06/18/97 

0.0050 

0.015 

Ub  No:  9708754-06 
Sample  Desc :  LlOUlD,e 

Lead 

mg/L 

08/18/97 

0.015 

0.056 

Lab  NO:  9708754-07 
Sample  Desc  :  UQUID.7 

Lead 

mg/L 

08/18/97 

0.0050 

0.0078 

Anaryles  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL     FLAP  #1210 


Page;  1 


08/21/97     11:20         TX/RX  N0.9131  P.002 


1 


Page 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
ALAMO  ES 


Micro  Log  In    4  8  0  2  3 
Total  Samples  2  5 
Date  Sampled  8/2  7/9  7 
Date  Received  8/30/97 
Date  Analyzed  8/30/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


Micro  48023-01 

SINK  DRINKING  FOUNTAIN 
ROOM  202 
FIRST  DRAW 


Client 


Micro  48023-02 

SINK  DRINKING  FOUNTAIN 
ROOM  204A 
FIRST  DRAW 


2.8 


2.3 


1.0 


1.0 


Client 


Micro  48023-03 

SINK  DRINKING  FOUNTAIN 
ROOM  206 
FIRST  DRAW 


2.5 


1.0 


Client 


Micro  48023-04 

SINK  DRINKING  FOUNTAIN 
ROOM  212 
FIRST  DRAW 


1 .9 


1.0 


Client 


Micro  48023-05 

SINK  DRINKING  FOUNTAIN 
ROOM  214 
FIRST  DRAW 


1.5 


1.0 


Technical  Supervisor:  — -y^^  ;    9/6/97  Analyst:   ![£ 

Farid  Ram©zanzadeti^M.S. 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  ldad^nalvsisjn,drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  8  023 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  5 

1551  Newcomb  Avenue,  Rm.  103  ALAMO  ES  Date  Sampled  8/27/97 

San  FranciSCO,  CA    94124  Date  Received  8/30/9  7 

Date  Analyzed  8/30/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

6 

Micro 

48023-06 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  216 
FIRST  DRAW 

2.9 

Client 

7 

Micro 

48023-07 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  218 
FIRST  DRAW 

3.4 

Client 

8 

Micro 

48023-08 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  217 
FIRST  DRAW 

3.2 

Client 

9 

Micro 

48023-09 

3.1 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  21 5 
FIRST  DRAW 

Client 

1  0 

Micro 

48023-10 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  213 
FIRST  DRAW 

2.4 

Technical  Supervisor:  ~V  — y^- — ±J——         9/6/97  Analyst:   


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  in  ikjnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


X^l^X         ^PnilOia  680  Che»p<»ke  Drive  Re<iwood  City,  CA  94063      (650)  364-9600         FAX  (650)  364-9231 

f  U 1-4        °    M  404  N.  V'met  L»ne  Walnui  Creek,  CA  94598       (510)988-9600         FAX  (510)  988-9673 


Analytical 


819  Striker  Avenue.  Suite*    Sacramento,  CA  95834         (916)  921-9600         FAX  (916)  921-0100 


'<:'ii:::!'i'i'i'in:'iiiiiir>,i<i>ji>iiia»iiuuu:i'l"iHi!  


SFUSD 

1551  Newcomb  Ave ,  Rm.  103 
San  Francisco,  CA  94124 

Attention:     Bruce  Giannini 

■  ..■H.iiniK-in  ipinnu  in  ^nmin^ntt— r*g":'{'l  -iriin  iLih|  ipitimnr. 


Client  Proj.  ID:  21  st  Century 
Lab  Proj.  ID:  97D8F11 

;:;i:::;;;i:;;;ii:a;:icai;araffjLTuaimiwniiii!iiwi!!iii!i!!i!!M!H't 


Sampled:  08/29/97  | 
Received:  08/29/97  |§ 
Analyzed:  see  below  I 

I 

Reported ;  09/03 797  % 


Analyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708F11-08 

Sample  Desc  :  UQUID,2lst  Century  2-8 

mg/L 

09/02/97 

0.0050 

0-027 

Lab  No:  9708F11-09 

Sample  Desc  :  LIQUID,21st  Century  2-9 

A  Lead 

mg/L 

09/02/97 

0.0050 

N.D. 

Lab  No:  9708F11-10 

Sample  Desc  :  LIQUID,21st  Century  2-9  Duplicate 

A  Lead 

mg/L 

09/02/97 

0.0050 

N.D. 

Lab  No:  9708F11-11 

Sample  Desc  :  UQUID,21st  Century  2-10 

Lead 

mg/L 

09/02/97 

0.0050 

0.0069 

.abNO:  9708F11-12 

Sample  Desc  :  LIQUID, 21st  Century  2-11 

)J\-  Lead 

mg/L 

09/02/97 

0.0050 

0.064 

^bNo;  9708F11-13 

Bampie  Desc  :  LIQUlD,21st  Century  2-12 

)S  Lead 

mg/L 

09/02/97 

0.0050 

0.019 

.abNo:  9708F11-14 

sample  Desc  :  UQU»D,2lst  Century  2-13 

T^Pr  Lead 

mg/L 

09/02/97 

0.0050 

N.D. 

alyres  reportefl  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


EQUOIA  ANALYTICAL  -  ELAP#1210 


Page  2 


09/03/97  09:03 


TX/RX  NO. 9367  P. 007 


SEP.  :.  19?"    ::  !3Ax  'J-IJ~  '-"  -  • 

ir*ia              680  Chesapeake  Drive  Redwood  Qty,  CA  94063  (650)  364-9600  FAX  (650)  364-9233 

lUla              *04  N  W.gct  Lane  Walnut  Creek.  CA  9*598  (510)988-9600  FAX  (5 10)  988-9673 

8l9Strlkcr  Avenue  Suite  8  Sscramenia,  CA  95834  (916)921.9600  FAX  (916)  921-0100 


S7\  Sequi 
"  Analytical 


imiiiHitniniichi=-=— =s.==^:aiiiiiilllllii  •  ----r=^-^i^ffiliiKi..,, ...  ■^^^^SmwmsiA.V-.  .: '  :.'."nuii!iiln!  

y  SFUSD  Client  Proj.  ID:     21st  Century  Sampled:  08/29/97  1 

|j  1551  Newcomb  Ave.,  Rm.  103  Received:  08/29/97 

1  San  Francisco,  CA  94124  Lab  Proj.  ID:  9708F11  Analyzed:  see  below  m 

ill  Anentlon;     Bruce  Giannini     Reported;  09/03/97  " 

OMCise.    :     •  ^  :  k  :s:mi»iiiiiiiH..:>.^s-S£^  ^  :f"   SBSlHHHHHlHi 


Analyle 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708F11-15 

Sample  Desc  ;  LJQUID,2lst  Century  2-14 


Lead 


mg/L 


09/02/97 


0  0050 


N.D. 


Lab  No;  9708F11-16 

Sample  Desc  :  LlQUID,2ist  Century  2-15 


y6A 


Lead 


mg/L 


09/02/97 


0.0050 


0.015 


Lab  No:  9708F11-17 

Sample  Desc  ;  LIQUID,2lst  Century  2-16 


\<b9> 


Lead 


mg/L 


09/02/97 


0.0050 


0.011 


Lab  No:  9708F1 1-18 

Sample  Desc  ;  LIQUID,2ist  Century  2-17 


lis! 


Lead 


mg/L 


09/02/97 


0.0050 


0.025 


Lab  NO  9708F11-19 

Sample  Desc  ;  LIQUID,21st  Century  2-18 


Lead 


mg/L 


09/02/97 


0.0050 


0.019 


Lab  No.  9708F11-20 

Sample  Desc  :  LIQUID,2lst  Century  2-19 


ft  A- 


Lead 


mg/L 


09/02/97 


0.0050 


0.013 


Lab  NO:  9708F11-21 

Sample  Desc  :  LIQUID.21SI  Century  2-19  Duplicat 

/V  Lead 


mg/L 


09/02/97 


0.0050 


0-012 


r 

L 


Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP  #1210 


Sheila  Flynn 
Project  Manager 


F»age. 


09/03/97  09:03 


TX/RX  NO. 9367         P. 008 


££\  Sequoia 
Analytical 


680  Chesapeake  Drive  Redwood  CiCy,  CA  94063       (650)  364-9600  FAX  (650)  364-9233 

404  IS*.  W8«  Lar*  Walnut  Creek,  CA  34599      (5)0)  988-9600         FAX  (510)  9S8.9673 

8)9  Striker  Avenue,  Suite  B     Sacramento,  CA  95834  (916)921-9600  FAX  (916)  92 1  -0 100 


WiiSKPi^! 


|  SFUSD 
!!  1551  Newcomb  Ave..  Rm.  103 
San  Francisco,  CA  94124 


5  Attention:      Bruce  Giannini 

..:!::  ;  _  ;   .  ;.i^^-^:..-l''i''":|;;Hiiwi)iiiiii:Lia.'iaf  -^l 

;,:r  ;-^-=l^^?.=-^iaxiq;giUH|lMilliruaiiiu.,,-H^;;s===^E 


"Client  Prpj'TD:  21  st  Century 
Lab  Proj.  ID:  9708F1 1 


H«i8BgtmiiilHl  m  i" s. 


Sampled:  08/29/97  iii 

Received:  08/29/97  % 

Analyzed:  see  below  g 

Reported:  09/03/97  I 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
nesuiis 

Lab  No:  9708F11-22 

Sample  Desc  :  UQUID,21st  Century  2-20 

A  Lead 

mg/L 

09/02/97 

0.0050 

0.0093 

Lab  No:  9708F11-23 

Sample  Desc  :  LIQUID, 21st  Century  2-21 

2-0  Lead 

mg/L 

09/02/97 

00050 

N.D. 

Lab  No:  9708F11-24 

Sample  Desc  :  UQUID,2lst  Century  2-22 

Lead 

mg/L 

09/02/97 

0.0050 

N.D. 

Lab  No:  .  9708F11-25 

Sample  Desc  :  LIQUID,2lst  Century  2-22  Duplicat 

Lead 

mg/L 

09/02/97 

0.0050 

N.D 

Lab  No:  9708F11-26 
Sample  Desc  :  LIQUID, Blank 

Lead 

mg/L 

09/02/97 

00050 

N.D. 

uialytes  reportad  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL     ELAP  #1210 


Page. 


09/03/97    09:03         TX/RX  NO. 9367         P. 009 


loia 


£7\  Sequ( 

Analytical 


660  Chesapeake  Drive 

404  N.  Wiget  Lane 

819  Striker  Avenue,  Suit*  8 


Redwood  City,  CA  94063 
\tfilnut  Creek,  CA  94596 
Sicramento,  CA  95834 


(650)  364-9«00 
(510)  988-9600 
(916)  921-9600 


FAX  (650)  364-9233 
FAX  (510)  986-9673 
FAX  (916)  921-0100 


II!|»IMIIIIHUIIL1S£:5E:  = 

g SFUSD 
!!!  1551  Newcomb  Ave.,  Rm.  103 
I  San  Francisco,  CA  94124 


Attention:      Bruce  Giannini 

■wmme^mm^mm.  ^Sm^ 


IIIHUlllIIIHIIISPffS 

Client  Proj.  ID.     21  st  Century  Academy 
Lab  Proj  ID-  9709818 


Sampled:  09/16/97 
Received:  09/16/97 
Analyzed;  see  below  jjj 

.feRP?^:997J9/97 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 

Limit 

Sample 

nvSUrlS 

Lab  No:  9709818-01 

Sample  Dssc  UQUID,21st  Century  3-1 

Lead 

mg/L 

09/19/97 

0.0050 

n.d. 

Lab  No:  9709818-02 

Sample  Desc  :  UQUID,21st  Century  3-2 

Lead 

mg/L 

09/19/97 

0.0050 

N.D. 

Lab  No:  9709818-03 

Sample  Desc  :  LIQUID, 2 1st  Century  3-3 

Lead 

mg/L 

09/19/97 

00050 

N.D. 

Lab  No:  9709818-04 

Sample  Desc  :  LIQUID,21st  Century  3-4 

Lead 

mg/L 

09/19/97 

0.O050 

0.038 

Lab  NO.  9709818-O5 

Sample  Desc  :  LlQUID,2l3t  Century  3-5 

Lead 

mg/L 

09/19/97 

0.0050 

0.022 

Lab  No:  9709818-06 

Sample  Desc  ;  LlQUID.21st  Century  3-6 

Lead 

mg/L 

09/19/97 

0.0050 

0.040 

Lab  No:  9709818-07 

Sample  Desc  :  UQUID,2lst  Century  3-7 

Lead 

mg/L 

09/19/97 

0.0050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page. 


09/19/97  17:14 


TX/RX  NO. 9808 


P. 002 


a* 


4PV  NQ.  51-:     F.  21 

[uoia 
Analytical 


^Pniir^ia  680  CKe»pe»k«  Drive  Redwood  City,  CA  94063       (  650)  364-9600  FAX  (650)  364  9233 

^    4  404  M.  Wigei  Line  Wilnut  Creek,  CA  94598       (510)  988-9600  FAX  (5 10)  988-9673 

819  Striker  A*enu«.  Suiw  8    S*camen»o,  CA  95834         (916)  921  -9600         FAX  (916)  921-0100 


IFUSD 

551  Newcomb  Ave.,  Rm.  103 
lan  Francisco,  CA  94124 


Client  Proj.  ID:  Argonne  E.S. 
Lab  Proj.  ID:  9708A91 


flentjpn:  Bruce  G  la  nnjnl^  


IHDllUMHIIIIIMIIIIII'IIMIII!' 


W!!l!i!!!!!!!!!!!!!!!!j! 


:._n..     in. -j  i  i  wmi 

T-  <:iilltll»miHHHNinilMIHL  

Sampled:  08/15/97 
Received:  08/21/97  1 
Analyzed:  see  below  Z 

Reported:  08/25/97  1 


LABORATORY  ANALYSIS 


tnaryte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

aD  NO.  y70oAyi-01 

temple  Desc  :  LIQUID.Argonne  1 

Lead 

mg/L 

08/22/97 

0  0050 

N.D. 

aD  NO.  970BA91-0Z 

>ample  Desc  :  LIQUID^Argonne  1  duplicate 

• 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

abNo:  9708A91-03 
Sample  Desc  :  UQUID.Argonne  2 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

abNo:  9708A91-04 
Sample  Desc  :  LIQUID, Argonne  3 

Lead 

mg/L 

08/22/97 

0.0050 

0  0065 

ab  No:  9708A91-05 
>amp)e  Desc  ;  LlQUID,Argonne  4 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

.abNo:  9708A91-O6 
iampie  Desc  :  LIQUID, Argonne  5 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

^bNo:  9708A91-07 
Sample  Desc  :  LIQUID, Argonne  6 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

aiytee  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

EQUOIA  ANALYTICAL  -  ELAP#1210 


leila  Flynn 
eject  Manager. 


P*ge. 


08/25/97    16:08         TX/RX  NO. 91 88         P. 021 


Sequoia 
%^  Analytical 


6S0  Chesapeake  Drive  Redwood  Cry.  CA  94063       (650)  3G4-9600         FAX  (650)  364-9233 

404  N.  Wigei  Lane  Walnut  Creek,  CA  94598      (510)988-9600         FAX  (JiO)  9S8-9673 

819  Striker  Avenue,  Suite  8    Sacramento,  CA  95834  (9)6)  921.9600  FAX  (916)  921-0100 


;  j.i.i.-iJiiillllllinmniasas;53^l,irilllili»iaua  -i  i  Mhwmiii»aiiiiK;i;:^:s^53i5aBaa»tiilniiiiiiHiii"inii'-''."  - 

I  SFUSD                                     Client  Proj.  ID:     Argonne  E.S.  Sampled:  08/15/97  iii 

1 1551  Newcomb  Ave.,  Rm.  103  Received:  OB/21/97  * 

(ji  San  Francisco,  CA  94124                Lab  Proj.  ID:  970QA91  Analyzed:  see  below  £ 

?  Attention:     Bruce  Giannlni    Reported:  08/25/97  1 

r^-  :  sm;,"^  •  •"-'"■TOiisr^: T  -iiiiiir =™  i  ~i 

LABORATORY  ANALYSIS 

Analyte                                            Units              Date  Detection  Sample 

Analyzed  Limit  Results 

Lab  No:  9706A91-08 
Sample  Desc  LIQUID, Argonne  7 

Lead                                 mg/L              08/22/97  0.0050  N.D. 


Analytts  reported  as  N.D.  wars  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  -  ELAP#1210 

^/f<$  K   

Sheila  Flynn        /  \ 

Project  Manager  (      /  p^. 

W  ® 

08/25/97    16:08         TX/RX  NO. 9188         P. 022 


"SEP.  [I  m"'   4 : 1 3FV  };C.  61'"  F 

~   ~  Analytical 


^Pniinia  680  Ches»peake  Drive  Redwood  City,  CA  94061       (650)364-9600  FAX  (650)  364-9235 

JCVJUUia  404  k  VCiget  L»«  Walnut  Owk,  CA  94598       (5 10)  9B8-9600         FAX  (5 10)  9S8-9673 

«i 9  Striker  Avenue.  Suite  8    Sacramento,  CA  95834         (916)  921-9*00         FAX  (916)  92 1  -0100 


SFUSD 

1551  Newcomb  Ave.,  Rm.  103 
San  Francisco,  CA  94124 

Attention:     Bruce  Glannini 


Client  Proj.  ID.  21st  Century  Academy 
Lab  Proj.  ID:  9709818 


^i=?S3SiIiriiiiifii::.::.: 


laiUllll)PB!lS!a:^£^=-=n;E=3!£i^.-3Bll)l)llllllllinilllln 


Sampled:  09/16/97  § 
Received:  09/16/97  g 
Analyzed:  see  below  | 

Reported:  09/19/97  1 

E— — =~3p-JF:li:illHilllllllllll!llllUIIIIIIII 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9709816-06 

Sample  Desc  :  UQUIDr2i$t  Century  3-8 

Lead 

mg/L 

09/19/97 

00050 

N.D. 

Lab  No:  9709818-09 

Sample  Desc  :  LlQUID,2l$t  Century  3-9 

Lead 

mg/L 

09/19/97 

0.0050 

0.057 

Lab  No:  9709818-10 

Sample  Desc  :  LIQUID, 21st  Century  3-10 

Lead 

mg/L 

09/19/97 

0.0050 

0.024 

Lab  No:  9709818-11 

Sample  Desc  ;  LIQUID, 21st  Century  3-10  dup 

Lead 

mg/L 

09/19/97 

0.0050 

0.023 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  HmH  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page 


09/19/97    17:14         TX/RX  NO. 9808         P. 003 


/T\  Sequoia 
%y  Analytical 


680  Cheapeske  Drive  Redwood  Oty,  CA  94063 

404  K  Wiget  Lane  Walmn  Creek,  CA  94598 

«l9  Striker  Avenue.  Suice  8     Sacramento.  CA  95BJ4 


(650)  364-5600 
(510)  96B-96O0 
(916)  951-9*00 


FAX  (650;  361-925? 
FAX  (510)  9*8-9673 
FAX  (916)  921-0100 


are?--  -  *  «siiss^§i 

I SFUSD 

1 1551  Newcomb  Ave.,  Rtn  103 
I  San  Francisco,  CA  94124 


.,„,,jtliiWiMnDUJl.j!'~__!  

Client  Pro).  ID:  21  st  Century  Academy 
Lab  Pro].  ID:  9709818 


-  '  ^BIIIIUIIIIH! 


Ullliiinipfclniiiis;^ 


"-  


Sampled: 
Received:  09/16/97 
Analyzed:  see  below 


I  Attention;     Bruce  Giannlnl 

"lilWWII'llllllllS!:.::::!;::^ 


'iiiiilimiiiii<r~  ==5===  s==  !===hb!iotdIWhiihiiiiiih!!I!! 


:!'!!!!!n«!iHiiiiimiimiininr--;^=isssl 


iiromiiuiiiiiiinSwnwsiHsssEi 


^m^iilMiiiiiiiiiiiiaia^^gs— 


Anatyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  NO'  9709818-12 
Sample  Desc  LIQUID, Blank 

Lead 


mg/L 


09/19/97 


0.0050 


ND. 


Anar/tes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL     ELAP  #1210 


Sheila  Flynn 
Project  Manager 


Page: 


09/19/97  17:14 


TX/RX  NO. 9808 


P. 004 


Page  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    492  81 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  5  8 

1551  Newcomb  Avenue,  Rm.  103  BUENA  VISTA  ES  DateSampied  10/4/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/7/9  7 

Date  Analyzed  10/7/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  A 

Micro  49281-01 

SINK  FAUCET 
KITCHEN 

8.2 

1.0 

Client 

1  B 

Micro  49281-02 

SINK  FAUCET 
KITCHEN 

4.3 

1.0 

Client 

1  C 

Micro  49281-03 

SINK  FAUCET 
KITCHEN 
FIRST  DRAW 

7.6 

1.0 

Client 

2A 

Micro  49281-04 

SINK  FAUCET 
TEACHER  S  LOUNGE 

3.5 

1.0 

Client 

2B 

Micro  49281-05 

SINK  FAUCET 
TEACHER'S  LOUNGE 

3.4 

1.0 

Technical  Supervisor 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leadariatysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    492  81 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  58 

1551  Newcomb  Avenue,  Rm.  103  BUENA  VISTA  ES  DateSampied  10/4/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/7/9  7 

Date  Analyzed  10/7/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

2C 

Micro  49281-06 

SINK  FAUCET 
TEACHER'S  LOUNGE 
FIRST  DRAW 

13.8 

1.0 

Client 

3  A 

Micro 

49281-07 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  3 

4.3 

Client 

3B 

Micro 

49281-08 

2.8 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  3 

Client 

3C 

Micro 

49281-09 

6.9 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  3 
FIRST  DRAW 

Client 

4A 

Micro 

49281-10 

SINK  DRINKING  FOUNTAIN 
ROOM1 

2.4 

1.0 

Technical  Supervisor:^"-/  tO^^^-o-^V- — j  10/10/97         Analyst:   ™  

Farid  Ramezar^acfeh^M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  intirinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


4 


1063  PROJECT:  Micro  Log  In    474  8  4 

3FUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  4 

1551  Newcomb  Avenue,  Rm.  103  BUENA  VISTA  ES  Date  Sampled  8/17/97 

San  FranciSCO,  CA    94124  Date  Received  8/18/97 

Date  Analyzed  8/2  3/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

1  6 

21.9 

1.0 

Micro  47484-16 

SINK  DRINKING  FOUNTAIN 
ROOM  22 
FIRST  DRAW 

Client 

1  7 

22.9 

1.0 

Micro  47484-17 

SINK  DRINKING  FOUNTAIN 
ROOM  21 
FIRST  DRAW 

Client 

1  8 

62.6 

2.5 

Micro  47484-18 

SINK  DRINKING  FOUNTAIN 
ROOM  19 
FIRST  DRAW 

Client 

1  9 

9.9 

1.0 

Micro  47484-19 

SINK  DRINKING  FOUNTAIN 
ROOM  15 
FIRST  DRAW 

Client 

20 

15.1 

1.0 

Micro  47484-20 

SINK  DRINKING  FOUNTAIN 
ROOM  17 
FIRST  DRAW 

Technical  Supervisor:  •  /  & — >-T  ^"^^f^    —    9/8/97  Analyst:   


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  pan's  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    474  8  4 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  24 

1551  Newcomb  Avenue,  Rm.  103  BUENA  VISTA  ES  DateSampied  8/17/97 

San  FranciSCO,  CA    94124  Date  Received  8/18/97 

Date  Analyzed  8/2  3/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 

Limit 
(oob) 

Comments 

Client 

2  1 

Micro 

47484-21 

71.5 

2.5 

SINK  DRINKING  FOUNTAIN 
ROOM  13 
FIRST  DRAW 

Client 

22 

Micro 

47484-22 

29.6 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  11 
FIRST  DRAW 

Client 

23 

Micro 

47484-23 

14.1 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  12 
FIRST  DRAW 

Client 

24 

Micro  47484-24 
FIELD  BLANK 

<1.0 

1.0 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  74  84 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  24 

1551  Newcomb  Avenue,  Rm.  103  BUENA  VISTA  ES  Date  Sampled  8/17/97 

San  Francisco,  CA  94124  _  .  0    .  . 

Date  Received  8/18/97 
Date  Analyzed  8/23/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

6 

Micro 

47484-06 

16.5 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  5 
FIRST  DRAW 

Client 

7 

Micro 

47484-07 

27.4 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  4 
FIRST  DRAW 

Client 

8 

Micro 

47484-08 

85.8 

2.9 

SINK  DRINKING  FOUNTAIN 
NURSES'  OFFICE  NEXT  TO  ADMIN. 
FIRST  DRAW 

Client 

9 

Micro  47484-09 

DRINKING  FOUNTAIN 

HALL  1ST  FLOOR  LOWER  LEVEL  OUTSIDE 

RESTROOMS 

FIRST  DRAW 

37.4 

1.0 

Client 

1  0 

Micro 

47484-10 

SINK  DRINKING  FOUNTAIN 
ROOM  2 
FIRST  DRAW 

40.8 

1.0 

Technical  Supervisor:     r  7° '   V —  9/8/97  Analyst:   AL  

Farid  R^ez^z^dehTM^ 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4  7484 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  4 

1551  Newcomb  Avenue,  Rm.  103  BUENA  VISTA  ES  Date  Sampled  8/17/97 

San  FranciSCO,  CA    94124  Date  Received  8/18/97 

Date  Analyzed  8/2  3/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 

Limit 
(ppb) 

Comments 

Client 

1  1 

Micro 

47484-1 1 

75.9 

2.9 

SINK  DRINKING  FOUNTAIN 
2ND  FLOOR  -  ROOM  14 
FIRST  DRAW 

Client 

1  2 

Micro 

47484-12 

45.8 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  16 
FIRST  DRAW 

Client 

1  3 

Micro 

47484-13 

35.0 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  18 
FIRST  DRAW 

Client 

1  4 

Micro 

47484-14 

1  01 

3.3 

SINK  DRINKING  FOUNTAIN 
ROOM  20 
FIRST  DRAW 

Client 

1  5 

Micro  47484-15 

DRINKING  FOUNTAIN 
HALL  2ND  FLOOR  EAST  END 
FIRST  DRAW 

42.4 

1.0 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In     48  02  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3 

1551  Newcomb  Avenue,  Rm.  103  BRYANT  ES  Date  sampled  8/23/97 

San  FranciSCO,  CA    94124  Date  Received  8/30/97 

Date  Analyzed  8/30/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

23 

5.6 

1.0 

Micro  48022-01 

SINK  DRINKING  FOUNTAIN 
KINDERGARTEN  A 
FIRST  DRAW 

Client 

24 

6.7 

1.0 

Micro  48022-02 

SINK  DRINKING  FOUNTAIN 
KINDERGARTEN  B 
FIRST  DRAW 

Client 

25 

7.8 

1.0 

Micro  48022-03 

DRINKING  FOUNTAIN 
1ST  FLOOR  -  ENTRY  HALL 
FIRST  DRAW 

Technical  Supervisor:      '   '    1  \^  9/6/97  Analyst:   

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead~artatysis  in  drmluhg  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47484 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  24 

1551  Newcomb  Avenue,  Rm.  103  BUENA  VISTA  ES  Date  Sampled  8/17/97 

San  FranciSCO,  CA    94124  Date  Received  8/18/97 

Date  Analyzed  8/23/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

1 

21 .5 

1.0 

Micro  47484-01 

SINK  FAUCET 
KITCHEN 
FIRST  DRAW 

Client 

2 

44.4 

1.0 

Micro  47484-02 

SINK  FAUCET 
TEACHERS  LOUNGE 
FIRST  DRAW 

Client 

16.3 

1.0 

Micro  47484-03 

SINK  DRINKING  FOUNTAIN 
ROOM  3 -1ST  FLOOR 
FIRST  DRAW 

Client 

4 

35.6 

1.0 

Micro  47484-04 

SINK  DRINKING  FOUNTAIN 

ROOM1 

FIRST  DRAW 

Client 

5 

28.4 

1.0 

Micro  47484-05 

DRINKING  FOUNTAIN 

HALL -1ST  FLOOR  OUTSIDE  ROOM  3 

FIRST  DRAW 

NOTE:  DF  FLOW  RATE  VERY  LOW 
RESTRICTED  SPACE  -  FILL  1/2  IN.  LOW 

Technical  Supervisor:     7'  £f      ^^==*£^t=z=± /Q/91  Analyst:   £L  

Farid  Rame^anz^Kden^M.ST^x^ 

Micro  Analytical  Laboratories,  Inc.  is  accredited  lor  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7482 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  21 

1551  Newcomb  Avenue,  Rm.  103  BRYANT  ES  DateSampied  8/17/97 

San  FranciSCO,  CA    94124  Date  Received  8  / 1  8  /  9  7 

Date  Analyzed  8/2  2/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  7 

1  .5 

1.0 

Micro  47482-16 

DRINKING  FOUNTAIN 
CHILD  CARE 
FIRST  DRAW 

Client 

1  8 

<       1  .0 

1.0 

Micro  47482-17 

SINK  DRINKING  FOUNTAIN 
GIRLS'  RR  NW 
1ST  FLOOR 
FIRST  DRAW 

Client 

1  9 

<       1  .0 

1.0 

Micro  47482-18 

SINK  DRINKING  FOUNTAIN 
BOYS'  RR  NW 
1ST  FLOOR 
FIRST  DRAW 

Client 

20 

<      1 .0 

1.0 

Micro  47482-19 

SINK  FAUCET 
FACULTY  LOUNGE 
FIRST  DRAW 

Client 

21 

2.4 

1.0 

Micro  47482-20 

SINK  FAUCET 
NURSES'  OFFICE 
TEAPOT  NOTED 
FIRST  DRAW 

Technical  Supervisor:    -/  fC-^- — v.^- — dz^fttll.  Analyst:  

Farid  RamezanzSderj,  M^\. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
BRYANT  ES 


Micro  Log  In    4  7  4  8  2 
Total  Samples  2  1 
Date  Sampled  8/17/97 
Date  Received  8/18/97 
Date  Analyzed  8/22/97 


Detection 


Client  Sample  ID 

Lead  Concentration 

Limit 

Comments 

(ppb) 

(ppb) 

Client 

22 

Micro 

47482-21 

FIELD  BLANK 

<  1.0 

1.0 

Technical  Supervisor:  _ ?    ^-^^  ^l^l^1  Analyst:   !!5  

Farid  Ramezanz&deh,  M^N. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    474  8  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  21 

1551  Newcomb  Avenue,  Rm.  103  BRYANT  ES  Date  Sampled  8/17/9  7 

San  FranciSCO,  CA    94124  Date  Received  8/18/97 

Date  Analyzed  8/22/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

6 

Micro 

47482-06 

4.8 

1.0 

SINK  DRINKING  FOUNTAIN 
RM  7 

FIRST  DRAW 

Client 

7 

Micro 

47482-07 

1.0 

SINK  DRINKING  FOUNTAIN 
RM  6 

FIRST  DRAW 

3.5 

Client 

8 

Micro 

47482-08 

2.8 

1.0 

DRINKING  FOUNTAIN 
2ND  FLOOR  CENTER  /  LIBRARY 
RESTRICTED  SPACE  /  FILL  1"  SHORT 
FIRST  DRAW 

Client 

9 

Micro 

47482-09 

1.0 

SINK  DRINKING  FOUNTAIN 
RM  5 

FIRST  DRAW 

6.1 

Client 

1  0 

Micro 

47482-10 

<      1 .0 

1.0 

SINK  DRINKING  FOUNTAIN 
RM  4 

FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  (or  lead-analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


10  63  PROJECT:  Micro  Log  In    4  7482 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  21 

1551  Newcomb  Avenue,  Rm.  103  BRYANT  ES  DateSampied  8/17/97 
San  Francisco,  CA  94124 


Date  Received  8/18/97 
Date  Analyzed  8/22/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  1 

8.0 

1.0 

Micro   47482-1 1 

SINK  DRINKING  FOUNTAIN 
RM  2 

FIRST  DRAW 

Client 

1  2 

4.1 

1.0 

Micro  47482-12 

SINK  DRINKING  FOUNTAIN 
RM  3 

FIRST  DRAW 

Client 

1  3 

2.8 

1.0 

Micro  47482-13 

SINK  DRINKING  FOUNTAIN 
RM  1 

2ND  FLOOR 
FIRST  DRAW 

Client 

1  4 

9.3 

1.0 

Micro  47482-14 

DRINKING  FOUNTAIN 
MULTI-PURPOSE  RM 
1ST  FLOOR 
FIRST  DRAW 

Client 

1  5 

1.0 

Micro  47482-15 
SINK  FAUCET 

FOOD  SERVICE  OFFMULTVPURPOSE  RM 
FIRST  DRAW 

<      1  .0 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4  7  941 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  8 

1551  Newcomb  Avenue,  Rm.  103  BAY  HS  Date  Sampled  8/26/97 

San  FranciSCO,  CA    94124  Date  Received  8/29/97 

Date  Analyzed  9/2/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
REGUL 
INITIAL 

#  6 

47941-06 

HG  FOUNTAIN 

4R  EDUCATION  OFFICE 

DRAW 

3.5 

1.0 

Client 
Micro 

BLANK 

#  7 

47941-07 

<      1 .0 

1.0 

Client 
Micro 

#  8 

47941-08 

1 .8 

1.0 

Technical  Supervisor:     "?  *> '    """T^^^r    -       9/6/97  Analyst:   


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  pan's  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  748  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  21 

1551  Newcomb  Avenue,  Rm.  103  BRYANT  ES  Date  Sampled  8/17/97 

San  FranciSCO,  CA    94124  Date  Received  8/18/97 

Date  Analyzed  8/2  2/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1 

Micro 

47482-01 

8.1 

1.0 

SINK  DRINKING  FOUNTAIN 
RM  12  2ND  FLOOR 
FIRST  DRAW 

Client 

2 

Micro 

47482-02 

1.0 

SINK  DRINKING  FOUNTAIN 
RM11 

FIRST  DRAW 

5.6 

Client 

3 

Micro 

47482-03 

<      1 .0 

1.0 

SINK  DRINKING  FOUNTAIN 
RM  10 

FIRST  DRAW 

Client 

4 

Micro 

47482-04 

6.1 

1.0 

SINK  DRINKING  FOUNTAIN 
RM  9 

FIRST  DRAW 

Client 

5 

Micro 

47482-05 

1.0 

SINK  DRINKING  FOUNTAIN 
RM  8 

FIRST  DRAW 

5.0 

Technical  Supervisor:  9/7/ 9 7  Analyst:  

Farid  Ramezaroajjell^.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  311 3B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    48  578 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  21 

1551  Newcomb  Avenue,  Rm.  103  BALBOA  HS  Date  Sampled  9/17/97 
San  Francisco,  CA  94124 


Date  Received  9/17/97 
Date  Analyzed  9/17/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

439-21 

Micro  48578-21 

SINK  FAUCET 
KITCHEN  FAUCET  158D 
FIRST  DRAW 

1  .4 

1.0 

Technical  Supervisor: 


9/26/97 


Analyst: 


FR 


Farid  Rarne2 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead -analysts  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47941 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  8 

1551  Newcomb  Avenue,  Rm.  103  BAY  HS  Date  Sampled  8/26/97 

San  Francisco,  CA    94124  Date  Received  8/29/97 

Date  Analyzed  9/2/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

#  1 

Micro 

47941-01 

1 .2 

1.0 

DRINKING  FOUNTAIN 

RESTROOM  AREA  BY  MAIN  OFFICE 

INITIAL  DRAW 

Client 

#  2 

Micro 

47941-02 

1.0 

DRINKING  FOUNTAIN 
HOME  STUDY  OFFICE 
INITIAL  DRAW 

3.0 

Client 

#  3 

Micro  47941-03 

SINK  FAUCET 

MAIN  OFFICE  SINK  FAUCET 

INITIAL  DRAW 

1 .9 

1.0 

Client 

#  4 

Micro 

47941-04 

<      1  .0 

1.0 

DRINKING  FOUNTAIN 
SPECIAL  EDUCATION  ROOM 
INITIAL  DRAW 

Client 

#  5 

Micro 

47941-05 

1.0 

DRINKING  FOUNTAIN 

RESTROOM  BY  SPECIAL  ED.  OFFICE 

INITIAL  DRAW 

5.2 

Technical  Supervisor: 


Faria^ame^^zadernvM^.S. 


9/6/97 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  forTeac-  analysts-ULditnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  8578 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  21 

1551  Newcomb  Avenue,  Rm.  103  BALBOA  HS  Date  Sampled  9/17/97 

San  FranciSCO,  CA    94124  Date  Received  9/17/97 

Date  Analyzed  9/17/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

439-11 

2.3 

1.0 

Micro  48578-11 

DRINKING  FOUNTAIN 

3RD  FLOOR  -  C90  OUTSIDE  RM  309 

FIRST  DRAW 

Client 

439-12 

1 .7 

1.0 

Micro  48578-12 

DRINKING  FOUNTAIN 

3RD  FLOOR  -C92  OUTSIDE  RM  318 

FIRST  DRAW 

Client 

439-13 

7.5 

1.0 

Micro  48578-13 

DRINKING  FOUNTAIN 

3RD  LFOOR  -  C92  OUTSIDE  RM  329 

FIRST  DRAW 

Client 

439-14 

3.7 

1.0 

Micro  48578-14 

DRINKING  FOUNTAIN 

2ND  FLOOR  -  C92  OUTSIDE  RM  229 

FIRST  DRAW 

Client 

439-15 

1.5 

1.0 

Micro  48578-15 

DRINKING  FOUNTAIN 

2ND  FLOOR  -  C92  OUTSIDE  RM  218 

FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0624 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  8  5  7  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  21 

1551  Newcomb  Avenue,  Rm.  103  BALBOA  HS  Date  Sampled  9/17/97 

San  FranciSCO,  CA    94124  Date  Received  9/17/97 

Date  Analyzed  9/17/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

439-1 

20.3 

1.0 

Micro  48578-01 

DRINKING  FOUNTAIN 
BUNGALOW  21 
FIRST  DRAW 

Client 

439-2 

1.7 

1.0 

Micro  48578-02 

DRINKING  FOUNTAIN 

GYM  BLDG  -  1ST  FLOOR  RM  704 

FIRST  DRAW 

Client 

439-3 

<  1.0 

1.0 

Micro  48578-03 

DRINKING  FOUNTAIN 

GYM  BLDG  -  1ST  FLOOR  -  RM  702 

FIRST  DRAW 

Client 

439-4 

1.6 

1.0 

Micro  48578-04 

DRINKING  FOUNTAIN 

1ST  FLOOR  •  C90B  ACROSS  FROM  RM  108 

FIRST  DRAW 

Client 

439-5 

3.3 

1.0 

Micro  48578-05 

DRINKING  FOUNTAIN 

1ST  FLOOR  -  C90C  ACROSS  FROM  RM  100 

FIRST  DRAW 

Technical  Supervisor:    '  — vr^^  1       -yf26/97  Analyst:   

Farid  Re 

Micro  Analytical  Laboratories,  Inc.  is  accredited  fcVlead_ai«1y6is  ia  winking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4  8  578 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  21 

1551  Newcomb  Avenue,  Rm.  103  BALBOA  HS  Date  Sampled  9/17/97 

San  FranciSCO,  CA    94124  Date  Received  9/17/97 

Date  Analyzed  9/17/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

439-6 

Micro 

48578-06 

i .  / 

1.0 

DRINKING  FOUNTAIN 

EXT.  WALKWAY  -  C90  OUTSIDE  T58A 

FIRST  DRAW 

Client 

439-7 

Micro 

48578-07 

1.0 

MULTI  DRINKING  FOUNTAIN 

EXT.  WALKWAY  -  C90  OUTSIDE  154C 

FIRST  DRAW 

2.5 

Client 

439-8 

Micro 

48578-08 

1.0 

MULTI  DRINKING  FOUNTAIN 
EXT.  WALKWAY  -  C90  OUTSIDE  156 
FIRST  DRAW 

5.3 

Client 

439-9 

Micro 

48578-09 

1.0 

DRINKING  FOUNTAIN 

2ND  FLOOR  -  C90A  OUTSIDE  RM  200 

FIRST  DRAW 

3.3 

Client 

439-10 

Micro 

48578-10 

1.0 

DRINKING  FOUNTAIN 

3RD  FLOOR  -  C90A  OUTSIDE  RM  300 

FIRST  DRAW 

1 .4 

Technical  Supervisor  — \r<  ~<^~  &^6/97         Analyst:   EL 

Farid  Rame^z^zadeFCl 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fc*Jaaxi^alysTS-TT-dfinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Analytic^ 


080  Chesapeafce  n  ■ 

Sacramcnto,CA         598       f        ^     «0  (65Q)  3 


'6)  921 


0100 


USD 

;1-^ewcombAvG 
'^nc/sco.CA^S^03 

Bruce  G/ann(,(. 


te 


C'/ent  Pro/.  ,D.     x  *,.„_.  


Lead 


Units 

Date 


sin 

Reported  o?/09/97  f 


/S 


zed 


Dete 


Limit 


ction 


°9/08/97 


0.0050 


the: 


sta^'imi,ofdetectl 


'on. 


Samp/e 
Resu/ts 


M.D. 


pag€ 


^j^i  Sequoia 
Analytical 


680  Chesapeake  Drive  Redwood  City,  CA  94063 

404  N.  Wiget  Lane  Walnut  Creek,  CA  94598 

819  Striker  Avenue,  Suite  8     Sacramento,  CA  95834 


(650)  364-9600 
(510)  988-9600 
(916)  921-9600 


FAX  (650)  364-9233 
FAX  (510)  988-9673 
FAX  (916)  921-0100 


SFUSD  Client  Proj.  ID:     George  Moscone  Bern.                     Sampled:  69/05 /97 

1551  Newcomb  Ave.,  Rm.  103  Received:  09/05/97 

San  Francisco,  CA  94124  Lab  Proj.  ID:  9709158                                            Analyzed:  see  below 

Attention:      Bruce  Giannini  Report^LQ9/P9/?7 


LABORATORY  ANALYSIS 


Analyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9709158-08 
Sample  Desc  :  LIQUID.8 

Lead 


Lab  No:  9709158-09 
Sample  Desc  :  LIQUID.9 

Lead 

Lab  No:  9709158-10 
Sample  Desc  :  LIQUID, 9  duplicate 

Lead 


mg/L 


09/08/97 


0.0050 


mg/L 


mg/L 


09/08/97 


0.0050 


09/08/97 


0.0050 


N.D. 


N.D. 


N.D. 


Lab  No:  9709158-11 
Sample  Desc  :  LIQUID.10 

Lead 

Lab  No:  9709158-12 
Sample  Desc  :  LIQUID.11 

Lead 


mg/L 


mg/L 


09/08/97 


09/08/97 


0.0050 


0.0050 


N.D. 


N.D. 


Lab  No:  9709158-13 
Sample  Desc :  LIQUID.12 

Lead 


Lab  No:  9709158-14 
Sample  Desc  :  LIQUID.13 

Lead 


mg/L 


mg/L 


09/08/97 


09/08/97 


0.0050 


N.D. 


0.0050 


N.D. 


Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


itt.  U,  i H; '    ;::4r/  "    1  ~ 

S*T*\         Qfimmia  ««0  Chesapeake  Drive  Redwood  Gty,  CA  94063  (650)  36*-96O0  FAX  (650)  $64-9233 

#     A    A        OCLjUUia  <04  N  Wiget  Lane  Walnut  Creek.  CA  9459B  (5101988-9600         FAX  (5)0)  988-9673 

4>~^<ir    y^J^^]y^iC3l  819  Striker  Avenue,  Suite  8  Sacramento,  CA  95B34  <9i<S)  92t-9°0O         FAX  (9i6)  921-0100 


SFUSD 

g  1551  Nlewcomb  Ave.,  Rm.  103 
ill  San  Francisco,  CA  94124 


Client  Proj.  ID:  Argonne  ES 
Lab  Proj.  ID:  9709987 


!  Attention:      Bruce  Giannini 

»•—     ^-—.-u^ttnnmiimi."- .  ■  -  --      —  ■  -  !;:ummiinmnu;:;-  .  .»^^ ? ,.  a-wmim,*^--  — :.'  .mil  v-v. 

r:Tu  irnfflJui.-ni;  ;         -  "=Tr5--wiw*MiaLi  i=:-i.-i  -  ^-ws^whi..;!.  •.Hi.5L..^=5.5£J2Wwuiji;i«=r:~=5s 


till  I|IIIIh,m 


•••as—Eniiini: 


Sampled:  09/17/97 
Received:  09/17/97  1 
Analyzed,  see  below  | 

Reported:  09/22/97  | 

aSS&SSSSSu^iftn  Illll.~  "  .  M'.flU  II 


LABORATORY  ANALYSIS 


Anafyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No.  9709987-01 
Sample  Desc  :  LIQUID. 1-1 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Lab  No;  9709987-02 
Sample  Desc  :  LIOUID,1-2 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Lab  No:  9709987-03 
Sample  Desc  :  LIQUID,  1-3 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Lab  No:  9709987-04 
Sample  Desc :  LIQUID,  1-4 

Lead 

mg/L 

09/22/97 

0.OO50 

0.0052 

Lab  No:  9709987-05 
Sample  Desc :  UQUID,i-5 

Lead 

mg/L 

09/22/97 

00050 

N.D. 

Lab  No:  9709987-06 
Sample  Desc :  LIQUlD.1-6 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Lab  No:  9709987-07 
Sample  Desc :  LIQUID.1-7 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Vnalytes  reported  a3  N.D  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


Pafle:  i 


09/22/97  15:26 


TX/RX  NO. 9848         P. 002 


£T\  Sequoia 
Analytical 


680  Chesapeake  Drive  Redwood  City.  CA  94063 

404  N.  Wigrt  Lane  Walnut  Creek.  CA  94598 

8)9  Sinker  Avenue.  Suite  S     Sacramento,  CA  $5834 


(650)  364-9600  FAX  (650)  364-9233 
(510)  9BB.9600  FAX  (5l0)  9&K-9673 

(916)   921-&600  FAX  (916)  921-P100 


._-==:;-       '...-J.  .^!?^^'«'v-'L"-^:l-'ii:.|iimi«  iimiii.i,. 

•_  r=n  ji>:;l|?|KWim;«Mrji»lt»«IBBK=«.£.r5:r=i::i.ri.i. 

E SFUSD 

1 1551  Newcomb  Ave.,  Rm.  103 
jjj  San  Francisco,  CA  94124 

1  Attention.      Bruce  Gianninl 


■  i'!iiiiiiiiiiiiiiiiiiiniiiassivr=-:"- 

Client  Proj.  ID: 


=;=>ssiiK»iitilllinbliir.:iiM 

Argonne  ES 


Lab  Proj  ID-  9709987 


Sampled:  09/17/97 
Received:  09/17/97  iii 
Analyzed;  see  below  jjj 

Reported:  09/22/97  I 

K!HHIHI||||il|l»iX: 


LABORATORY  ANALYSIS 

Analyte  Units  Date  Detection  Sample 

Analyzed  Limit  Results 


Lab  No:  9709987-08 

Sample  Desc .  UQUID,i-a 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Lab  No:  9709987-09 
Sample  Desc  :  LIQUID,1-9 

Lead 

mg/L 

09/22/97 

0-0050 

0.0060 

Lab  No:  9709987-10 

Sample  Desc  :  LIQUID,  1-9  Duplicate 

Lead 

mg/L 

09/22/97 

0.0050 

0.0063 

Lab  No:          9709987-1 1 
Sample  Desc  :  UQUID,1-10 

Lead 

mg/L 

09/22/97 

0.0050 

N.D 

Lab  No:  9709987-12 
Sample  Desc :  LIQUID,1-11 

Lead 

mg/L 

09/22/97 

0.0050 

0.0057 

Lab  No:  9709987-13 
Sample  Desc  :  LIQUID.1-12 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Lab  No:  9709987-14 
Sample  Desc  LIQUID, 1-13 


Lead  mg/L  09/22/97  0.OOS0  0.044 


Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


09/22/97    15:26         TX/RX  NO. 9848         P. 003 


ccp      19:7   *:*5FV  .;C.  6'2:.t-   F.  4 

Sequoia 
Analytical 


^"TN         Qoniinia  680  Ch«*f*»ke  Drive  Redwood  City.  CA  94063       (650)  364.9600  FAX  (650)  364-9233 

#    A    \        3eL^U^»la  N.  Wigei  Lane  Walnut  Creek,  CA  94596       (5(0)  988-9600         FAX  (5 10)  988-9673 

a  1  819  Striker" Avenue.  Suite  8    Sacramento,  CA  95B34  (9l<5)  92I-9600  FAX  (916)  911-0100 


S SFUSD 

s  1551  Newcomb  Ave.,  Rm.  103 
L1!  San  Francisco.  CA  94124 


'  r.i^? ;:juiui|iiiiii|iiiiiiniin;;„i,i  :  '  ■ 


v.-!;r^=a:c:u!i»WIIIIIIIII|.liiIT.|i=iasa=; =— :=  ===  ■■  •  =  =         nmiJlUII('U'|llllJi,^........,_-  ::  * 

 iii.'iHi  ;;i:;ri:?:r5;:?r;'rr;:5°^:a'-H)MM»BMK^ 

Client  Proj.  ID:    Argonne  ES 


Lab  Proj.  ID:  9709987 


i  Attention. 

LMBHSBg 


Bruce  Glannlni 


;:i:iiiiiiiiiwiHiimt;»!  k:r~r:-"-^.-SSS(11iiiiiii 

Sampled:  09/17/97 
Received:  09/17/97 
Analyzed,  see  below  |i; 

Reported:  09/22/97  L 


LABORATORY  ANALYSIS 


Analyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9709987-15 
Sample  Desc  :  LIQUID.1-14 

Lead 

mg/L 

09/22/97 

0.0050 

0.014 

Lab  No:  9709987-16 
Sample  Desc  LIQUID,  1-15 

Lead 

mg/L 

09/22/97 

0.0050 

0.0054 

Lab  No:  9709987-17 
Sample  Desc .  LlQLUD.i-16 

Lead 

mg/L 

09/22/97 

0.0050 

0.0088 

Lab  No:  9709987-18 
Sample  Desc  ;  LIQUID,  1-1 7 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Lab  No:  9709987-19 
Sample  Desc :  UQUID.1-18 

Lead 

mg/L 

09/22/97 

0.0050 

0.010 

Lab  No:  9709987-20 
Sample  Desc :  LiQUID,i-i9 

Lead 

mg/L 

09/22/97 

0.0050 

0.0065 

Lab  No:  9709987-21 

Sample  Desc :  LIQUID.1-19  Duplicate 

Lead 

mg/L 

09/22/97 

0.0050 

0.0070 

Analyies  reported  as  N.D.  were  not  pre$ent  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Pape 


09/22/97  15:26 


TX/RX  NO. 9848         P. 004 


r, 


£ SCQUUia  404  M.  Wig««  L*<tt  Walnut  Creek.  CA  94S9B        (510)988-9600  PAX  (5 10)  988  9673 

^•S^?      a  1  6)9  Striker  Avenue,  St.i«  6     S*Cr»Tncnto.  CA  95834  (916)  921-9600  FAX  (916)  921-0100 


11ir*12              680  Chesapeake  Drive  Redwood  C'ty,  CA  9*065      (650)  364-9600         FAX  (650)  364-9239 

UWlCi  M  w;.„  I   \y*lmit  C.rrr\c  CA  9459B        (510)   988-9600  fAX  (5 10)  98  8  9673 

Analytical 


'•  r^iSroni!l!tlIIBIMIIIIUlliai!l!Mafete 


r-.^^'ll'l'lllllll  I  Iimlllll: 


jgSFUSD 
|  1551  Newcomb  Ave.,  Rm.  103 
§  San  Francisco.  CA  94124 

iii 

1  Attention:      Bruce  Giannini 

If:  "jui:iramiiii|«ii||||ii|lllllllllllillllirtliiM^,iiiE~=  ==  = 


-:C:::^5J;=H==iSiiH5::;5STliraiiMniniutt«ft!as 
•a:.n  uiiroiiiH«Kii!:;i::- :  -  ~~  -= 


Client  Proj.  ID  Argonne  ES 
LabProj.  ID:  9709967 


|BjWH|^|^||^|a^^'LM!L|lLl»111"'111!!1 


.!.!.;  iimiiii||i|niniiii;;i.ii;M  s=5 

';,riiiMiimiiinillilIl!i.„,.i  ..!    —  * 


Sampled:  09/17/97 
Received:  09/17/97 
Analyzed:  see  below 

Reported:  09/22/97 


LABORATORY  ANALYSIS 

Analyte  Units  Date  Detection  Sample 

Analyzed  Limit  Results 


Lab  No:  9709987-22 
Sample  Desc :  LIQUID.1-20 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Lab  No:  9709987-23 
Sample  Desc  .  LIQUID, 1-21 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Lab  No:  9709987-24 
Sample  Desc  :  UQUlD.1-22 

Lead 

mg/L 

09/22/97 

0.0050 

0,0057 

Lab  NO:  9709987-25 
Sample  Desc  :  LIQUID,  1-23 

Lead 

mg/L 

09/22/97 

0.025 

0.25 

Lab  No:  9709987-26 
Sample  Desc  :  LIQUID.1-24 

Lead 

mg/L 

09/22/97 

0.0050 

0.0080 

Lab  No;  9709987-27 
Sample  Desc :  LIQUID.1-25 

Lead 

mg/L 

09/22/97 

0.0050 

0.0058 

Lab  No:  9709987-28 
Sample  Desc  :  LIQUID,  1-26 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  trie  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


09/22/97    15:26         TX/RX  NO. 9848         P. 005 


fk\  Sequoia 
-   ~  Analytical 


680  Chesapeake  Drive  Redwood  City,  CA  94063      (650)  364-9600         FAX  (650)  364-9233 

404  M.  Wiget  Lane  Walnut  Creek,  CA  94598       (510)  988-9600         FAX  (510)  988-967:1 

819  Striker  Avenue.  Suites    Sacramento.  CA  95834         (916)921-9600         FAX  (916)  921.0100 


l  -lift*;   . ...   .„,„,,»  .-..-T^'^Mlil 

"!  SFUSD  Client  Proj.  ID:     Argonne  ES 

1 1551  Newcomb  Ave.,  Rm.  103 

|  San  Francisco,  CA  94124  Lab  Proj.  ID:  9709987 


I  Attention:     8ruce  Glannlnl 


:  lUMllllllllllllllllllliiir;!*;: 


Sampled:  09/17/97  ?• 
Received:  09/17/97 
Analyzed:  see  below  i 

Reported:  09/22/97  I 

"'.  !I''!HIIM'."I'  I  .•  •  :  -   •. —   : 


LABORATORY  ANALYSIS 


Anaiyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9709987-29 
Sample  Desc  :  LIQUID, 1-27 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Lab  No:  9709987-30 
Sample  Desc  :  LlQUID,1-28 

Lead 

mg/L 

09/22/97 

0.0050 

0.0094 

Lab  No:  97099B7-31 
Sample  Desc  :  LIQUID,  1-29 

Lead 

mg/L 

09/22/97 

0-0050 

0.0073 

Lab  No.  9709987-32 

Sample  Desc  :  UQUID,l-29  Duplicate 

Lead 

mg/L 

09/22/97 

0.0050 

0.0068 

Lab  No:  9709987-33 
Sample  Desc  :  LIQUID,  1-30 

Lead 

mg/L 

09/22/97 

0  0050 

N.D 

Lab  No:  9709987-34 
Sample  Desc :  LIQUID.1-31 

Lead 

mg/L 

09/22/97 

0.0050 

0.0055 

Lab  No:  9709987-35 
Sample  Desc :  UQUID,1-32 

Lead 

mg/L 

09/22/97 

0.0050 

0.0075 

Anaiytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


09/22/97  15:26 


TX/RX  NO. 9848  P. 006 


;6FV 


Sequoia 
'  Analytical 


6»0  Oewpeske  Dnve  Redwood  City,  CA  94063       (650)364-9600         FAX  (650)  364-9233 

404  N.  ^iijtei  UnC  Walnut  Creek,  CA  9459B        t'5 1 0J  988.&600  FAX  (510)  986.9673 

819  Striker  Avenue.  Suite  8     Sacramento.  CA  95B34  (916)  921-9600  FAX  (916)  931-0100 


■  SFUSD  ~ 
1 1551  Newcomb  Ave.,  Rm.  103 
I  San  Francisco,  CA  94124 


- .       :n  minim!;:;.;;.,,,- 


Client  Proj.  ID:  A/gonne  ES 
Lab  Proj.  ID:  9709987 


ii  Attention:      Bruce  Giannini 


rxxmsmamimsssss 


^^»i!;itti||;||tniH|iK> 


____=£==3asffi!mjiHilllilliii!iis 

Sampled:  09/17/97 
Received:  09/17/97 
Analyzed:  see  below 

Reported:  09/22/97  1 

'  ■:"::ir,iiiiiiiil,lii,r,:ni:;;:=:ii 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  97099S7-36 
Sample  Desc :  LIQUID,i-33 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Lab  No:  97099B7-37 
Sample  Desc  LIQUID  ,1-34 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Lab  No;  9709987-38 
Sample  Desc :  UQUID,1>35 

Lead 

mg/L 

09/22/97 

0.0050 

N.D 

Lab  No:  9709987-39 
Sample  Desc :  LlQUID,i-36 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Lab  No:  9709987-40 
Sample  Desc  :  LIQUID,  1-37 

Lead 

mg/L 

09/22/97 

0.0050 

0.021 

Lab  No:  9709987-41 

Sample  Desc  :  LIQUID,  1-37  Duplicate 

Lead 

mg/L 

09/22/97 

0.0050 

0.021 

Lab  No:  9709987-42 
Sample  Desc :  LIQUID.BIank 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Anaiytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


09/22/97  15:26 


TX/RX  NO. 9848         P. 007 


Page  3 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
BUENA  VISTA  ES 


Micro  Log  In    4  9  2  81 
Total  Samples  58 
Date  Sampled   10/4/9  7 
Date  Received  10/7/97 
Date  Analyzed  10/7/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(PPb) 

Comments 

Client 

4B 

Micro 

49281-11 

1.0 

SINK  DRINKING  FOUNTAIN 

Room 

2.5 

Client 

4C 

Micro 

49281-12 

9.3 

1.0 

SINK  DRINKING  FOUNTAIN 

ROOM1 

FIRST  DRAW 

Client 

6A 

Micro 

49281-13 

12.6 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  5 

Client 

6B 

Micro 

49281-14 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  5 

2.5 

Client 

6C 

Micro 

49281-15 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  5 
FIRST  DRAW 

9.9 

Technical  Supervisor: 


'10/10/97 


Farid  Rameze 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead\anaHysis|  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #T037\  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the^arm^atidn  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  4 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063                                                                            PROJECT:  Micro  Log  In    492  81 

SFUSD  -  Asbestos  Control  Program                    S.F.U.S.D.  Total  Samples  58 

1551  Newcomb  Avenue,  Rm.  103  BUENA  VISTA  ES  DateSampied  10/4/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/7/97 


Date  Analyzed  10/7/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

7A 

Micro 

49281-16 

7.8 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  4 

Client 

7B 

Micro 

49281-17 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  4 

3.1 

Client 

7C 

Micro 

49281-18 

9.8 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  4 
FIRST  DRAW 

Client 

8A 

Micro 

49281-19 

9.9 

1.0 

SINK  DRINKING  FOUNTAIN 
NURSE 

Client 

8B 

Micro 

49281-20 

10.5 

1.0 

SINK  DRINKING  FOUNTAIN 
NURSE 

3jL 


Technical  Supervisor:      _L£dgi±r^fgr  1Q71Q797        Analyst:   H  

Farid  Ramezanzjatieh,  M.Sx 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysiVin^dtinluhg  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037>^Sart)ples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  5 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    492  81 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  5  8 

1551  Newcomb  Avenue,  Rm.  103  BUENA  VISTA  ES  Date  Sampled  10/4/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/7/9  7 

Date  Analyzed  10/7/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

8C 

1  8.2 

1.0 

Micro  49281-21 

SINK  DRINKING  FOUNTAIN 

NURSE 

FIRST  DRAW 

Client 

9A 

1  7.8 

1.0 

Micro  49281-22 

DRINKING  FOUNTAIN 
HALL  1ST  WEST 

Client 

9B 

3.7 

1.0 

Micro  49281-23 

DRINKING  FOUNTAIN 
HALL  1ST  WEST 

Client 

9C 

12.5 

1.0 

Micro  49281-24 

DRINKING  FOUNTAIN 
HALL  1ST  WEST 
FIRST  DRAW 

Client 

10A 

4.7 

1.0 

Micro  49281-25 

SINK  DRINKING  FOUNTAIN 
ROOM  2 

Technical  Supervisor:    V  ~L^^—\^-  10/10/97        Analyst:   EL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead^natyiTs-io-dfinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #T037r*  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
BUENA  VISTA  ES 


Micro  Log  In    4  9  2  81 
Total  Samples  5  8 
Date  Sampled  10/4/97 
Date  Received  10/7/9  7 
Date  Analyzed  10/7/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

1  0B 

Micro 

49281-26 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  2 

6.5 

Client 

1  0C 

Micro 

49281-27 

1  1.4 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  2 
FIRST  DRAW 

Client 

1  1  A 

Micro 

49281-28 

1.7 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  14 

Client 

1  1  B 

Micro 

49281-29 

1.2 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  14 

Client 

11C 

Micro 

49281-30 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  14 
FIRST  DRAW 

2.2 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  anarysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037~>  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
BUENA  VISTA  ES 


Micro  Log  In    4  9  2  81 
Total  Samples  5  8 
Date  Sampled  10/4/97 
Date  Received  10/7/97 
Date  Analyzed  10/7/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(PPb) 

Comments 

Client 

12A 

Micro 

49281-31 

3.1 

1  n 

SINK  DRINKING  FOUNTAIN 
ROOM  16 

Client 

12B 

Micro 

49281-32 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  16 

2.7 

Client 

12C 

Micro 

49281-33 

12.1 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  16 
FIRST  DRAW 

Client 

13A 

Micro 

49281-34 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  18 

3.6 

Client 

13B 

Micro 

49281-35 

2.8 

SINK  DRINKING  FOUNTAIN 
ROOM  18 

1.0 

Technical  Supervisor: 


-7 


10/13/97 


Farid  Ramezar 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  le^d  andlysis\n  drihking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate^  #103/.  Sampled  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for-ttie  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    492  81 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  5  8 

1551  Newcomb  Avenue,  Rm.  103  BUENA  VISTA  ES  Date  Sampled  10/4/9  7 

San  FranciSCO,  CA    94124  Date  Received  1  0/7/9  7 

Date  Analyzed  10/7/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

1  3C 

Micro 

49281-36 

19.3 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  18 
FIRST  DRAW 

Client 

14A 

Micro 

49281-37 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  20 

7.6 

Client 

14B 

Micro 

49281-38 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  20 

4.6 

Client 

1  4C 

Micro 

49281-39 

26.3 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  20 
FIRST  DRAW 

Client 

15A 

Micro 

49281-40 

8.8 

1.0 

DRINKING  FOUNTAIN 
HALL  2ND  EAST 

A 

Technical  Supervisor    _  ^T'^     -^0/13/97        Analyst:  FR 

Farid  Ramezah^adeli,  I 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  a/ialysis  ki  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
BUENA  VISTA  ES 


Micro  Log  In    4  9  2  81 
Total  Samples  58 
Date  Sampled   10/4/9  7 
Date  Received  10/7/97 
Date  Analyzed  10/7/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

15B 

Micro 

49281-41 

4.1 

1.0 

DRINKING  FOUNTAIN 
HALL  2ND  EAST 

Client 

15C 

Micro  49281-42 

DRINKING  FOUNTAIN 
HALL  2ND  EAST 
FIRST  DRAW 

10.9 

1.0 

Client 

16A 

Micro 

49281-43 

7.8 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  22 

Client 

1  6B 

Micro 

49281-44 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  22 

4.3 

Client 

16C 

Micro 

49281-45 

11.1 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  22 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead_an)ilysisjn  djinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  pan's  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    492  81 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  5  8 

1551  Newcomb  Avenue,  Rm.  103  BUENA  VISTA  ES  DateSampied  10/4/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/7/9  7 

Date  Analyzed  10/7/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

17A 

Micro 

49281-46 

HA  C 

14.6 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  21 

Client 

17B 

Micro 

49281-47 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  21 

4.2 

Client 

17C 

Micro 

49281-48 

11.9 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  21 
FIRST  DRAW 

Client 

18A 

Micro 

49281-49 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  19 

6.2 

Client 

1  8B 

Micro 

49281-50 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  19 

6.0 

Technical  Supervisor: 


Farid  Ramezanzadeh 


10/13/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  lor  leadvanalysi^itLdiUiking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037^  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    492  81 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  5  8 

1551  Newcomb  Avenue,  Rm.  103  BUENA  VISTA  ES  Date  Sampled  10/4/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/7/9  7 

Date  Analyzed  10/7/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1  8C 

Micro 

49281-51 

25.5 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  19 
FIRST  DRAW 

Client 

21  A 

Micro 

49281-52 

8.5 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  13 

Client 

21  B 

Micro 

49281-53 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  13 

5.0 

Client 

21C 

Micro 

49281-54 

21.7 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  13 
FIRST  DRAW 

Client 

22A 

Micro 

49281-55 

3.7 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  11 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analyst in-tarinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  49281 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  58 

1551  Newcomb  Avenue,  Rm.  103  BUENA  VISTA  ES  Date  Sampled  10/4/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/7/9  7 

Date  Analyzed  10/7/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

22B 

Micro 

49281-56 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  11 

3.4 

Client 

22C 

Micro 

49281-57 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  11 
FIRST  DRAW 

7.6 

Client 

24A 

Micro  49281-58 
FIELD  BLANK 

<      1 .0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead^aoaly&s  inVdrinkirta  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples. jare) analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In  48007 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  0 

1551  Newcomb  Avenue,  Rm.  103  BURNETT  CC  Date  Sampled  8/2  9/9  7 

San  FranciSCO,  CA    94124  Date  Received  8/30/97 

Date  Analyzed  8/30/97 


Detection 


Client  Sample  ID 

Lead  Concentration 

Limit 

(DDb) 

Comments 

Client 

910-7A 

Micro 

48807-01 

1.0 

SINK  DRINKING  FOUNTAIN 

ROOM  118  SINK  DRINKING  FOUNTAIN 

FIRST  DRAW 

7.4 

Client 

910-7B 

Micro 

48807-02 

1.0 

SINK  DRINKING  FOUNTAIN 

ROOM  118  SINK  DRINKING  FOUNTAIN 

SECOND  DRAW 

7.3 

Client 

910-7C 

Micro 

48807-03 

31.5 

1.0 

SINK  DRINKING  FOUNTAIN 

ROOM  118  SINK  DRINKING  FOUNTAIN 

FIRST  DRAW 

Client 

910-1  A 

Micro 

48807-04 

SINK  DRINKING  FOUNTAIN 

ROOM  222  SINK  DRINKING  FOUNTAIN 

FIRST  DRAW 

7.0 

1.0 

Client 

910-1B 

Micro 

48807-05 

8.2 

1.0 

SINK  DRINKING  FOUNTAIN 

ROOM  222  SINK  DRINKING  FOUNTAIN 

SECOND  DRAW 

Technical  Supervisor  ^7  9/6/91  Analyst:  

Farid  Ramezanzadefi,  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  foTlead"  analysis  In  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    480  0  7 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  0 

1551  Newcomb  Avenue,  Rm.  103  BURNETT  CC  Date  Sampled  8/29/97 

San  FranciSCO,  CA    94124  Date  Received  8/30/97 

Date  Analyzed  8/30/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

910-1C 

Micro 

48807-06 

19.6 

1.0 

SINK  DRINKING  FOUNTAIN 

ROOM  222  SINK  DRINKING  FOUNTAIN 

FIRST  DRAW 

Client 

910-2A 

Micro 

48807-07 

1.0 

SINK  DRINKING  FOUNTAIN 

ROOM  219  SINK  DRINKING  FOUNTAIN 

FIRST  DRAW 

3.4 

Client 

910-2B 

Micro 

48807-08 

1.0 

SINK  DRINKING  FOUNTAIN 

ROOM  219  SINK  DRINKING  FOUNTAIN 

SECOND  DRAW 

2.6 

Client 

910-2C 

Micro 

48807-09 

1.0 

SINK  DRINKING  FOUNTAIN 

ROOM  219  SINK  DRINKING  FOUNTAIN 

FIRST  DRAW 

7.5 

Client 

BLANK 

Micro 

BLANK 

48807-10 

<  1.0 

1.0 

8/97  Analvsf  AL 


Technical  Supervisor:  -7 .  *^>> — v— v  *  -  ^— ^ — 97 b  1 3 1  Analyst: 

Farid  ^mezanz^adelirM^. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


/T\  Sequoia 
Analytical 


680  Chesapeake  Drive  Redwood  City,  CA  94063 

404  M  Wge«  Lane  Walrtui  Creek,  CA  94598 

8 19  Striker  Avenue,  Suite  8     Sacr»mer)lO,  CA  95834 


(650)  364-9600 
(510)  988-9600 
(916)  921-9600 


k SFUSD  "  ~ 

ijj  1551  Newcomb  Ave.,  Rm.  103 
1  San  Francisco,  CA  94124 


:     F.   .;  :b 

FAX  (650)  364-9233 
FAX  (510)  9B6-9673 
FAX  (916)  921-0100 


Client  Proj.  ID:  Burnett,  Site  #910 
Lab  Proj.  ID:  9708B57 


Sampled:  08/17/97 
Received:  08/22/97 
Analyzed:  see  below 


I1  Attention: 


Bruce  Glannini 

MIIIMIM  ":====3«W«^=g 

ji^r:  ~!  L""SntHTlnnrni5S===E3 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708B57-01 
Sample  Desc :  UQUID,910-1 

Lead 

mg/L 

OB/25/97 

0.0050 

0.055 

Lab  No:  9708B57-02 

Sample  Desc  .  LIQU1D.910-1  Duplicate 

Lead 

mg/L 

08/25/97 

0.0050 

0.057 

Lab  No:  9708B57-03 
Sample  Desc :  LIQUlD,9iO-2 

Lead 

mg/L 

08/25/97 

0.0050 

0.015 

Lab  No:  9708B57-04 

Sample  Desc :  UQUlD,9iO-2  Duplicate 

Lead 

mg/L 

08/25/97 

0.0050 

0.015 

Lab  No:  9708B57-05 
Sample  Desc :  UQUID,910-3 

Lead 

mg/L 

08/25/97 

0.0050 

0.0090 

Lab  No:  9708B57-06 
Sample  Desc  :  LIQUID, 910-4 

Lead 

mg/L 

08/25/97 

0.0050 

0.0073 

Lab  No:  9708B57-07 
Sample  Desc :  UOUID,910-5 

Lead 

mg/L 

08/25/97 

0.0050 

0.012 

AnaJytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ■  ELAP#1210 


Sheila  Rynn 
Project  Manager 


Pag* 


08/27/97    11:23         TX/RXN0.9237         P. 017 


/T\  Sequoia 
:  Analytical 


680  CKc»p«»ke  Dnvc  Redwood  City,  CA  94063       (650)  364-9600  FAX  (650)  364-92J3 

%lbnc  Walnut  Oek,  CA  94598       (510)  988-9600         FAX  (510)  988-9673 

819  Striker  Avenue,  Suiic  8     Sacramento,  CA  $5834  (9 1 6)  92 1  -9600  FAX  (9 1 6)  91 1 -0 100 


SFUSD 

SS 1551  Newcomb  Ave.,  Rm.  103 
jjj  San  Francisco.  CA  94124 

I  Attention:     Bruce  Glannini 

:a .  .  r,Tii!in|iirmiiuUii 

==^fMIIIIHIIIllllllfcn=== 


Client  Proj.  ID:  Burnett.  Site  #910 
Lab  Proj.  ID:  9708B57 


Sampled:  08/17/97 
Received:  08/22/97  I 
Analyzed:  see  below  jjj 

Reported:  08/27/97 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708B57-08 
bampie  Desc  .  LluuiD, 910-6 

Lead 

mn  /I 

fifi/25/«J7 

WO/  £-<J {  &f 

n  nn<in 

Vi  UU3U 

Lab  No.  9708B57-09 
Sample  Desc :  UQUfD,9io-7 

Lead 

mg/L 

no  yie  /o7 
uo/2o/y / 

0.039 

Lab  No:  9708B57-10 
Sample  Desc :  UQUID,910-8 

Lead 

mg/L 

08/25/97 

0.0050 

0.0054 

Ub  No:         9708B57-1 1 
Sample  Desc :  LIQUID.910-9 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  9708B57-12 
Sample  Desc :  UQUID,910-10 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  9708B57-13 
Sample  Desc :  UOUID,910-11 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  9708B57-14 
Sample  Desc :  UQUID.910-12 

Lead 

mg/L 

08/25/97 

0.0050 

N.D 

Analytee  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection 

SEQUOIA  ANALYTICAL     ELAP  #1210 


Page: 


08/27/97    11:23         TX/RX  NO. 9237         P. 018 


9- 


:62     F.  15/26 


>«^TV         CDnnnb  680  Chesapeake  Drive         Redwood  City,  CA  94063      (650)  364-9600         FAX  (650)  364-9233 

f    4  J        OCLJUUia  404  N.  Wlget  Lane  W»lny(  Creek.  CA  94598       (510)  988-9600  FAX .(510)  986.9673 


Analytical 


919  Striker  Avenue,  Suite  8    Skcramento,  CA  95634  (916)  921-9600  FAX  (916)  93I.QI00 


Ill  SFUSD  Client  Proj.  ID;     Burnett,  Site  #910 

1 1551  Newcomb  Ave..  Rm.  103 

|  San  Francisco.  CA  94124  Lab  Proj.  ID:  9708857 

?!  Attention:     Bruce  Gianrtini   


Sampled:  08/17/97  $ 
Received:  08/22/97  g 
Analyzed:  see  below 


LABORATORY  ANALYSIS 


Analyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  NO:  9708B57-15 
Sample  Desc :  UQUID.910-13 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  970BB57-16 
Sample  Desc :  UQUID,910-14 

Lead 

mg/L 

08/25/97 

0.0050 

0.022 

Lab  NO.  9708B57-17 
Sample  Desc  :  LIQUID.910-15 

Lead 

mg/L 

08/25/97 

0.0050 

0.0080 

Lab  No:  9708B57-18 
Sample  Desc  :  LIQUID, 910-16 


Lead  mg/L  08/25/97  0,0050  00070 


Lab  No:  970BB57-19 
Sample  Desc :  UQUID.910-17 


Lead  mg/L  08/25/97  0.0050    0.010 

Lab  No:  9708B57-20  ^        *— — -  — 

Sample  Desc :  UQUID,9io-is 

Lead  mg/L  08/26/97  0.0050  N.D.  JP 


xiAlytas  reported  as  N.D.  were  not  present  above  the  Mated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


heila  Flynn 
roject  Manager 


Page 


08/27/97    11:23         TX/RXN0.9237         P. 019 


SCQUOi^  680  Chesapeake  Drive  Redwood  City,  CA  9*06i       (650)  364-9600  FAX  (650)  364-9133 

H  404  N  Wlgcu  Lane  W»lrtul  Crtck.  CA  94598       (510)  988.9600  FAX  (510)  988-9673 

Ajl^lytiCfll  8  9  S*rike'  AvcnUe'  S^"8     Sacrtmerito.  CA  95834  (916)  971.96O0  FAX  (916)  921-0100 


nudwmiiiiiiimiuuitna 


Pi  SFUSD 
*  1551  Newvcomb  Ave.,  Rm.  103 
01  San  Francisco,  CA  94124 


jjHUimiiiiiiiium  iinmuaJimuu 


i?  Attention:      Bruce  Giannini 

^BasKKH&Kf    

iMmiuiniiliiiliiu. 


wHip^iBihtlijliiii 


«iiiiiiiiiiiirii!,iiiiiiiiiiiniiniiiii!ui!!il?siE 


Client  Pro).1o7^T& S  Burton 


Lab  Proj.  ID:  9708B65 


Esse^fniiiiiiihlhiiiin5E^5I^^^^^Si 
Sampled:  08/20/97  ||| 
Received:  08/22/97  « 
Analyzed:  see  below  1 


Analyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708B65-01 
Sample  Desc  :  LIQUID.Burton  1 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B65-02 
Sample  Desc  :  LIQUID.Burton  2 

Lead 

mg/L 

08/26/97 

0.0050 

ND 

Lab  No:  9708B65-03 

Sample  Desc  :  LIQUID.Burton  2  Duplicate 

Lead 

mg/L 

08/26/97 

0.0050 

ND 

Lab  No:  9708B65-04 
Sample  Desc  :  LIQUID.Burton  3 

Lead 

mg/L 

08/26/97 

0.0050 

0.013 

Lab  No:  9708B65-05 

Sample  Desc  :  LIQUID.Burton  3  Duplicate 

Lead 

mg/L 

08/26/97 

0.0050 

0.013 

Lab  No:  9708B65-06 
Sample  Desc  :  LIQUID.Burton  4 

Lead 

mg/L 

08/27/97 

0.0050 

0.0055 

Lab  No:  9708B65-07 

Sample  Desc  :  LIQUID.Burton  4  Duplicate 


Lead 


mg/L 


08/27/97 


0.0050 


0.0051 


AnaJytoa  reported  ft*  N.D,  were  not  present  above  the  Stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  ■  ELAP#1210 


Page: 


08/27/97  17:27 


TX/RX  NO. 9248         P. 037 


9s 


Fi  ?  9  - 


38/44 


/TN  Sequoia 
-   ~  Analytical 


680  Ch«4pe»ke  Drive  Redwood  City,  CA  94063  (650)  364-9600  FAX  (650)  364.9133 
404  N.  Wg«  Lane  Walnut  Creek,  CA  94598      (510)  988-9600         FAX  (510)  988-9673 

1 19  Striker  Avenue,  Suite  »    Sicramenro,  CA  95834         (9l  6)  9i  1-9600         FAX  (916)  9JI-0I0O 


5 SFUSD 

1 1551  Newcomb  Ave.,  Rm.  103 
I  San  Francisco,  CA  94124 


^"^"g"wnrr'^;iuiiipiiiiMi*^^ 

Client  Proj.  ID:     F  &  S  Burton 


sAttention:     Bruce  Giannini 


Lab  Proj.  ID:  9708B65 


IwitlljiiihfuiiiiltttttitHftMiir 


Sampled:  08/20/97  jjj 

Received:  08/22/97  l 

Analyzed:  see  below  g 

Reported:  08/27/97  | 


Analyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lao  mo.  y»uoDoo-vo 
Sample  Desc  :  LIQUID, Burton  6 

Lead 

mg/L 

08/26/97 

0.0050 

0.0077 

Lab  NO:  9708B65-09 
Sample  Desc  :  LIQUID, Burton  7 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  97O8B65-10 
Sample  Desc  :  UQUID.Burton  8 

Lead 

mg/L 

OB/26/97 

0.0050 

0.0056 

Lab  No:          9708B65  1 1 
Sample  Desc  :  LIQUID, Burton  11 

Lead 

mgA 

08/26/97 

0.0050 

0.0079 

Lab  NO:  9708B65-12 
Sample  Desc  :  LIQUID, Burton  13 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B65-13 
Sample  Desc  :  UQUID,Burton  14 

Lead 

mg/L 

08/26/97 

0.0050 

0.011 

Lab  NO:  97QBB65-14 
Sample  Desc :  UQUID.Burton  15 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Anarytea  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection . 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


Page.  2 


08/27/97    17:27         TX/RX  NO. 9248         P. 038 


A  Sf^nilOiS  680  Chesapeake  Drive  Redwood  City,  CA  9406 3       (650)364-9600  FAX  (650)  364.9233 

f     Jfc    -1  M  404  N  Wiflet  lint  Walnut  Creek,  CA  94J9»       (510)  988-9G00  FAX  (510)  9BB. 9673 


Analytical 


819  Scnker  Avenue,  Suite  8     Sacramento,  CA  95834  (916)  921  9600  FAX  (916)  921-0100 


^H.ii,:::;i!iiiininiimiffliT 


|  SFUSD 
jjj  1551  Newcomb  Ave.,  Rm.  103 

1  San  Francisco,  CA  94124 

in 

in 

Attention:  Bruce  Glannlnl 


Client  Pro];  10:     F&S  Burton 
Lab  Proj.  ID:  9706B65 

LABORATORY  ANALYSIS 


Sampled:  08/20/97  I 

Received:  08/22/97  1 

Analyzed:  see  below  | 

Reported:  08/27/97  1 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708B65-15 
Sample  Desc  :  LIQUID, Burton  16 

Lead 

mg/L 

08/26/97 

0.0050 

0.011 

Lab  No:  9708B65-16 
Sample  Desc  :  LIQUID, Burton  17 

Lead 

rng/L 

08/26/97 

0  0050 

N.D. 

Lab  No:  9708B65-17 
Sample  Desc  :  LIQUID, Burton  18 

Lead 

mg/L 

08/26/97 

0.0050 

0.0085 

Lab  No:  9708B65-18 
Sample  Desc  :  UQUID,Burton  19 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B65-19 
Sample  Desc  :  LIQUlD.Burton  20 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9706B65-20 
Sample  Desc  :  LIQUID, Burton  21 

Lead 

mg/L 

08/26/97 

00050 

N.D. 

Lab  No:  9708B65-21 
Sample  Desc  :  LIQUID, Burton  22 

Lead 

mfl/L 

08/26/97 

0.0050 

0.014 

AnaJytes  reported  as  N  O.  were  not  present  above  the  stated  limit  of  defection. 


SEQUOIA  ANALYTICAL     ELAP  #1210 


Page; 


08/27/97  17:27 


TX/RX  NO. 9248         P. 039 


fk\  Sequoia 
-   ~  Analytical 


680  Ow»pe»ke  Drive  Redwood  City,  CA  94063  (650)364-9600 

404  N.  Wigct  Lane  Walnut  Creek,  CA  9459B       (510)  988-9600 

» 19  Striker  Avenue,  Suite  8     Sacramento,  CA  95834  (916)921-9600 


4     F.  4j/44 

FAX  (650)  364-9233 
FAX  (510)  98S-9673 
FAX  (916)  921-0100 


i:!!ili:::il!;!SiniH)(Il 


I  SPUSD 

I  1551  Newcomb  Ave..  Rm  103 
S  San  Francisco,  CA  94124 


I  Attention.      Bruce  Giannini 

3'i'»e*nE'L"i<  »mu-"iii[Pi»i"iijiiiii|||i| 

iiiiiiiBMiiiiiiniiiiiiiiiiiiiiiiiiiniiiiiiliiiuilmiir 


iii;iiiHiiiiiiiiiHjimtim 


Client  Proj.  ID:  F  &  S  Burton 
Lab  Proj.  ID:  9708B65 


-samiiiiiiiiiiwJIIl 


WIUUUilj'.ui:'  i,  ,  .  ' 


Sampled:  08/20/97  jjj 
Received:  08/22/97  1 
Analyzed:  see  below  § 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708B65-22 
Sample  Desc :  LlQUID,Burton  23 

Lead 

mg/L 

08/26/97 

0.0050 

N.D 

Lab  No:  9708B65-23 
Sample  Desc  :  LIQUID, Burton  24 

0.020 

Lead 

mg/L 

08/2B/97 

0.0050 

Lab  No.  9708B65-24 
Sample  Desc  :  UQUID,Burton  25 

Lead 

mg/L 

08/26/97 

0-0050 

0.013 

Lab  No:  9708B65-25 
Sample  Desc  :  LIQUID, Burton  26 

Lead 

mg/L 

08/26/97 

0.005O 

0.0063 

Lab  No:  9708B65-26 
Sample  Desc  :  LIQUID, Burton  27 

Lead 

mg/L 

08/26/97 

0.0050 

0.0050 

Lab  No:  9708B65-27 
Sample  Desc :  LIQUID, Burton  26 

Lead 

mg/L 

08/26/97 

0.0050 

0.0076 

Lab  No:  970BB65-28 
Sample  Desc :  UQUID,Burton  29 

Lead 

mg/L 

08/27/97 

0.0050 

0.035  ' 

Analytes  reported  as  N.D.  were  not  present  above  the  slated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


Psoe  4 


08/27/97  17:27 


TX/RX  NO. 9248  P. 040 


Page  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  831  6 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3 

1551  Newcomb  Avenue,  Rm.  103  F  &  S  BURTON  HS  Date  Sampled  9/9/97 

San  FranciSCO,  CA    94124  Date  Received  9/9/97 

Date  Analyzed  9/10/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppD)  (ppb) 


Client 

3  0 

Micro  48316-01 

SINK  FOUNTAIN 
SECOND  FLOOR 
ROOM  238  (7) 
FIRST  DRAW 

1.6 

1.0 

Client 

3  1 

Micro  48316-02 

SINK  FOUNTAIN 
SECOND  FLOOR 
ROOM  238  (7) 
FIRST  DRAW 

2.5 

1.0 

Client 

32 

Micro  48316-03 

SINK  FOUNTAIN 
SECOND  FLOOR 
ROOM  238  (7) 
FIRST  DRAW 

2.7 

1.0 

Technical  Supervisor:  ' 1  * — ^—-^T^  >~*c^ — -  9/14/97  Analyst:   5]L 

Farid  Ra  ^ 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead fanatysis  m~dnrming  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
F  &  S  BURTON  HS 


Micro  Log  In    4  918  6 
Total  Samples  1  3 
Date  Sampled   10/2/9  7 
Date  Received  10/3/97 
Date  Analyzed  10/3/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

3  A 

Micro 

49186-01 

1.0 

DRINKING  FOUNTAIN 
2ND  FLOOR,  ROOM  204 
FIRST  DRAW 

2.3 

Client 

3B 

Micro 

49186-02 

1  .4 

1.0 

DRINKING  FOUNTAIN 
2ND  FLOOR,  ROOM  204 
FIRST  DRAW 

Client 

3C 

Micro 

49186-03 

1.0 

DRINKING  FOUNTAIN 
2ND  FLOOR,  ROOM  204 
FIRST  DRAW 

5.1 

Client 

25A 

Micro  49186-04 
SINK  FAUCET 

SECOND  FLOOR,  ROOM  238  (#3)  COOKING 
ROOM 

FIRST  DRAW 

4.7 

1.0 

Client 

25B 

Micro  49186-05 

SINK  FAUCET 

SECOND  FLOOR,  ROOM  238  (#3)  COOKING 
ROOM 

FIRST  DRAW 

2.1 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead^analysisNJn  dnrTktrfg  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #103T: — Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  pan's  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT: 
SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  F  &  S  BURTON  HS 

San  Francisco,  CA  94124 


Micro  Log  In     4  918  6 
Total  Samples  1  3 
Date  Sampled   10/2/9  7 
Date  Received  10/3/97 
Date  Analyzed  10/3/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

25C 

10.4 

1.0 

Micro  49186-06 
SINK  FAUCET 

SECOND  FLOOR,  ROOM  238  (#3)  COOKING 
ROOM 

FIRST  DRAW 

Client 

29A 

<  1.0 

1.0 

Micro  49186-07 
SINK  FAUCET 

SECOND  FLOOR,  ROOM  238  (#6)  COOKING 
ROOM 

FIRST  DRAW 

Client 

29B 

<  1.0 

1.0 

Micro  49186-08 
SINK  FAUCET 

SECOND  FLOOR,  ROOM  238  (#6)  COOKING 
ROOM 

FIRST  DRAW 

Client 

29C 

1.7 

1.0 

Micro  49186-09 
SINK  FAUCET 

SECOND  FLOOR,  ROOM  238  (#6)  COOKING 
ROOM 

FIRST  DRAW 

Client 

30A 

1  06.2 

4.0 

Micro  49186-10 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  LEVEL,  TENNIS  COURT 
FIRST  DRAW 

Technical  Supervisor: 


10/7/97 


Analyst: 


FR 


Farid  Rame2anza^JetvM.S^\ 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leao'^aoajy^isjh^nking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037T~5amples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  49186 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  3 

1551  Newcomb  Avenue,  Rm.  103  F  &  S  BURTON  HS  DateSampied  10/2/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/3/9  7 

Date  Analyzed  10/3/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

30B 

Micro 

49186-11 

103.3 

4.0 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  LEVEL,  TENNIS  COURT 
FIRST  DRAW 

Client 

30C 

Micro 

49186-12 

12.6 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  LEVEL,  TENNIS  COURT 
FIRST  DRAW 

Client 

BLANK 

Micro 

BLANK 

49186-13 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


JUN-^b-97  WED  12:02  PH  ,  •  ^  ^/..-.-V.;        '  ..  ,;  %1  '  '::^W0?^/\V^-^^ 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  45444 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  26 

1551  Newcomb  Avenue,  Rm.  103  CABRILLO  ES  DatB  Sanded  6/14/97 

San  Francisco.  CA   94124  W.O.  NO.  WT97-357 


Date  Recfwed  6/1  6/97 
Date  Analyzed  6/1  6/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PP&) 


Client  |  61491 

Micro  45444-01 

DRINKING  FOUNTAIN 
ROOM  214 
1ST  DRAW 

<  1.0 

1 

Client  |  S1491A 

Micro  45^44.02 

DRINKING  FOUNTAIN 
ROOM  214 
2ND  DRAW 

I 

j 

NOT  ANALYZED 

Client 

Micro 
DRtNKI 

room  : 
1ST  Dfl 

$1  492 

45444-03 

4G  FOUNTAIN 
15 

AW 

<1.0 

1 

CUent  |  C1492A 

Micro  45444-04 

DRINKING  FOUNTAIN 
ROOM  21$ 
2ND  DRAW 

NOT  ANALYZED 

Client 
Micro 

DH  INK! 

room: 

1STDR 

61493 

45444-05 

MG  FOUNTAIN 

13 

AW 

2.2 

1 

Technical  Supervisor: 


Analyst: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  iescr  analysis  in  drinking  water  by  the  California  Department  of  Hearth  Services.  Environmental 
Laboratory  Accra  (Station  Program  (ELAP),  Certificate  #1037.  Samples  ore  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  31 138  (Standard  Metnoos  tor  me  Examination  or  water  and  wastewater,  ieth  «4ibon>  1002,  .American  Public  Health 
Association,  Amorican  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  HJ,  with  the 
approval  at  Micro  Analytical  Laboratories,  inc..  and  pertains  only  to  the  samples  analyzed.  Unft  explanation:  ppb  =  peris  per  billon. 


5000  HOLLIS  STREET,  SUITE  M.  EMERYVILLE.  CALIFORNIA  94608  -  (510)  653-0824 


K-25:97  WED  \  12 :  ' • ' '  '  . 


Page  2 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3n3B 

1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CABRILLO  ES 
W.O.  NO.  WT97-357 


Micro  Loo  In  45444 
Total  Samples  2  6 
OateSarrrJed  6/14/97 
Dale  Received  6/1  a/97 
Date  Analyzed  6/1  6/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

ORINU 

room: 

2ND  OF 

61493A 

45444-06 

MG  FOUNTAIN 

13 

IAW 

1 

NOT  ANALYZED 

Client 

Micro 

DRINK! 
ROOM  S 
1ST  OR 

61  484 

45444-07 

■W  FOUNTAIN 

12 

AW 

1  .9 

1 

Client  j                61 404 A 

I  . 

Micro  45444-08 

DRINKING  FOUNTAIN 
ROOM  212 
2ND  DRAW 

NOT  ANALYZED 

Client 

Micro 

DRTNX11 
ROOM  2 
1ST  OR 

61  495 

45444-09 

*4Q  FOUNTAIN 

n 

AW 

<  1.0 

1 

caent 

Micro 

ORINKTI 
ROOM  2 
2ND  OF 

61495A 

45444-10 

HQ  FOUNTAIN 

11 

AW 

NOT  ANALYZED 

Technical  Supervisor  ^ ■  ^—y+^ — v^^~<  6/23/97  Analyst:  

Mcro  Anarytieal  Laboratories.  Inc.  is  accredited  for  I&artna  lysis  In  drinking  water  by  me  CaJIfomie  Department,  d  Health  Service*.  Environmemai 
Ufioratory  AccrMI  ration  Program  (ELAP),  Comfkate  #1037.  Samples  a«e  analyzed  by  Graphit*  Funao*  Atemte  Absorption  Spectrometry  In 

accordance  with  Method  3113B  (Standard  Metnoas  for  the  Examination  or  water  and  wastewater,  tom  eoroon.  i»sz,  «wnencan  puu-c  m*.^ 
Association.  American  Water  Wore  Association,  Water  Pollution  Control  Federation).  Thb  report  must  not  be  reproduced  exeept  In  Kd,  with  tfve 
approval  of  Micro  Analytical  Laboratariea.  Inc.,  and  pertains  only  to  the  samples  analyzed.  Und  explanation;  ppb  ■  parts  per  WQon. 


5*>0  HOLLIS  STREET.  SUITE  M.  EMERYVILLE.  CALIFORNIA  94508  -  (510)  653-0824 


JUN-25-97  WED  12: 02  p« 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


.  ,P.  04/ll; 


PROJECT: 
S.F.U.S.D. 
CABRILLO  ES 
W.O.  NO.  WT97-357 


Micro  Loo.  In  45444 
Total  Samples  2  6 
Date  Sampled  6/14/97 
Date  Recsived  6/1  S/97 
Dato  Analyzed  6/1  6/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(ppb) 

Comments 

Client 

$1496 

Micro 

45444-1 1 

1.6 

1 

DRINKING  FOUNTAIN 
ROM  21 1A  MR.  LU 
1ST  DRAW 

Client 

61496A 

Micro  45444-12 

DRINKING  FOUNTAIN 
BOOM  21 2A  MR.  LU 
2ND  DRAW 

NOT  ANALYZED 

Cfient 

61  497 

Micro 

45444-13 

<  1.0 

1 

DRINKING  FOUNTAIN 
ROOM  200  USRARV 
1ST  DRAW 

Client 

51497A 

Micro  45444-14 
DRINKING  FOUNTAIN 

NOT  ANALYZED 

TOOM  200  LIBRARY  ' 
2ND  DRAW 

Client 

61499 

Micro 

45444-15 

<  1.0 

1 

DRINKING  FOUNTAIN 
ROOM  20* 
1ST  DRAW 

"echnical  Supervisor: 

^^/^-^y^xJU^/z  Analyst 
FaridRa 


Micro  Analytical  Laboratories,  inc.  is  accredited  for  lead  analysts  indnnKaig  water  by  the  CaOOmia  Department  of  Heath  Services,  Environmental 
Laooratory  Accreditation  Program  (ELAP),  Coraficat*  #1037.  Sampiac  aro  analyzed  by  Graph**  Pomace  Atomic  Absorption  Spectrometry  in 
accordance  witn  Method  31133  (Stancard  Methods  for  me  Examination  of  Water  and  Wastewater,  ism  odtoon,  1992,  American  Public  Health 
Association.  American  Water  Worw  AssocJaUon.  Water  Pollution  Control  Fode  ration),  Thb  report  must  not  b«  reproduced  except  in  fud.  win  tha 
approval  of  Micro  Analytical  Laooratoriee.  Inc„  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  bfffon. 


S900  HOLLIS  STREET.  SUITE  M.  EMERYVILLE.  CALIFORNIA  94605  -  (510)  653-0824 


S-25-97  WED  12:02  PM 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3B 


1063  PROJECT:  Micro  Lop  In  45444 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  26 

1551  Newcomb  Avenue,  Rm.  103  CABRILLO  ES  OateSampled  6/14/97 

San  Francisco,  CA   94124  W.O.  NO.  WT97-357  Date  Received  6/15/97 

Date  Analyzed  6/1  6/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


61498A 


Micro  45444-16 

DRINKING  FOUNTAIN 
ROOM  204 
2ND  DRAW 


NOT  ANALYZED 


Client 


SI  499 


Micro  45444-17 
DRINKING  FOUNTAIN 

ROOM  309 
1ST  DRAW 


<  1 .0 


Client 

Micro  45444-18 

DRINKING  FOUNTAIN 
ROOM  209 
2ND  DRAW 


€1499  A 


NOT  ANALYZED 


CSsnt 


61  430 


Mcro  45444-19 

DRINKING  FOUNT  AW 
ROOM  IDS 

1ST  DRAW 


<  1.0 


Client 


61 430 A 


Micro  43444-20 

DR1NX3NG  FOUNTAIN 
ROOM  205 
2ND  DRAW 


NOT  ANALYZED 


Technical  Supervisor: 


6/23/97 


Analyst: 


7R 


i 


Were  Analytical  Laboratories,  Inc.  is  accredited  (or  laad  analy3is>MJof]king  water  by  the  California  Department  of  Heaim  ^Services.  Envrrortmerrrai 
Laboratory  Accreditation  Program  (SLAP),  Cert/ficeto  #1037.  Samples  an  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  won  Metnod  31138  (Stanoarc  Memoos  for  tne  Examination  or  water  and  WtutowMter.  ietn  edition,  American  PuUic  Hoaitn 
Ass ocat on,  American  Water  works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  ful,  mtn  tfx> 
approval  d  Micro  Analytical  Laboratories.  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  axptensoon;  ppb  =  parte  per  b  Won. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


»25-97  WED  12:03  PM  W^-K 


P.  06/11 


Fit 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  31TI3B 


n  v 


1063 

3FUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco.  CA  94124 


PROJECT: 
S.F.U.S.D. 
CABRILLO  ES 
W.O.  NO.  WT97-357 


Micro  Loc.  in    454  44 
Total  Samples  2  6 
Doio  Sampled  6/14/97 
Date  Received  6/16/97 
Date  Ana>wd  6/1  6/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 

(PPb) 

Comments 

dent 

61450 

Micro 

45444.-21 

<  1.0 

1 

DRINKING  FOUNTAIN 
ROOM  202 
1ST  DRAW 

Client 

61 450A 

Micro  dSd44-22 
DRINKING  FOUNTAIN 

ROOM  209 

2ND  DRAW 

NOT  ANALYZED 

Client 

61451 

Micro 

45444-23 

1 

DRINKING  FOUNTAIN 

BOOM  210 

1ST  DRAW 

3.3 

Client 

61 451 A 

Micro  45444-24 
DRINKING  FOUNTAIN 

NOT  ANALYZED 

ROOM  201 
2ND  DRAW 

Client 

61452 

Micro 

45444-25 

<  1.0 

1 

DRINKING  FOUNTAIN 
KITCHEN  2ND  FLOOOR 
1ST  DRAW 

Technical  Supervisor:  '23/97  Analyst:  S  

Farid  Rameignzatah.  M\STS. 

Micro  Analytical  Laboratories.  Inc.  is  accredited  for  'sad  analysis  in  drinlong  water  by  the  California  Department  of  Health  Services,  Environmental 
laooraoory  Accreditation  Program  (ELAP).  Cartrncate  #1037.  Samoies  are  analyzed  oy  Grapnite  Furnace  Atomic  Absorption  Spectrometry  In 
aaxtraznce  wwi  Mernoa  3112B  (Stencara  Memoes  -or  tne  Examination  or  vvater  ano  wastewater,  iwn  eattlon,  198Z.  American  Pumic  neaim 
Association.  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  mutt  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laooraton«?s.  inc..  ann  pertains  enJy  to  tfvj  samples  analyzed.  Unit  axolanation:  ppb  =  parts  per  bit  on. 


3800  HOLL1S  STREET,   SUITE  M,  EMERYVILLE,  CALIFORNIA  04608  ■  (510)  663-0824 


1-25-97  WED  12: 03  PM !?{; 


P.  07/11 
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n  f)  r* 
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MICRO  ANALYTICAL  LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue.  Rm.  103 
San  Francisco.  CA  94124 


PROJECT: 
S.F.U.S.D. 
CABRILLO  ES 
W.O,  NO.  WT97-357 


Micro  Loo  In  45444 
Total  Sanptes  2  6 
DateSaircled  6/14/97 
Date Raeaived  6/1  6/97 
Date  Analyzed  6/16/97 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Detection 
Limit 
(PPb) 

Comments 

Citem 

61452A 

Mk?a  45444-26 
0RNK1NG  FOUNTAIN 
WTCHEN  2NO  FLOOR 
2ND  DRAW 

NOT  ANALYZED 

Technical  Supervisor   ^ '^*~-^~^>^  Analyst:   ™  

FaridRameara^lM^s" 

Mao  Analytical  Laboratories,  Inc.  is  accredited  for  teadanatyWVddo^g  water  by  the  California  Department  of  Health  Services.  Environrnanral 
Laoorawry  Accreditation  Program  (ELAP1.  Certificate  #1037.  Sample*  am  analyzee  by  Graphite  Furnace  Atomic  Abeemtion  Spectrometry  «l 
accomar.cz  wen  Metfloo  3713B  (Sanoara  Metnoos  tor  tne  Exarrnneflon  or  Water  ano  Wastewmaw.  18th  eoftion,  wt,  .Kmran  Pvjt*«  H««itn 
Association.  American  water  wonw  Association,  Water  Pollution  Control  Formation).  This  report  must  not  b*  laproduoad  except  in  ful,  with  the 
aoprovaJ  of  Micro  Analytical  Laboratories.  Inc.,  and  pertains  only  to  the  samples  analyzed,  unit  explanation:  ppb  ■  pans  per  btfon. 


5900  HOLLIS  STREET,  SUITE  M.  EMERYVILLE.  CALIFORNIA  94608  -  (510)  «53-OS24 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT;  Mfcro  Log  in  45443 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  6 

1551  Newcomb  Avenue,  Rm.  103  CABR1LLO  ES  DateSarnpied  6/14/97 

San  Francisco,  CA   94124  W.O.  NO.  WT97-357  Raceived  s/1 6/9  7 


Data  Awf/iod  6/1  6/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 

tPPD) 

Limit 
IPPD/ 

Comments 

Orient 

58111 

Micro 

4S443-01 

<  1.0 

1 

DRINKING  FOUNTAIN 
ROOM  114 
1ST  DRAW 

Client 

581  11  A 

Micro  45*43-02 

DRINKING  FOUNTAIN 
ROOM  114 
2ND  DRAW 

NOT  ANALYZED 

Client 

38112 

Micro 

45443-03 

1.5 

1 

DRINKING  FOUNTAIN 
ROOM  IIS 
1ST  DRAW 

Gient 

S31 12A 

Micro  45443-04 

DRINKING  FOUNTAIN 

ROOM115 

1ST0RAW 

NOT  ANALYZED 

Client 

53113 

Micro 

45443-05 

5.0 

1 

DRINKING  FOUNTAIN 

ROOM113 
1ST  DRAW 

Technical  Supervisor 


Analyst: 


Micro  Analytical  Laboratories.  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP).  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  !n 
accordance  witn  Metnoc  37138  (Standard  Methods  lor  me  Examination  ot  water  and  waoewatei,  ism  actoon,  Aineacan  Pumc  Heann 
Association.  American  Water  Works  Association.  Water  Pollution  Control  Feoeraricn).  This  report  must  not  be  reproduced  accept  in  fuA,  with  tfie 

»pprovmJ  of  M<r©  AjiAJytieal  Laboratories.  Inc..  and  pertains  only  to  tho  eample*  analyzed.  Unit  explanation:  ppb  -  parts  put  bflfcon. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  64606  -  (610)  $64-0924 


IN-25-97  WED  11:54  AM^  'v:^- -  1       '  -ii  4 ^ 


: "... '.:.3?.  03/07  - V?^^, 


i   i  5  3, 


lit  I  J 


Pnga  2 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco.  CA  94124 


PROJECT: 
S.F.U.S.D. 
CABRILLO  ES 
W.O.  NO.  WT97-357 


Micro  Log  In  45443 
Total  Samples  1  6 
DateSanvtod  6/14/07 
Data  Rectrved  8/16/97 
Date  Anaf/zed  6/1  8/97 


Client  Sample  ID 


Lead  Concentration 
<PPb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


5S1 13A 


Micro  45443-06 

DRINKING  FOUNTAIN 

ROOM113 

2ND  DRAW 


HOT  ANALYZED 


Cliont 


S811  4 


Ktoo  45443-07 

DRINKING  POUNTAN 
room  nc 
1ST  DRAW 


1.2 


Client 


581  14A 


Mkro  45443-08 

DRINKING  FOUNTAIN 

ROOM1K 

2ND  DRAW 


NOT  ANALYZED 


Client 


58115 


Micro  45443-09 

DRINKING  FOUNTAIN 

ROOM112 

1ST  DRAW 


3.7 


Qieni 


58115A 


Micro    45443- 10 

DRINKING  FOUNTAIN 

ROOM112 

2ND  DRAW 


NOT  ANALYZED 


Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Heath  Sumces,  Environmental 
Laboratory  Acoeottation  Program  (ELAP).  Cerrtficare  41037.  Samples  are  analyzed  ay  Orapntte  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  Mtn  Metrtod  31 136  (Standard  Methods  lor  the  Examination  of  water  anc  wastewater,  ieui  edition,  ivsz,  Awencan  Public  Heann 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  Trvs  report  must  not  oe  reproaucea  *xcept  m  iuu,  witn  me 
aoprovri  of  Micro  Analytical  Laboratories,  Ino,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  -  pans  per  bWon. 


5600  HOLUS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94808  -  (510)  853-0824 


jun-^b-yf  :W;11!54:AM. 


£  P.  04/07. 


MICRO  ANALYTICAL  LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U-S.D. 
CABRILLO  ES 
W.O.  NO.  WT97-357 


Micro  Loq  In  45443 
Total  Samples  1  6 
DateSarrpl&d   6/1  4/Q7 
Data  Received  6/1  6/97 
Date  Analyzed  6/1  8/9  7 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(PPb) 


Comments 


Client 

581  16 

Micro  -15443-1 1 

DRINKING  FOUNTAIN 
ROOM  111 
1ST  DRAW 

<  1.0 

1 

Client 

581 16A 

Micro  45443-12 

DRINKING  FOUNTAIN 

noauv.i 

2ND  DRAW 

MOT  ANALYZED 

Client 

58117 

Mao  45443-13 

MULTIPLE  Df 
ROOM  1 0S 

MULTI  •  PURPOSE  ROOM 
1ST  DRAW 

<  1.0 

1 

Client 

581 17A 

Micro  45443-14 

UULT1  DF 
ROOM  106  ' 

MULTI-PURPOSE  ROOM 
2ND  DRAW 

NOT  ANALYZED 

atem 

58118 

Micro  45443-15 

MULTI  DF 
ROOM  106 

MULTIPURPOSE  ROOM 
18TDRAW 

<  1.0 

1 

■-33S 


Technical  Supervisor 


/23/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysts  iJnJrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  AccreoitaTJon  Program  (ELAF).  Certificate  #1037.  Samples  aic  analyzed  by  Qrnpnhe  Furnace  Atomic  Absorption  Spectrometry  In 
acccraence  with  Memod  3113B  (Stancara  Memoes  tor  tne  gxamtnaoon  or  water  ana  wastewater,  tarn  canton,  13BE,  American  rvbUc  Heatin 
Association,  American  Water  wortcs  Assocfaton,  Water  Poouaon  Contra*  Federation).  This  report  roust  not  be  reproduced  except  m  full,  with  the 
approval  ct  Mcto  Analytical  Laboratoriee,  Int.  and  pertains  only  to  the  samefos  analyzed  Unit  explanation:  ppb  =  parts  per  ba.cn. 


5900  HOLDS  STREET,  SUITE  U,  EMERYVILLE.  CALIFORNIA  94608  -  (510)  S53-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  31 138 


1063  PROJECT:  Micro  log  in  45443 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  6 

1551  Newcomb  Avenue,  Rm.  103  CABR1LL0  ES  DateSamjited  6/14/97 

San  Francisco.  CA  94124  W.O.  NO.  WT97-357  ^  Rec8ivod  6/16/97 

Date  Analyzed  6/1  8/97 


Client  Sample  ID 

Lead  Concentration 
(Ppb) 

Detection 
Limit 
(ppb) 

Comments 

Client 

58118A 

Micro  45443-16 

UULT1  DF 
ROOM  106 

MULTI-PURPOSE  ROOM 
2ND  DRAW 

NOT  ANALYZED 

Technical  Supervisor  ^f  /^ — 6/23/97         Analyst:   FR 


Micro  Analytical  Laboratories.  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Envtronmontai 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  ere  analyzed  by  Grop/vta  Fgmoco  Atorruo  Aeeanrtion  Speetrsmetry  In 
accerocnco  wttn  Method  31136  (Standard  Methods  tor  the  Examination  of  Wo  tor  and  Wostowatm.  tath  edition.  1902.  Ainsricsn  PubUc  Health 
Association.  American  Water  Worte  Association,  Water  Pollution  Control  federation).  This  report  must  not  be  reproduced  »roopt  "m  IUL  with  the 
approval  of  Micro  Analytical  Laboratory,  Inc.,  and  pertains  only  to  the  samples  analysed.  Unit  explanation:  ppb  -  parts  per  bilon. 


5900  HOLUS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  S5.3-OS24 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CABRILLO  ES 
W.O.  NO.  WT97-357 


Micro  Login  45445 
Total  Samples  42 
Daw  Saint  lad  S/14/9  7 
Date  Recerved  6/16/9  7 
Dat«  Analyzed  6/16/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

61497-1 

Micro 

45445-01 

<  1.0 

1 

DRINKING  FOUNTAIN 
RCOU  214 
1ST  DHAW 

Cliont 

61 497-1  A 

Micro  4544-5-02 

DRINKING  FOUNTAIN 

POOU214 

2ND  DRAW 

MOT  ANALYZED 

Ctent 

61497-2 

Micro 

45445-03 

<  1  .0 

1 

DRINKING  FOUNTAIN 

ROGM21S 

1ST  ORAW 

Client 

01497-2A 

Micro  45445-04 

DRINKING  FOUNTAIN 
ROOM  215 
2ND  DRAW 

fJOT  ANALYZED 

ciieni 

51497-3 

Moo 

45445-05 

1.8 

1 

DRINKING  FOUNTAIN 
ROOM  213 
1ST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories.  Inc.  is  accredited  tor  loMUinatysis  in  drinking  water  by  the  California  Department  of  Health  Sun/ices,  Environmental 
LaDoraory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Gr»ph>(e  Furnace  Atomic  Absorption  Spectrometry  n 
accordance  with  Method  311 36  (Standard  Metnods  tor  the  Examination  of  water  and  wastewater,  IStfi  edition,  1382,  American  Public  Health 
Association,  American  Waior  Works  Association,  water  Pollution  Contra  Federation).  Trts  report  must  nor  be  reproduced  except  in  tuu,  wttn  the 
approval  of  Micro  AnaMfca!  Laboratories.  Ire,  arxj  pertains  oniy  to  Ihe  samples  analyzed,  una  explanation:  ppb  =  parts  per  bilcn. 

.  rS900  HOLUS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0624 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  ■  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311HB 


063 

IFUSD  -  Asbestos  Control  Program 
551  Newcomb  Avenue,  Rm.  103 
lan  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CABRILLO  ES 
W.O.  NO.  WT97-357 


Micro  Log  In  45445 
Total  Samples  42 
Date  Sampled  6/ 14/97 
Date  Received  5/16/97 
Date  Anafjaed  6/16/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(PPb) 

Comments 

Client 

61497-3A 

MOT  ^5445-06 

DRINKING  FOUNTAIN 

300M213 

2ND  ORAW 

MOT  ANALYZED 

Client 

S1497-4 

Micro 

45445-07 

1 

DRINKING  FOUNTAIN 

TOOUJ12 

1ST  DRAW 

5.6 

CSont 

61497-4A 

Micro  45445-08 
DRINKING  FOUNTAIN 

ROOM  212 

2ND  ORAW 

NOT  ANALYZED 

dent 

S1497-5 

Micro 

4S44S  -09 

<  1.0 

DRINKING  FOUNTAIN 

ROOMSQA 

1ST  DRAW 

1 

Client 

61497,^5  A 

Micro  4-5445-10 

DRINKING  FOUNTAIN 

ROOM212A 

2ND  DRAW 

NOT  ANALYZED 

Technical  Supervisor: 


FarkJ  Rameean; 


erdanalysis  inSmldng 


/23/97 


Analyst: 


FR 


■Micro  Analytical  Laboratories.  Inc.  is  accredited  for  lead  analysis  irY^rihldng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laoocatory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  n  analyzed  by  Graphite  furnace  Atomic  Absorption  Spectrometry  in 
accoroance  with  Method  31156  (Standard  Memoes  for  me  Examination  of  Water  ana  wastewater,  iath  edition,  1»»2,  American  Public  HoaKh 
Associstion.  American  Water  WorXs  Association,  Water  Pollution  Control  Federation).  Thie  report  must  not  be  reproduced  except  in  foil,  wfth  the 
approval  of  Mere  Analytical  Lsporatories.  inn,  and  pertains  onfy  to  the  samples  analyzed.  Unit  alienation:  ppb  ■  parts  per  WTion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


)63 

•"USD  -  Asbestos  Control  Program 
51  Newcomb  Avenue,  Rm.  103 
m  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CABRILLO  ES 
W.O.  NO.  WT97-357 


Micro  Log  In  45445 
Total  Samples  42 
Oats  Sampled  6/14/97 
Date  Received  6/1  6/97 
Date  Analyzed  6/1  6/97 


r 
r 

c 
c 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPO) 

Limit 

/nnM 
IPPDJ 

Comments 

Cfient 

61497-6 

Micro 

45445-11 

1.5 

1 

DRINKING  FOUNTAIN 
ROOM  211 
1ST  DRAW 

Ctent 

61 497-6  A 

Mfco  45445-12 

OftlNKJNG  FOUNTAIN 

aoou  m 
2ND  DRAW 

MOT  ANALYZED 

CSent 

S1497-7 

Micro 

45445-13 

2.2 

DRINKING  FOUNTAIN 
ROOM  200 
1ST  DRAW 

1 

CSent 

61497-7A 

Mkao  4S445-14 

DRWrCNQ  FOUNTAIN 
ROOM  200 
1ST  DRAW 

NOT  ANALYZED 

Client 

61497-8 

Micro 

45445- 1 3 

<  1.0 

1 

DRINKING  FOUNTAIN 
ROOM  204 
1ST  DRAW 

Technical  Supervisor: 


/23/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  inc.  is  accredited  for  lead  analysis  in  arinking  wster  by  the  California  Department  of  Heath  Services.  Environmental 
Laboratory  AccredJtatton  Program  (ELAP).  Certificate  *1037.   Samoiee  are  aneryrod  by  Graphite  Furnace  Atomic  Absolution  Scactrornatry  In 

accordance  with  Method  31136  (Standard  Memoes  ror  Tie  Examination  of  water  ana  wastewater,  torn  »oaion,  ia»a,  American  Public  nmih 
Association,  American  Water  Worfce  Association.  Water  Pollution  Control  Federation).  This  report  muet  not  be  reproduced  except  in  fuH,  with  the 
apprcvel  of  Micro  Analytical  Laboratories,  Inc..  and  pertains  only  to  the  samples  analyzed.  Unit  nuptmnaticn:  ppb  =  parts  per  bitton. 

5300  HOLUS  STREET.  SUITE  M.  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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.V-- 


JUN-25-97  WED  0i:!03lPM|  - 


Page  4 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue.  Rm.  103 
San  Francisco,  CA  S4124 


PROJECT: 
S.F.LLS.D. 
CABRILLO  ES 
W.O.  NO.  WT97-357 


Micro  Log  in    4  5  445 
Total  Samples  42 
Oate  Sampled  6/14/97 
Date  Received  6/16/97 
Date  Analyzed  6/16/97 


Detect  ion 


Client  Sample  ID 

Lead  Concentration 
(PPDJ 

Limit 
\pp°i 

Comments 

Client 

61497-8A 

Micro  45445-16 

DRINKING  FOUNTAIN 

RCOU204 

2NO  DRAW 

MOT  ANALYZED 

Client 

61497-9 

Micro 

45445-17 

<  1.0 

1 

DRINKING  FOUNTAIN 
MOM  205 
1ST  DRAW 

CSent 

614S7-9A 

Micro  4.5445-18 

DRINKING  FOUNTAIN 
ROOM  205 
2ND  DRAW 

MOT  ANALYZED 

Cr«nt 

61497-10 

Micro 

4S44S-10 

<  1.0 

1 

DRINKING  POUNTAN 

ROOM2S3 

1ST  DRAW 

Client 

61597-10A 

Micro  45445-20 
DRINKING  FOUNTAIN 

ROOM  203 
2ND  DRAW 

WT  ANALYZED 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  (or  leairanalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 

Laboratory  Accreditation  Program  (ELAP).  Cortifiow  #1037.  fiampto«  ar«  anatyrod  by  Graph  tie  Furnace  Atomic  Abtonition  Spectrometry  In 
accordance  witn  Method  31136  (Standard  Metnoas  for  tno  Examination  at  waw  ana  Wastewater,  ie»h  edition,  1042,  A-norican  PuoUe  Health 
AwocicTron,  Ametkan  Water  Worte  Aceooian'on,  W«t»r  Pollution  Control  F«d«ro*ion).  Tt*m  report  must  not  b«  reproduced  except  In  M.  with  tha 

HDprcvd  oi  Micro  AnaryfJCii  Laaoratones,  rnc,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppo  =  pans  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  946Q8  -  (510)  $53-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


)63 

:USD  -  Asbestos  Control  Program 
151  Newcomb  Avenue.  Rm.  103 
in  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CABRILLO  ES 
W.O.  NO.  WT97-357 


Micro  Log  In  45445 
Total  Sarnptes  42 
Data  Sampled  6/14/97 
Date  Received  6/16/97 
Date  Analyzed  5/1 6/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(Ppb) 

Comments 

Client 

61597-11 

Micro 

45445-21 

<  1 .0 

1 

DRINKING  FOUNTAIN 
ROOM  202 
1ST DRAW 

Client 

61597-11  A 

fwfcro  45445-22 
DRINKNF  FOUNTAIN 
BOOM  202 
2ND  DRAW 

MOT  ANALYZED 

Client 

61597-12 

45445-23 

<  1.0 

1 

DRINKING  FOUNTAIN 
ROOM  201 
1ST  DRAW 

CSent 

S15S-7-12A 

Micro  4544S-24 

DRINKING  FOUNTAIN 
ROOM  201 
2ND  DRAW 

NOT  ANALYZED 

Client 

61597-13 

rVSao 

45445-25 

2.8 

DRINKING  FOUNTAIN 
KIT  AREA  2ND  FLOOR 
1ST  DRAW 

1 

Technical  Supervisor 


Analyst: 


PR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  tor  lead  anatysi«SaJHnldng  water  by  the  California  Oeparintent  of  Health  Sirvfcas,  Environmental 
La&oratory  Accreditation  Program  (ELAP),  Certificate  #1057.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Abcon«o<>  Spectrometry  in 
accordance  witfl  Metnoo  31123  (Stanoaro  MOtnodS  for  tne  Examination  of  Water  ana  weatewater,  ieo>  oomon,  i»ez,  Amnion  r\i**«  hmrk 
Association,  American  water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  futt,  vwth  the 
approval  of  Micro  Analytical  LaPorarertes,  Inc.  and  pertains  only  to  the  samples  analyzed.  Unit  txpUnabon:  ppb  =  parts  par  billon. 


a  a 
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MICRO  ANALYTICAL  LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CABRILLO  ES 
W.O.  NO.  WT97-357 


Micro  Log  In    45445  f~T"1 
Total  Sanities  42 
Date  Sampled  6/14/97 
Date  Received  5/16/97 
Date  AnaJ\2ed  6/16/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(Ppb) 

Limit 
(ppb) 

Comments 

Client 

61597-13A 

Micro  45445-26 

DRINKING  FOUNTAIN 
KJT  AREA  2ND  FLOOR 
2ND  DRAW 

MOT  ANALYZED 

CCent 

61597-14 

Micro  45445-27 

DRINKING  FOUNTAIN 
ROOM  112 
1ST  DRAW 

4.3 

1 

dant 

S1S07-14A 

Micro  45445-28 

DRINKING  FOUNTAIN 
ROOM  112 
1S7  0RAW 

MOT  ANALY2ED 

Client 

61597-1  S 

rvScro  45445-20 
DRINKING  FOUNTAN 

ROOM111 

1ST  DRAW 

<  1.0 

1 

Client 

61  597-1  3  A 

Micro  45445-30 

DRINKING  FOUNTAIN 
ROOM  ill 
2ND  DRAW 

NOT  ANALYZED 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  irPtfrirtang  water  by  the  California  Department  of  Hearth  Services.  Environmental 
Laboratory  Accreditation  Program  (EUAP),  Certificate  #1037.  Sampfee  are  analyzed  by  Graphite  Furnace  Atomic  Absorirtion  Spectrometry  in 
accordance  Wftn  Met/IOC  3713B  (Samara  Memoes  for  the  Examination  of  Water  and  Wastewater.  18th  edrocn,  1902,  African  Pubtic  Health 
Association,  American  Water  Works  Association,  Water  Poiution  Control  Federation).  This  report  must  not  bo  reproduced  except  in  full,  with  me 
approval  of  Micro  AnaJytJcaf  Laboratories,  Ino.  end  pertains  only  to  the  samples  analyzed  Unit  explanation:  ppO  =  parts  par  bfflion. 


5900  HOLLIS  STREET,  SUITE  M.  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


63 

USD  -  Asbestos  Control  Program 
51  Newcomb  Avenue.  Rm.  103 
n  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CABRILLO  ES 
W.O.  NO.  WT97-357 


Micro  Log  In  45445 
Total  Samples  4  2 
Dale  Sampled  6/14/97 
Date  Received  8/16/97 
Date  Analyzed  3/16/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(nob) 

Limit 
(ppb) 

Comments 

Client 

61597-1  6 

Micro 

45445-31 

8.6 

DRINKING  FOUNTAIN 
ROOM  113 
1ST  DflAW 

1 

Client 

61597-16A 

Micro  45445-32 

DRINKING  FOUNTAIN 
3COM  113 
2ND  CRAW 

MOT  ANALY2ED 

CSom 

61597-17 

Micro 

45445-33 

<  1,0 

DRINKiNG  FOUNTAIN 

M3CM114 

1ST  DRAW 

i 

Client 

61597-17A 

NActo  45445-34 
DRINKING  FOUNTAIN 

ROOM  I'M 

2  NO  DRAW 

MOT  ANALYZED 

dent 

61597-18 

Micro 

45445-35 

2.1 

DRINKING  FOUNTAIN 
ROOM  IIS 
1ST  DRAW 

1 

Technical  Supervisor: . 


Farid  RamezaniadehjM,  " 


/23/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  dmlong  water  by  the  Cafifomia  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certifleate  #1037.  Snmploc  aro  analyzed  by  Graphite  Furnace  Atomic  Absonrtxvi  Spectrometry  in 
accordance  with  Method  31136  (Standard  Metnods  lor  the  Examination  of  Water  and  Wastewater,  tatn  eduon,  leaz,  American  Pvefic  hmim 
Association,  American  Water  Works  Association,  Water  PoBulioo  Control  Federation).  TWe  report  must  not  be  reproduced  except  In  nil  with  the 
epprevdef  N*er©  Analytical  Labccaterioe,  Inc.,  and  pertaim  only  to  ifte  »mplo*  analyzed.  Unft  oaptanatfcn;  ppb  ■  parts  per  billion. 


5900  HOLL1S  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  31108 


1063 

3FUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CABRILLO  ES 
W.O.  NO.  WT97-357 


Micro  Log  In    4  5445 
Total  Samirfes  4  2 
Date  Sample  6/14/97 
Date  Receved  5/16/97 
Date  Anahrzed  6/16/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppp) 

Limit 

Comments 

Client 

S1597-18A 

Micro  45445-36 
DRINKING  FOUNTAIN 
ROOM  115 
2ND  DRAW 

NOT  ANALYZED 

Client 

S1S97-19 

Micro 

45445-37 

<  1.0 

1 

DRINKING  FOUNTAIN 

aoour.s 

(ST  DRAW 

CSent 

61 S97-19A 

fvfcro  45445-38 

DRINKING  FOUNTAIN 
ROOM  111 
2ND  DRAW 

MOT  ANALYZES 

Client 

61597-20 

Mao 

4544S-39 

<1.0 

1 

DRINKING  FOUNTAIN 
100  CAPS 
1ST  DRAW 

Client 

61 597-20A 

Micro  45445-40 

DRMKING  FOUNTAIN 
108  C*rt 
2ND  DRAW 

IXOT  ANALYZED 

Technical  Supervisor: 


■y — / 


3/97 


Farid  flamez 


Analyst 


M 

-i 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  anafysis  in  drinking  water  &y  the  California  Department  of  Health  Services.  Environmental 

L»boro<ory  Accreditation  Program  <ELAP>.  Certificate  »1037.  Scmoloc  aro  analyzed  by  Grapnito  Furnace  Atomic  Ab sortition  Spectrometry  in 
accordance  with  Method  31136  (Standard  Memoes  lor  Tie  Examination  or  Wawr  ana  wasiewatw,  iem  edition,  1992,  American  Public  matin 
Association,  Amartcan  Water  Works  Association,  Water  PoHuoon  Coorrcl  Federation).  This  report  must  not  be  foproducod  accept  In  full,  with  the 
approval  of  Mem  Analytical  LaDoratories,  Inc..  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  NBort 


5900  HOLUS  STREET.  SUITE  M.  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  9 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHfTE  FURNACE  A_A  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  31138 


363 

FUSD  -  Asbestos  Control  Program 
551  Newcomb  Avenue,  Rm.  103 
an  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CABRlLLO  ES 
W.O.  NO.  WT97-357 


Micro  Log  In  45445 
Total  Samples  42 
Date  Sampled  5/14/97 
Date  Received  5/16/97 
Date  Analyzed  8/16/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PP&) 


Client 

61597-21 

Micro  45445-41 

MULT!  OF 

106 

1ST  DRAW 

<  1.0 

1 

Client 

51 597-21 A 

MfcTO  45445-42 

MULTIOF 
ICS 

2ND  DRAW 

MOT  ANALYZED 

r: 


Technical  Supervisor  r^T  6/23/97  Analyst:  EL 

Farid  Ramezanzadeh,  J 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysts  m  drinking  water  by  the  California  Department  of  Heaitn  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  CertrfioaJa  #1037.  Samples  are  anaryiad  by  Graphite  Furnace  Alemte  Absorption  Soectrometry  in 
accordance  Wlin  MetTtOO  37736  {StancarC  Memoes  ror  mc  Examination  of  water  ono  Wastowatar,  tnth  •dftian,  1902,  AMncan  Pubi.o  wealth 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  Thic  roport  must  not  be  reproduced  evcect  in  full,  with  tne 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Urn  emanation:  ppb  ■  pans  per  billion. 


5900  HOLLIS  STREET.  SUITE  M.  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


✓""i^X         ^Pniinipl  680  Chewpeike  Drive  Redwood  City,  CA  9*063       (650)  364-9600         FAX  (650)  364.953  3 

f     Al        .JCVJUV^Ja  404  N.  Wiget  Lin*  Walnut  Creek,  CA  9-1598       (510)988-9600         FAX  (5)0)  988-9673 


Analytical 


9)9  Sinker  Av«iw<t,  Suit*  B     &»cr»mer«o.  CA  95834  (916)  921-9600  FAX  (916)  921-0100 


llliS&lliiiiiiiTiii^ 
1  SFUSD 

S|  1551  Newcomb  Ave.,  Rm.  103 
g  San  Francisco,  CA  94124 

Bj 

1  Attention:      Bruce  Giannini 

fe^=  L^;r;.jJLT.L!-a«WM«wmHDD'iiiiiii[|ill|ll|i|  "" 


Client  Proj.  ID:  Carmichael 
Lab  Proj.  ID:  9708C94 


iii[)iiiiiiiiiiiiiiiiiiiiuiiuaffi^^Hi5^^lli^ 
Sampled:  08/21/97  f 
Received:  08/25/97  I 
Analyzed:  see  below  | 


Umimuaimmmmsum  iiiiiiiiiiiiiih  iiniii  rnrTr7i7T—<i«a<inBiMwmiiTTi  1  ir,".nniiMm»»i,tiTrir'iiriiir'iimi'iili ' 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708C94-01 

Sample  Desc  :  LIQUID.Carmichael  1 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708C94-02 

Sample  Oesc  :  UQUID.Carmichael  1  Duplicate 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708C94-03 

Sample  Desc  :  UQUlD.Carmichael  2 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708C94-04 

Sample  Desc :  UQUID,Carmichael  3 

Lead 

mg/L 

08/28/97 

0.0050 

0.0085 

Lab  No:  9708C94-05 

Sample  Desc  :  LIQUID, Carmlchael  4 

Lead 

mg/L 

08/26/97 

0.0050 

0.0077 

Lab  No.  9708C94-06 

Sample  Desc  :  UQUID.Carmlchael  5 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708C94-07 

Sample  Desc  :  UQUID.Carmlchael  6 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  Of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#i2io 


Sheila  Flynn 
Project  Manager 


Page: 


08/29/97    17:44         TX/RX  NO. 9320         P. 016 


tuoia 


Seqi  , 

-  ~  Analytical 


630  Qietapcake  Drive 

404  S,  Wi8et  Une 

8i9  S«>^t«'- A^enu?,  Sui«  8 


Redwood  City,  CA  94063 
Walnut  Creek,  CA  94598 
Sacramento.  CA  95834 


(650)  564-9600 
(510)  958-9600 
(916)  921-9600 


FAX  (650)  364-9233 
FAX  (510)  988.9673 
FAX  (916)  921-0100 


3RJSD 

1551  Newcomb  Ave.,  Rm  103 
San  Francisco.  CA  94124 

Attention:      Bruce  Giannjrii=__ 


Client  Proj.  ID.  Carmichael 
Ub  Proj.  ID:  9708C94 


iwmiiiiiniiiiiiiiiiiiitniini 


Sampled:  08/21/97 ""  I 
Received:  08/25/97  1 
Analyzed:  see  below  | 

Reported;  08/28/97  J; 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 

Limit 

Sample 
Results 

Ub  No  9708C94-08 

Sample  Desc  ;  LlQUID.Carmichael  7 

Lead 

mg/L 

08/28/97 

0.0050 

0.020 

j  Lab  No:  9708C94-09 
Sample  Desc  :  LlQUID,Carmichael  8 

Lead 

mg/L 

OB/28/97 

0.0050 

N.D. 

Lab  No:  9708C94-10 

Sample  Desc :  LlQUID.Carmichael  9 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:          9708C94-1 1 

Sample  Desc  :  LlQUID.Carmichael  B 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

taalytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


08/29/97     17:44         TX/RX  NO. 9320  P. 017 


Page  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CARMICHAEL  ES 


Micro  Log  In    49  2  91 
Total  Samples  4 
Date  Sampled   10/2/9  7 
Date  Received  10/7/9  7 
Date  Analyzed  10/7/9  7 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


7A 


Micro  49291-01 

DRINKING  FOUNTAIN 
C92  OUTSIDE 
FIRST  DRAW 


2.0 


1.0 


Client 


7B 


Micro  49291-02 

DRINKING  FOUNTAIN 
C92  OUTSIDE 
SECOND  DRAW 


1.7 


1.0 


Client 


7C 


Micro  49291-03 

DRINKING  FOUNTAIN 
C92  OUTSIDE 
3RD  DRAW 


2.0 


1.0 


Client 


1  1  B 


Micro  49291-04 
BLANK 


<  1.0 


1.0 


Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  m..drjnfcpg  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate~lFT037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT:  Micro  Log  In    492  91 

S.F.U.S.D.  Total  Samples  4  . 

CARMICHAEL  ES  DateSamp.ed    (0  (  M  ] 

Date  Received  10/7/97 
Date  Analyzed  10/7/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

7A 

2.0 

1.0 

Micro  49291-01 

DRINKING  FOUNTAIN 
C92  OUTSIDE 
FIRST  DRAW 

Client 

7B 

1.7 

1.0 

Micro  49291-02 

DRINKING  FOUNTAIN 
C92  OUTSIDE 
SECOND  DRAW 

Client 

7C 

2.0 

1.0 

Micro  49291-03 

DRINKING  FOUNTAIN 
C92  OUTSIDE 
3RD  DRAW 

Client 

1  1  B 

<      1 .0 

1.0 

Micro 

BLANK 

49291-04 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysisvin  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4  7728 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  34 

1551  Newcomb  Avenue,  Rm.  103  G.  W.  CARVER  ES  Date  Sampled  8/19/9  7 

San  FranciSCO,  CA    94124  Date  Received  8/25/97 

Date  Analyzed  8/25/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppD)  (ppD) 


Client 

Micro 

ORINKI 
UPPER 
FIRST  r. 

1 

47728-01 

MG  FOUNTAIN 
FLOOR  SE  WING 
)RAW 

25.2 

1.0 

Client 

Micro 

SINK  Dl 
UPPER 
FIRST  I 

3 

47728-02 

UNKING  FOUNTAIN 
FLOOR  SE  WING 
)RAW 

<1.0 

1.0 

Client 
Micro 

SINK  Dl 
UPPER 
FIRST  C 

4 

47728-03 

LINKING  FOUNTAIN 
FLOOR  SE  WING 
)RAW 

3.6 

1.0 

Client 
Micro 

SINK  Dl 
UPPER 
FIRST  C 

5 

47728-04 

LINKING  FOUNTAIN 
FLOOR  SE  WING 
)RAW 

16.2 

1.0 

Client 
Micro 

SINK  Dl 
UPPER 
FIRST  t 

6 

47728-05 

LINKING  FOUNTAIN 
FLOOR  SE  WING 
)RAW 

21.9 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Farid  Rame^anzacteh/XS. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead^a>ta4y^isTiY-dffnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

Micro  Log  In     4  7  7  2  8 
Total  Samples  3  4 
Dais  Sampled  8/19/97 
Date  Received  8/25/97 
Date  Analyzed  8/2  5/9  7 


1063  PROJECT: 
SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  G.  W.  CARVER  ES 

San  Francisco,  CA  94124 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

7 

Micro 

47728-06 

34.8 

1.0 

SINK  DRINKING  FOUNTAIN 
UPPER  FLOOR  SE  WING 
FIRST  DRAW 

Client 

8 

Micro 

47728-07 

1.0 

SINK  DRINKING  FOUNTAIN 
UPPER  FLOOR  SE  WING 
FIRST  DRAW 

2.9 

Client 

9 

Micro  47728-08 
SINK  FAUCET 

UPPER  FLOOR  COURTYARD 
FIRST  DRAW 

7.0 

1.0 

Client 

1  1 

Micro 

47728-09 

87.2 

2.2 

SINK  DRINKING  FOUNTAIN 
UPPER  FLOOR  SW  CLASSROOMS 
FIRST  DRAW 

Client 

1  2 

Micro 

47728-10 

34.0 

1.0 

SINK  DRINKING  FOUNTAIN 
UPPER  FLOOR  SW  CLASSROOMS 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for le^d  arjalysigin-dTinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1(537.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  772  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  34 

1551  Newcomb  Avenue,  Rm.  103  G.  W.  CARVER  ES  Date  Sampled  8/19/9  7 
San  Francisco,  CA  94124  _    .    .  «. 

Date  Received  8/25/97 
Date  Analyzed  8/2  5/9  7 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(PPb) 


Comments 


Client 

1  6 

25.7 

1.0 

Micro    47728-1 1 
SINK  FAUCET 

UPPER  FLOOR  TEACHERS'  LOUNGE 
FIRST  DRAW 

Client 

1  7 

13.7 

1.0 

Micro  47728-12 
SINK  FAUCET 

UPPER  FLOOR  TEACHERS'  LOUNGE 
FIRST  DRAW 

Client 

1  8 

5.4 

1.0 

Micro  47728-13 

DRINKING  FOUNTAIN 
UPPER  FLOOR  NW  WING 
FIRST  DRAW 

Client 

20 

8.4 

1.0 

Micro  47728-14 

SINK  DRINKING  FOUNTAIN 
UPPER  FLOOR  NW  WING 
FIRST  DRAW 

Client 

2  1 

25.9 

1.0 

Micro  47728-15 

SINK  DRINKING  FOUNTAIN 
UPPER  FLOOR  NW  WING 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for^tead-analysTs-in-tirinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
G.  W.  CARVER  ES 


Micro  Log  In    4  7  7  2  8 
Total  Samples  34 
Date  Sampled  8/19/97 
Date  Received  8/2  5/9  7 
Date  Analyzed  8/25/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

22 

Micro 

47728-16 

162 

5.0 

SINK  DRINKING  FOUNTAIN 

UPPER  FLOOR  NW  WING  -  LIBRARY 

FIRST  DRAW 

Client 

23 

Micro 

47728-17 

5.8 

1.0 

SINK  DRINKING  FOUNTAIN 

UPPER  FLOOR  NW  WING  -  LIBRARY 

FIRST  DRAW 

Client 

24 

Micro 

47728-18 

1.0 

SINK  DRINKING  FOUNTAIN 
UPPER  FLOOR  NW  WING 
FIRST  DRAW 

4.4 

Client 

25 

Micro 

47728-19 

28.1 

1.0 

SINK  DRINKING  FOUNTAIN 
UPPER  FLOOR  NW  WING 
FIRST  DRAW 

Client 

26 

Micro  47728-20 

DRINKING  FOUNTAIN 
LOWER  FLOOR  HALL 
FIRST  DRAW 

27.5 

1.0 

Technical  Supervisor:       1'  — ^  *  ^<JCi  ^9/8/97  Analyst:   EL 

Farid  RamejMhradeh,  M?S.x 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leatKana)ysis  IrT-dftoking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  772  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  34 

1551  Newcomb  Avenue,  Rm.  103  G.  W.  CARVER  ES  Date  Sampled  8/19/9  7 

San  FranciSCO,  CA    94124  Date  Received  8/25/97 

Date  Analyzed  8/25/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

v  u  1 1 1 1 1 1  c  n  i  s 

Client 

27 

Micro  47728-21 

DRINKING  FOUNTAIN 

LOWER  FLOOR  SE  WING  -  HALL 

FIRST  DRAW 

1  22 

2.5 

Client 

2  8 

Micro 

47728-22 

79.3 

2.0 

SINK  DRINKING  FOUNTAIN 
LOWER  LEVEL  SE  WING 
FIRST  DRAW 

Client 

2  9 

Micro 

47728-23 

28.7 

1.0 

SINK  DRINKING  FOUNTAIN 
LOWER  LEVEL  SE  WING 
FIRST  DRAW 

Client 

30 

Micro 

47728-24 

1  66 

6.7 

SINK  DRINKING  FOUNTAIN 
LOWER  LEVEL  SE  WING 
FIRST  DRAW 

Client 

3  1 

Micro 

47728-25 

10.0 

1.0 

SINK  DRINKING  FOUNTAIN 
LOWER  LEVEL  SE  WING 
FIRST  DRAW 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leltd-analysisTrrdrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  6 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
G.  W.  CARVER  ES 


Micro  Log  In     4  7  7  2  8 
Total  Samples  34 
Date  Sampled  8/19/97 
Date  Received  8/25/97 
Date  Analyzed  8/2  5/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

32 

Micro 

47728-26 

1.0 

SINK  DRINKING  FOUNTAIN 
LOWER  LEVEL  SE  WING 
FIRST  DRAW 

4.5 

Client 

3  3 

Micro 

47728-27 

1  1 .6 

1.0 

SINK  DRINKING  FOUNTAIN 
LOWER  LEVEL  SE  WING 
FIRST  DRAW 

Client 

34 

Micro 

47728-28 

10.3 

1.0 

SINK  DRINKING  FOUNTAIN 
LOWER  LEVEL  SE  WING 
FIRST  DRAW 

Client 

35 

Micro  47728-29 

DRINKING  FOUNTAIN 

LOWER  LEVEL  MULTI  -  PURPOSE 

FIRST  DRAW 

29.6 

1.0 

Client 

36 

Micro 

47728-30 

13.1 

1.0 

SINK  DRINKING  FOUNTAIN 
LOWER  LEVEL  MULTI  -  PURPOSE 
RRST  DRAW 

Technical  Supervisor 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis "irt  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1  063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
G.  W.  CARVER  ES 


Micro  Log  In    4  7  7  2  8 
Total  Samples  34 
Date  Sampled  8/19/97 
Date  Received  8/2  5/9  7 
Date  Analyzed  8/2  5/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

37 

Micro  47728-31 

SINK  FAUCET 

LOWER  LEVEL  FACULTY  DINING 
FIRST  DRAW 

13.6 

1.0 

Client 

3  8 

Micro  47728-32 

SINK  FAUCET 

LOWER  LEVEL  KITCHEN 

FIRST  DRAW 

26.6 

1.0 

Client 

B 

Micro 

BLANK 

47728-33 

<1.0 

1.0 

Client 

39 

Micro 

SPIKED 

47728-34 

64.0 

2.5 

 d 


r7 

Technical  Supervisor:      _j  ^c  ^ — xMO'9/8/97  Analyst:  FR 

Farid  Ramezaraiadeh 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    492  9  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  62 

1551  Newcomb  Avenue,  Rm.  103  CARVER  ES  Date  Sampled  1 0/5/97 

San  Francisco,  CA    94124  Date  Received  1  0/8/9  7 

Date  Analyzed  10/8/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

25A 

Micro 

49292-01 

1  2.8 

1.0 

SINK  DRINKING  FOUNTAIN 
UPPER  LEVEL  N.W  WING 
FIRST  DRAW 

Client 

25B 

Micro 

49292-02 

13.0 

1.0 

SINK  DRINKING  FOUNTAIN 
UPPER  LEVEL  N.W  WING 
FIRST  DRAW 

Client 

25C 

Micro 

49292-03 

1.0 

SINK  DRINKING  FOUNTAIN 
UPPER  LEVEL  N.W  WING 
FIRST  DRAW 

6.6 

Client 

38A 

Micro  49292-04 

SINK  FAUCET 

LOWER  LEVEL  KITCHEN 

FIRST  DRAW 

4.0 

1.0 

Client 

38B 

Micro  49292-05 

SINK  FAUCET 

LOWER  LEVEL  KITCHEN 

FIRST  DRAW 

4.3 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacLaVialysicud  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  311 3B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    492  92 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  62 

1551  Newcomb  Avenue,  Rm.  103  CARVER  ES  Date  Sampled  1  0/5/97 

San  Francisco,  CA    94124  Date  Received  1  0/8/9  7 

Date  Analyzed  10/8/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

38C 

Micro  49292-06 

SINK  FAUCET 

LOWER  LEVEL  KITCHEN 

FIRST  DRAW 

22.0 

1.0 

Client 

CARVER  S 

Micro 

SPIKED 

49292-07 

10.9 

1.0 

Client 

BLANK 

Micro 

BLANK 

49292-08 

<  1.0 

1.0 

Client 

22A 

Micro 

49292-09 

12.1 

1.0 

SINK  DRINKING  FOUNTAIN 
N.W  WING  UPPER 
FIRST  DRAW 

Client 

22B 

Micro 

49292-10 

1.0 

SINK  DRINKING  FOUNTAIN 
N.W  WING  UPPER 
FIRST  DRAW 

4.4 

.  Q.£^^kD  io/i 


Technical  Supervisor:  L_ 1:  ~V^-J — v ^  —     lu/io/ay  Analyst: 


0/97  Analvct-  FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacLanaiysis mcfrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  in    4  9292 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  62 

1551  Newcomb  Avenue,  Rm.  103  CARVER  ES  Date  Sampled  1  0/5/97 
San  Francisco,  CA  94124 


Date  Received  10/8/97 
Date  Analyzed  10/8/9  7 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


22C 


Micro  49292-11 

SINK  DRINKING  FOUNTAIN 
N.W  WING  UPPER 
FIRST  DRAW 


Client 


21  A 


Micro  49292-12 

SINK  DRINKING  FOUNTAIN 
N.W  WING  UPPER  FLOOR 
FIRST  DRAW 


8.7 


4.4 


1.0 


1.0 


Client 


21  B 


Micro  49292-13 

SINK  DRINKING  FOUNTAIN 
N.W  WING  UPPER  FLOOR 
FIRST  DRAW 


2.1 


1.0 


Client 


21C 


Micro  49292-14 

SINK  DRINKING  FOUNTAIN 
N.W  WING  UPPER  FLOOR 
FIRST  DRAW 


6.0 


1.0 


Client 


1  A 


Micro  49292-15 

DRINKING  FOUNTAIN 
S.E  WING  UPPER  FLOOR 
FIRST  DRAW 


10.5 


1.0 


Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drtnWng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  49292 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  62 

1551  Newcomb  Avenue,  Rm.  103  CARVER  ES  DateSampied  10/5/97 

San  Francisco,  CA    94124  Date  Received  1  0/8/9  7 

Date  Analyzed  10/8/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  B 

10.7 

1.0 

Micro  49292-16 

DRINKING  FOUNTAIN 
S.E  WING  UPPER  FLOOR 
FIRST  DRAW 

Client 

1C 

1  0.5 

1.0 

Micro  49292-17 

DRINKING  FOUNTAIN 
S.E  WING  UPPER  FLOOR 
FIRST  DRAW 

Client 

1  6A 

4.9 

1.0 

Micro  49292-18 
SINK  FAUCET 

TEACHER  LOUNGE  /  UPPER  FLOOR 
FIRST  DRAW 

Client 

1  6B 

2.4 

1.0 

Micro  49292-19 
SINK  FAUCET 

TEACHER  LOUNGE / UPPER  FLOOR 
FIRST  DRAW 

Client 

1  6C 

6.5 

1.0 

Micro  49292-20 
SINK  FAUCET 

TEACHER  LOUNGE / UPPER  FLOOR 
FIRST  DRAW 

Technical  Supervisor 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  feadjanatysiain  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


5 


1063  PROJECT:  Micro  Log  In    4  9292 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  62 

1551  Newcomb  Avenue,  Rm.  103  CARVER  ES  Date  Sampled  10/5/97 

San  Francisco,  CA    94124  Date  Received  1  0/8/9  7 

Date  Analyzed  10/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  D 
UPPER 
FIRST  [ 

5A 

49292-21 

LINKING  FOUNTAIN 
LEVEL  S.E  WING 
)RAW 

1.7 

1.0 

Client 
Micro 

SINK  01 
UPPER 
FIRST  C 

5B 

49292-22 

LINKING  FOUNTAIN 
LEVEL  S.E  WING 
)RAW 

2.4 

1.0 

Client 
Micro 

SINK  Dl 
UPPER 
FIRST  C 

5C 

49292-23 

LINKING  FOUNTAIN 
LEVEL  S.E  WING 
IRAW 

3.1 

1.0 

Client 
Micro 

SINK  Dl 
UPPER 
FIRST  t 

6A 

49292-24 

LINKING  FOUNTAIN 
LEVEL  S.E  WING 
IRAW 

2.5 

1.0 

Client 
Micro 

SINK  Dl 
UPPER 
FIRST  C 

6B 

49292-25 

LINKING  FOUNTAIN 
LEVEL  S.E  WING 
IRAW 

2.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  artafysis  in  aTfnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


6 


1063  PROJECT:  Micro  Log  In    492  9  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  62 

1551  Newcomb  Avenue,  Rm.  103  CARVER  ES  Date  Sampled  1  0/5/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/ 8/9 7 

Date  Analyzed  10/8/97 


Detection 


Client  Sample  ID 

Lead  Concentration 

/  —  _  u  \ 
\PPO) 

Limit 
\PP°) 

Comments 

Client 

6C 

Micro 

49292-26 

1.0 

SINK  DRINKING  FOUNTAIN 
UPPER  LEVEL  S.E  WING 
FIRST  DRAW 

A  ft 

Client 

7A 

Micro 

49292-27 

3.9 

1.0 

SINK  DRINKING  FOUNTAIN 
UPPER  LEVEL  S.E  WING 
FIRST  DRAW 

Client 

7B 

Micro 

49292-28 

1.0 

SINK  DRINKING  FOUNTAIN 
UPPER  LEVEL  S.E  WING 
FIRST  DRAW 

9.5 

Client 

7C 

Micro 

49292-29 

1.0 

SINK  DRINKING  FOUNTAIN 
UPPER  LEVEL  S.E  WING 
FIRST  DRAW 

3.5 

Client 

11  A 

Micro 

49292-30 

1.0 

SINK  DRINKING  FOUNTAIN 
UPPER  LEVEL  S.W  WING 
FIRST  DRAW 

5.3 

Technical  Supervisor 


10/10/97 


Analyst: 


FR 


Farid  Ram 


Micro  Analytical  Laboratories,  Inc.  is  accredited  (or  le^ad  ahaly3i^Jr]>drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #T037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4  92  92 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  62 

1551  Newcomb  Avenue,  Rm.  103  CARVER  ES  Date  Sampled  10/5/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/8/97 

Date  Analyzed  10/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  1  B 

Micro 

49292-31 

1.0 

SINK  DRINKING  FOUNTAIN 
UPPER  LEVEL  S.W  WING 
FIRST  DRAW 

3.0 

Client 

1  1C 

Micro 

49292-32 

1.0 

SINK  DRINKING  FOUNTAIN 
UPPER  LEVEL  S.W  WING 
FIRST  DRAW 

6.0 

Client 

12A 

Micro 

49292-33 

1.0 

SINK  DRINKING  FOUNTAIN 
UPPER  LEVEL  S.W  WING 
FIRST  DRAW 

6.5 

Client 

1  2B 

Micro 

49292-34 

1.0 

SINK  DRINKING  FOUNTAIN 
UPPER  LEVEL  S.W  WING 
FIRST  DRAW 

5.6 

Client 

12C 

Micro 

49292-35 

10.9 

1.0 

SINK  DRINKING  FOUNTAIN 
UPPER  LEVEL  S.W  WING 
FIRST  DRAW 

Technical  Supervisor: 


10/10/97 


deh,  M.S. 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  letad  analyse  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Cemftcale  #1037^_£amples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  8 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  9292 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  62 

1551  Newcomb  Avenue,  Rm.  103  CARVER  ES  Date  Sampled  10/5/97 

San  Francisco,  CA    94124  Date  Received  1  0/8/9  7 

Date  Analyzed  10/8/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

29A 

Micro 

49292-36 

3.1 

1.0 

SINK  DRINKING  FOUNTAIN 
LOWER  LEVEL  S.E  WING 
FIRST  DRAW 

Client 

29B 

Micro 

49292-37 

1.0 

SINK  DRINKING  FOUNTAIN 
LOWER  LEVEL  S.E  WING 
FIRST  DRAW 

2.4 

Client 

29C 

Micro 

49292-38 

1.0 

SINK  DRINKING  FOUNTAIN 
LOWER  LEVEL  S.E  WING 
FIRST  DRAW 

3.6 

Client 

30A 

Micro 

49292-39 

5.1 

1.0 

SINK  DRINKING  FOUNTAIN 
LOWER  LEVEL  S.E  WING 
FIRST  DRAW 

Client 

30B 

Micro 

49292-40 

1.0 

SINK  DRINKING  FOUNTAIN 
LOWER  LEVEL  S.E  WING 
FIRST  DRAW 

3.7 

Technical  Supervisor: 


10/10/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  Toneairaaafysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    492  92 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  62 

1551  Newcomb  Avenue,  Rm.  103  CARVER  ES  DateSampied  10/5/97 

San  Francisco,  CA    94124  Date  Received  1  0/8/9  7 

Date  Analyzed  10/8/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  D 
LOWER 
FIRST  t 

30C 

49292-41 

LINKING  FOUNTAIN 
LEVEL  S.E  WING 
)RAW 

1  1.5 

1.0 

Client 
Micro 

DRINKI 
UPPER 
FIRST  C 

17A 

49292-42 

HG  FOUNTAIN 

LEVEL  TEACHER  LOUNGE 

)RAW 

3.5 

1.0 

Client 
Micro 

DRINKI 
UPPER 
HRST  [ 

17B 

49292-43 

HG  FOUNTAIN 

LEVEL  TEACHER  LOUNGE 

(RAW 

2.8 

1.0 

Client 
Micro 

DRINKI 
UPPER 
RRST  [ 

17C 

49292-44 

MG  FOUNTAIN 

LEVEL  TEACHER  LOUNGE 

(RAW 

18.2 

1.0 

Client 
Micro 

DRINKI 
LOWER 
RRSTC 

35A 

49292-45 
HG  FOUNTAIN 

LEVEL  MULTI-PURPOSE  ROOM 
)RAW 

20.1 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  Wleafrl  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    492  9  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  62 

1551  Newcomb  Avenue,  Rm.  103  CARVER  ES  Date  Sampled  10/5/97 

San  Francisco,  CA    94124  Date  Received  1  0/8/9  7 

Date  Analyzed  10/8/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

35B 

Micro 

49292-46 

8.9 

1.0 

DRINKING  FOUNTAIN 

LOWER  LEVEL  MULTI-PURPOSE  ROOM 

FIRST  DRAW 

Client 

35C 

Micro 

49292-47 

13.2 

1.0 

DRINKING  FOUNTAIN 

LOWER  LEVEL  MULTI-PURPOSE  ROOM 

FIRST  DRAW 

Client 

36A 

Micro 

49292-48 

1.0 

SINK  DRINKING  FOUNTAIN 

LOWER  LEVEL  MULTI-PURPOSE  ROOM 

FIRST  DRAW 

3.0 

Client 

36B 

Micro 

49292-49 

1.0 

SINK  DRINKING  FOUNTAIN 

LOWER  LEVEL  MULTI-PURPOSE  ROOM 

FIRST  DRAW 

3.3 

Client 

36C 

Micro 

49292-50 

4.1 

1.0 

SINK  DRINKING  FOUNTAIN 

LOWER  LEVEL  MULTI-PURPOSE  ROOM 

FIRST  DRAW 

Technical  Supervisor: 


Farid  Ramezanzadei 


0/10/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  levad_ajfelysis'ifkd?tpking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  49292 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  62 

1551  Newcomb  Avenue,  Rm.  103  CARVER  ES  Date  Sampled  10/5/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/8/9  7 

Date  Analyzed  10/8/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
LOWER 
RRST  1 

37A 

49292-51 
VUCET 

LEVEL  FACULITY  DINING 
)RAW 

7.2 

1.0 

Client 
Micro 

SINK  Ft 
LOWER 
RRST  C 

37B 

49292-52 
lUCET 

LEVEL  FACULITY  DINING 
)RAW 

1  9.4 

1.0 

Client 
Micro 

SINK  Ft 
LOWER 
RRST  C 

37C 

49292-53 
UJCET 

LEVEL  FACULITY  DINING 
)RAW 

49.6 

1.0 

Client 
Micro 

LOWER 
RRST  C 

26A 

49292-54 

LEVEL  HALL 
)RAW 

2.9 

1.0 

Client 
Micro 

LOWER 
RRST  C 

26B 

49292-55 

LEVEL  HALL 
(RAW 

4.3 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fdr-4aad  anaiysrs-ih  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  16th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CARVER  ES 


Micro  Log  In    4  9  2  9  2 
Total  Samples  62 
Date  Sampled   10/5/9  7 
Date  Received  10/8/97 
Date  Analyzed  10/8/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

LOWER 
FIRST  C 

26C 

49292-56 

LEVEL  HALL 
)RAW 

5.7 

1.0 

Client 
Micro 

LOWER 
FIRST  C 

27A 

49292-57 

LEVEL  S.E  WING  HALL 
)RAW 

17.7 

1.0 

Client 
Micro 

LOWER 
FIRST  I 

27B 

49292-58 

LEVEL  S.E  WING  HALL 
)RAW 

1  1.9 

1.0 

Client 
Micro 

LOWER 
FIRST  [ 

27C 

49292-59 

LEVEL  S.E  WING  HALL 
)RAW 

16.7 

1.0 

Client 
Micro 

LOWER 
FIRST  t 

28A 

49292-60 

LEVEL  S.E  WING 
)RAW 

3.3 

1.0 

r:  ~^  $-**~- 


Technical  Supervisor:  iLJS^ — ^^--^_r\  J    10/10/97  Analyst:  

Farid  Ramez^zacfeh^M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  Ieadj^aly^n4»  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page    1  3 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    492  9  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  62 

1551  Newcomb  Avenue,  Rm.  103  CARVER  ES  Date  Sampled  10/5/97 

San  Francisco,  CA   94124  Date  Received  1  0/8/9  7 

Date  Analyzed  10/8/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

28B 

Micro 

49292-61 

1.0 

LOWER  LEVEL  S.E  WING 
FIRST  DRAW 

2.2 

Client 

28C 

Micro 

49292-62 

4.1 

1.0 

LOWER  LEVEL  S.E  WING 
FIRST  DRAW 

Technical  Supervisor 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  anaysisjn  drfliking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Cem'ficatevirr037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CENTRAL  CITY 
HOSPITALITY 


Micro  Log  In     4  9  4  5  5 
Total  Samples  9 
Date  Sampled  10/7/97 
Date  Received  10/10/97 
Date  Analyzed  10/10/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
KITCHE 

1 

49455-01 

VUCET 
N 

1  0.0 

1.0 

Client 
Micro 

DRINKI 
HALL  D 

2 

49455-02 

MG  FOUNTAIN 
FUNKING  FOUNTAIN 

<  1.0 

1.0 

Client 
Micro 

SINK  Ft 
WOMEh 

3 

49455-03 
VUCET 

I  S  RESTROOM  LEFT 

<      1 .0 

1.0 

Client 
Micro 

SINK  Ft 
WOMEh 

4 

49455-04 
VUCET 

1  RESTROOM  RIGHT 

<  1.0 

1.0 

Client 
Micro 

SINK  Ft 
MEN'S  1 

5 

49455-05 
VUCET 

1ESTROOM  LEFT 

<  1.0 

1.0 

Technical  Supervisor: 


/10/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  in^dfiokibg  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4945  5 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  9 

1551  Newcomb  Avenue,  Rm.  103  CENTRAL  CITY  Date  Sampled  10/7/97 

San  Francisco,  CA    94124  HOSPITALITY  Date  Received  1  0/1  0/97 

Date  Analyzed  10/10/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
MEN'S  1 

6 

49455-06 
VUCET 

3ESTROOM  RIGHT 

<      1 .0 

1.0 

Client 

Micro 

SINK  f; 
MEN'S  1 

7 

49455-07 

UJCET 
3ESTROOM 

3.1 

1.0 

Client 
Micro 

SINK  F, 
WOMEI* 

8 

49455-08 
tUCET 

I  S  RESTROOM 

2.2 

1.0 

Client 
Micro 

BLANK 

9 

49455-09 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  foriea^analyslsin-dnhking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CESAR  CHAVEZ  ES 


Micro  Log  In    4  8  0  2  5 
Total  Samples  1  5 
Date  Sampled  8/26/97 
Date  Received  8/30/97 
Date  Analyzed  8/30/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1 

3.5 

1.0 

Micro  48025-01 

SINK  FAUCET 
KITCHEN  OFF  ROOM  2 
FIRST  DRAW 

Client 

2 

1 .2 

1.0 

Micro  48025-02 

MULTIPLE  DRINKING  FOUNTAIN 
1  ST  FLOOR  HALL  NORTH 
FIRST  DRAW 

Client 

3 

3.4 

1.0 

Micro  48025-03 

SINK  DRINKING  FOUNTAIN 
ROOM  30B  (KIND.  2) 
FIRST  DRAW 

Client 

4 

5.5 

1.0 

Micro  48025-04 

SINK  FAUCET 
KITCHEN  ROOM  151A 
FIRST  DRAW 

Client 

5 

<      1 .0 

1.0 

Micro  48025-05 

MULTIPLE  DRINKING  FOUNTAIN  (2)(LHS) 
CORRIDOR  E  OF  ROOM  4 
FIRST  DRAW 

Technical  Supervisor: 


2^ 


LL 


9/8/97 


Analyst: 


FR 


Farid  Rameza>»adetrHvLS . 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  anajyais  iojJrihking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  "Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CESAR  CHAVEZ  ES 


Micro  Log  In    4  8  0  2  5 
Total  Samples  1  5 
Date  Sampled  8/26/97 
Date  Received  8/30/97 
Date  Analyzed  8/30/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

MULTIP 
CORRIC 
FIRST  C 

6 

48025-06 

LE  DRINKING  FOUNTAIN  (3HCENTER) 

ino  b  of  ROOM  4 

)RAW 

<      1 .0 

1.0 

Client 
Micro 

WATER 
CORRIC 
FIRST  C 

7 

48025-07 

-COOLED  DRINKING  FOUNTAIN 

K>R  W  OF  ROOM  4 

)RAW 

3.8 

1.0 

Client 
Micro 

MULTIP 
CORRIC 
FIRST  C 

8 

48025-08 

LE  DRINKING  FOUNTAIN  (3)(CENTER) 

KDR  W  OF  ROOM  4 

JRAW 

1 .0 

1.0 

Client 
Micro 

MULTIP 
CORRIC 
FIRST  C 

9 

48025-09 

LE  DRINKING  FOUNTAIN  (2)(LHS) 

)OR  W  OF  ROOM  4 

>RAW 

<  1.0 

1.0 

Client 
Micro 

MULTIP 
1STFL( 
FIRST  [ 

1  0 

48025-10 

LE  DRINKING  FOUNTAIN  (2)(LHS) 

X)R  HALL  SOUTH 

)RAW 

2.0 

1.0 

-i    '  /2' 

Technical  Supervisor:   "1  — ^9/8/97  Analyst:   !!5  

Farid  ^meza>»zadelirM^ 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methoot  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE.  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    48  02  5 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  5 

1551  Newcomb  Avenue,  Rm.  103  CESAR  CHAVEZ  ES  Date  Sampled  8/2  6/9  7 

San  FranciSCO,  CA    94124  Date  Received  8/30/97 

Date  Analyzed  8/30/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  1 

Micro  48025-11 

SINK  FAUCET 
LOUNGE  KITCHEN 
FIRST  DRAW 

21.0 

1.0 

Client 

1  2 

Micro 

48025-12 

1.0 

MULTIPLE  DRINKING  FOUNTAIN  (2)(RHS) 
2ND  FLOOR  HALL  -  SOUTH 
FIRST  DRAW 

4.5 

Client 

1  3 

Micro 

48025-13 

1.0 

MULTIPLE  DRINKING  FOUNTAIN  (2)(RHS) 
2ND  FLOOR  HALL  -  NORTH 
FIRST  DRAW 

1 .3 

Client 

1  4 

Micro  48025-14 

SINK  FAUCET 
KITCHEN  ROOM  35A 
FIRST  DRAW 

2.1 

1.0 

Client 

1  5 

Micro  48025-15 
FIELD  BLANK 

<      1 .0 

1.0 

7   is**   


Technical  Supervisor:     t  £z±z  y^^'/ty^'  —  9/6/97  Analyst:   EL 

Farid  RalmezltoacielvM.S. 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  «rra lysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 

1551  Newcomb  Avenue,  Rm.  103  JOHN 

San  Francisco,  CA  94124 


PROJECT:  Micro  Log  In    47  78  7 

S.F.U.S.D.  Total  Samples  6 

YEHALL  CHIN  ES  Date  Sampled  8/22/97 

Date  Received  8/26/97 
Date  Analyzed  8/30/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


CHIN  1 


Micro  47787-01 

SINK  FAUCET 
FIRST  DRAW 


7.2 


1.0 


Client 


CHIN  2 


Micro  47787-02 

SINK  FAUCET 
FIRST  DRAW 


1 .2 


1.0 


Client 


CHIN  3 


Micro  47787-03 

DRINKING  FOUNTAIN 
FIRST  DRAW 


19.7 


1.0 


Client 


CHIN  4 


Micro  47787-04 

DRINKING  FOUNTAIN 
FIRST  DRAW 


10.0 


1.0 


Client 


CHIN  5 


Micro  47787-05 

MULTIPLE  DRINKING  FOUNTAIN 
FIRST  DRAW 


17.5 


1.0 


Technical  Supervisor:      ~f  y^-v.  8/31/97         Analyst:   £L 

Farid  Ramezanzadeh,  M.S. 

Y  \ 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  JOHN  YEHALL  CHIN  ES 

San  Francisco,  CA  94124 


Micro  Log  In    4  7  7  8  7 
Total  Samples  6 
Date  Sampled  8/22/97 
Date  Received  8/26/97 
Date  Analyzed  8/30/97 


Detection 


Client  Sample  ID 

Lead  Concentration 

Limit 

Comments 

(ppb) 

(ppb) 

Client 

CHIN  6 

Micro 

47787-06 

BLANK 

<  1.0 

1.0 

Technical  Supervisor:       1   ^  V"  Hj<^=  —  8/31/97  Analyst:   

Farid  Rameianz^aderi.^^S, 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


AL 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


fk\  Sequoia 
~  Analytical 


660  Ches&FKike  Drive  Redwood  City,  CA  94063      (650)364-9600         FAX  (650)  964-92? 3 

404  N.  W?«  Lane  Walnut  Creek,  CA  9459B       (5l0)  988-9600  FAX  (510]  988-9673 

SloSiriker  Avenue,  Suite  6     Sacrimento,  CA  95834  (916)  9219600  FAX  (916)  921-0100 


(  SFUSD 

1551  Newcomb  Ave.,  Rm  103 
£  San  Francisco.  CA  94124 

Attention:     Bruce  Giannini 


Client  Proj.  ID:  Chin  E.S- 
Lab  Proj  ID.  9710483 


.nimiliili:.;  ■  ■  -  ■  "Mumi.  :—  •  ■■•imi  ri==i.:.=^->iiuiu. 
SiiilllliliL'L".:  ■  Niniiiiiii;1'.;;    -    mac  :i:;;;;     ~ --*■?.  

Sampled-  1 0/01  /97  is 
Received;  10/09/97 
Analyzed:  see  below  jj| 


'•_'-0U|»ll|D£^^E-      '  ~»».«»  Mini., 

niiimilrti-'-— 7--=—  v-<  imu!.... 


Reported; 10/14/97 

■  sss-Seti.  His.--.    4i||||n»i.: 


LABORATORY  ANALYSIS 

Anatyte  Units  Date  Detection  Sample 

Analyzed  Limit  Results 


Lab  No;  9710483-01 

Sample  Desc  ;  LIQUID. Chin  E.S.  3-A 

Lead 

mg/L 

10/11/97 

0.0050 

0.010 

Lab  No:  9710483-02 

Sample  Desc  :  LIQUID, Chin  E.S,  3-B 

Lead 

mg/L 

10/11/97 

0.0050 

0.0060 

Lab  No:  9710483-03 

Sample  Desc  :  UQUID.Chin  E.S.  3-C 

Lead 

mg/L 

10/11/97 

0.0050 

0.015 

Lab  NO.  9710483-04 

Sample  Desc  LlOUID.Chin  E.S.  5-A 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710483-05 

Sample  Desc :  UQUID.Chin  E.S.  5-B 

Lead 

mg/L 

10/11/97 

0.0050 

0.0060 

Lab  No:  9710483-06 

Sample  Desc  :  LIQUID,Chin  E.S.  S-C 

Lead 

mg/L 

10/11/97 

0-0050 

N.D. 

Lab  No:  9710483-07 

Sample  Desc  ;  UQUID.Chin  E.S.  5-C  (duplicate) 

Lead 

mg/L 

10/11/97 

0.0050 

N.D 

zialytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

JEOUOIA  ANALYTICAL  ELAP#1210 


heila  Flynn 
roject  Manage 


Page. 


10/14/97    11:58         TX/RXN0.0298         P. 043 


4^  iO 


t*"  y-.         «  «  4  r\ 

Analytical 


680  Ch^ssrv^ikf  Drive 

404  N  Wgft  Lane 

819  Striker  Avenue  Stiitc  R 


Redwood  City  CA  94061 
Walnut  Creek,  CA  94598 
Sacr»mento,  Ca  ySS34 


(6501  364-9600 
(510)  988-9600 
(916;  921-9600 


FAX  (650)  364-9233 
FAX  (510)  988-9673 
FAX  (910J  921-0100 


;T::  /  j.' 4=  !i„:!:;;, 

f!  SFUSD 
1551  Newcomb  Ave.,  Rm.  103 
San  Francisco,  CA  94124 


Attention;      Bruce  Giannini 

•".:—==:-      ,.l.;:iiiiiiuimii':i::"   :..:.-::ss===r: 

!ili.i:is-':'T. 


Client  Proj.  ID:  Chin  E  S 
Lab  Proj.  ID.  9710483 


5lllIIi!!m 

Sampled:  10/01/97  ± 
Received:  10/09/97  |» 
Analyzed:  see  below  ii 

T- 

Reported:  10/14/97  if 


LABORATORY  ANALYSIS 


Analyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No.  9710463-08 

Sample  Desc  LIQLHD.Chin  E.S.  Blank 

Lead 


mg/L 


10/11/97 


0.0050 


N.D 


Anaiytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL    ELAP  #1210 


J. 


Sheila  Flynn 
Project  Manager 


Page: 


10/14/97    11:58         TX/RX  NO. 0298         P. 044 


Page  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4  9454 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4 

1551  Newcomb  Avenue,  Rm.  103  CHINATOWN  YOUTH  CENTER  Date  Sampled  10/9/9  7 

San  FranciSCO,  CA    94124  Date  Received  1  0/1  0/9  7 

Date  Analyzed  10/10/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
ROOM1 

1 

49454-01 

VUCET 
12 

5.9 

1.0 

Client 
Micro 

SINK  Ft 
ROOM  1 

2 

49454-02 

VUCET 
11 

1.8 

1.0 

Client 
Micro 

SINK  Ft 
ROOM1 

3 

49454-03 

VUCET 
09 

2.8 

1.0 

Client 
Micro 

SINK  F/ 
ROOM  2 

4 

49454-04 

VUCET 

07 

1 .6 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leatJsanalysis  >o  drifiKing  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1&3?^  Samptas_g>e  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


'"V         ^Pfllinifl  680  Chesapeake  Drive  Redwood  Gty,  CA  94063       (650)  364-9600         FAX  (650)  364-9233 

/    £ _J        OtV^ClVyia  404  N.  Wiaet  Lane  Walnut  Creek,  CA  94598       [510)  988-9600  FAX  (5  '0)  988-9675 


Analytical 


81?  5trik?r  Averse,  Su,ic  8     Sacramento,  CA  95834  (916)  9?! -9600  FAX  {9\6)  921-0100 


S!  SFUSD 
i  1551  Newcomb  Ave.,  Rm.  103 
I!!  San  Francisco,  CA  94124 

s 

1  Attention:     Bruce  Giannini 


Client  Proj.  ID: "  Chinese  Ed.  Center" 
Lab  Pro).  ID.  9708B86 


Sampled:  08/21/97  g 

Received:  08/22/97  ii 

Analyzed:  see  below  ;s 

■i-i-™  -  ■  '^?;aEil!l!llli)iiiiiiiiliiilllHUIllll 


LABORATORY  ANALYSIS 


Analyte  Units 

Date 
Analyzed 

Detection 
Umit 

Sample 
Results 

Lab  No:  9708B86-Q1 

Sample  Desc  :  LIQUID.Chinese  Ed.  Center- 1 

Lead  mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B86-02 

Sample  Desc  LIQUID.Chinese  Ed.  Center- 1  (DUP) 

Lead  mg/L 

08/27/97 

0.0050 

0-0054 

Lab  No:  970BB86-O3 

Sample  Desc  UQUID.Chinese  Ed.  Center-2 

Lead  mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B86-04 

Sample  Desc  ;  LIQUID.Chinese  Ed.  Center-3 

Lead  mg/L 

08/27/97 

0.0050 

0.012 

Lab  No:  9708B86-05 

Sample  Desc  :  LIQUID.Chinese  Ed-  Cerrter-4 

Lead  mg/L  08/27/97  0.O050  0.016  S 


Lab  No:  9708B86-06 

Sample  Desc  :  LIQUID.Chinese  Ed.  Center-5 

 Lead   mg/L  08/27/97  0.0050  0.0097 

Lab  NO.  9708B86-07 

Sample  Desc  :  LIQUID.Chinese  Ed.  Center-6 

Lead                                  mg/L  08/27/97  0.0050  0.0084 


Anaiytes  reported  as  N.  D  were  not  present  above  the  stated  limit  Of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


08/29/97    17:44         TX/RX  NO. 9320         P. 020 


ST\  Sequoia 
~  Analytical 


6S0  Ch«wp«slc«  Drive  Rcdwcujd  City,  CA  94063       (650)  364-9600  FAX  (650)  364-9233 

404  N.  bot  Walnui  Cn;ek,  CA  9459B       (S10J  988-9600  FAX  (5 10)  988-9673 

819  Striker  Avenue.  Suite  8     Sacramento,  CA  95834  (916)  921-9600  FAX  (9l6)  9JI-0IO0 


1551  Newcomb  Ave.,  Rm,  103 
San  Francisco,  CA  94124 


Attention: 

i*jr  I.::::::.  _:i 


Bruce  Glannlnl 


Client  Proj.  ID:  Chinese  Ed.  Center 
Lab  Proj.  ID:  9708B66 


iiruniinniiimSfflirrrnorii 
Sampled:  08/21/97  I!! 
Received:  08/22/97  £ 
Analyzed:  see  below 


55acea=j>i<e.g'^ii::.i.iiii!a<iBH!n» 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 

Limit 

Sample 
Results 

Lab  No:  9708B86-08 

Sample  Desc  :  UQUID.Chinese  Ed.  Center-7 

Lead 

mg/L 

08/27/97 

0.0050 

0.0052 

Lab  No:  9708B86-09 

Sample  Desc  :  UQUID.Chinese  Ed.  Center-8 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708B86-10 

Sample  Desc  ;  LIQUID, Chinese  Ed.  Center-9 

Lead 

mg/L 

08/26/97 

0.0050 

0.0079 

Lab  No:         9708B86-1 1 

Sample  Desc  :  UQUID.Chinese  Ed.  Center-10 

Lead 

mg/L 

08/28/97 

0.0050 

0.013 

Lab  No:  970BB86-12 
Sample  Desc  :  LIQUID, BL-(Blank) 

Lead 

mg/L 

08/28/97 

0.0050 

V 

N.D. 

<natytos  reported  as  N.D.  were  not  present  above  the  elated  limit  of  detection. 

SEQUOIA  ANALYTICAL  •  ELAP#1210 


08/29/97  17:44 


TX/RX  NO. 9320  P. 021 


QfirillAia  680  Chesapeake  Drive  Redwood  City  CA  94063       (650)364-9600  FAX  (650)  364-9233 

4  1  404  N  Wiget  Ume  Walnut  Creek,  CA  94598       (5 1 0)  986-9600  FAX  (5 10}  988-967J 

y^j^,jjy^£,j|  819  Striker  Avenue,  SvKc  *     Sacramento.  CA  95834  (916)  921-9600  FAX  (91 6)  921 -OlOD 


ICS""" ni*-t  **~&m***t#**   iii::Miliiiliniiiir 

1 SFUSD 

?•  1551  Nevvcomb  Ave.,  Rm.  103 
jji  San  Francisco,  CA  94124 

ill  Attention:     Bruce  Giannini 


Client  Proj  ID-  Chinese  EdTQrT 
LabProj.  ID:  9710491 


Sampled:  10/04/97 

Received:  10/09/97  | 

Analyzed:  see  below  | 

Reported:  10/14/97  i 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No.  9710491-01 
Sample  Desc  :  LIQUJD.CEC  3-A 

Lead 

mg/L 

10/11/97 

0.0050 

o.ooeo 

Lab  No:  9710491-02 
Sample  Desc  :  LIQUID, CEC  3-B 

Lead 

mg/L 

10/11/97 

0  0050 

0.0090 

Lab  No.  9710491-03 
Sample  Desc  :  LIQUID,CEC  3-C 

Lead 

mg/L 

10/11/97 

0.0050 

0.016 

Lab  No.  9710491-04 
Sample  Desc  .  LIQUID, CEC  4-A 

Lead 

mg/L 

10/11/97 

0.0050 

0.010 

Lab  No:  9710491-05 
Sample  Desc  UQUlD.CEC  4-B 

Lead 

mg/L 

10/11/97 

0.0050 

0.016 

Lab  No:  9710491-06 
SampJeDesc  :  LIQUJD,CEC  4-C 

Lead 

mg/L 

10/11/97 

0.0050 

0.020 

Lab  No:  9710491-07 
Sample  Desc  ;  LIQUID.CEC  10-A 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Anaiytes  reported  a$  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL     ELAP  #1210 


Sheila  Flynn 
Project  Manager 


Page: 


10/14/97    11:58         TX/RX  NO. 0298         P. 021 


Jr  7 SPnilOiS  fitfO  Ch«»peake  Drive  Redwood  Ciiy  CA  94063       (650)  3S4-96O0  FAX  (650)  364-9233 

f  Jt4  404  N  W.get  Lane  Wjlnut  Creek,  CA  94598       (5)0)  988-9600  FAX  (510)  988-9673 


Analytical 


819  Striker  Avenue,  Suite  8     Sacramento,  CA  95834  (9H>)  921-9600  FAX  (916)  92  )  OIOO 


r,in;,....j*i  ifc.Di.irirntm  m.iirimnmmHmttiiniiimmi|i|ii;i;;;;;iH.;;;;i,i;.i, 

I  SFUSD 

,  1551  Newcomb  Ave..  Rm,  103 
San  Francisco,  CA  94124 

;  Attention.     Bruce  Giannini 

tiiieinnrcflnniiiiuiiiiiiiiMiiiu  »>  inn.Mi!i3;.i.ji.>.jii,i.v.ii.'-  r 


";?-:h.=rrr.!i;:rri=:S=!=r:L;:_   ■:  :i  •  !!'ril'IIHHIUIIHIIl|ll|ll|l|i.(t.,rl|hi7,SSi 

:  ^  -  - : r. . . , i  ;i  M 1 1 1  n  1 1  nil!  'V    \     :  •••2=.=ES 

Client  Proj.  ID.  Chinese  Ed  Ctr. 
Lab  Proj.  ID:  9710491 


sisiataiinniimiiuiunuiiiaiiiii 


■:"ii:ii'iiiiiiiiiiiiiii'!iiini' 


^eiwai>iiii;.iii,*inrili'Ji:i;;i;:; 


Sampiecf:  10/04/97 
Received:  10/09/97 
Analyzed:  see  below 

ill 

Reported:  10/14/97 


LABORATORY  ANALYSIS 


Analyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No  9710491-08 
Sample  Desc  .  LlOUID.CEC  tO-B 

Lead 


mg/L 


10/11/97 


00050 


N  D. 


Lab  No:  9710491-09 
Sample  Desc  :  LIQUID.CEC  10-C 

Lead 


mg/L 


10/11/97 


0.0050 


0.019 


Lab  No  9710491-10 

Sample  Desc  LIQUID.CEC  10-C  (duplicate) 

Lead 


mg/L 


10/11/97 


0.0050 


0.017 


Lab  No:  9710491-11 
Sample  Desc  :  LIQUID.CEC  Blank 


Lead 


mg/L 


10/11/97 


0.0050 


N.D. 


Vialyt«9  reported  as  N.D.  were  noi  present  above  the  stated  limit  of  detection, 


SEQUOIA  ANALYTICAL  ELAP#1210 


Page:  'd 


10/14/97  11:58 


TX/RX  NO. 0298  P. 022 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4760  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3  0 

1551  Newcomb  Avenue,  Rm.  103  CLARENDON  ES  #478  Date  Sampled  8/17/97 

San  Francisco,  CA    94124  Date  Received  8/21/97 

Date  Analyzed  8/21/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(PPb) 

Comments 

Client 

478-1 

Micro  47608-01 
SINK  FAUCET 

1ST  FLOOR  -  RM  124  -  KITCHEN 
FIRST  DRAW 

<      1  .0 

1.0 

Client 

478-2 

Micro  47608-02 
SINK  FAUCET 

1ST  FLOOR  -  RM  124  -  KITCHEN 
FIRST  DRAW 

1.5 

1.0 

Client 

478-3 

Micro  47608-03 

DRINKING  FOUNTAIN 
1ST  FLOOR -C92 
FIRST  DRAW 

12.1 

1.0 

Client 

478-4 

Micro  47608-04 
SINK  FAUCET 

1ST  FLOOR  -  RM  106  -  NURSE  OFFICE 
FIRST  DRAW 

2.6 

1.0 

Client 

478-5 

Micro  47608-05 

DRINKING  FOUNTAIN 
1ST  FLOOR -C91 
FIRST  DRAW 

1 .0 

1.0 

Technical  Supervisor:    1      —  ^tT"^,^"   —        9/7/97  Analyst:  

Farid  RamezBnzacfeti,  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for^lead-analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  CLARENDON  ES  #478 

San  Francisco,  CA  94124 


Micro  Log  In     4  7  6  0  8 
Total  Samples  30 
Date  Sampled  8/17/9  7 
Date  Received  8/21/97 
Date  Analyzed  8/21/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

478-6 

Micro 

47608-06 

1.0 

SINK  DRINKING  FOUNTAIN 
1ST  FLOOR -RM  103 
FIRST  DRAW 

2.9 

Client 

478-7 

Micro 

47608-07 

1.1 

1.0 

SINK  DRINKING  FOUNTAIN 
1ST  FLOOR -RM  102 
FIRST  DRAW 

Client 

478-8 

Micro 

47608-08 

1.0 

SINK  DRINKING  FOUNTAIN 
1ST  FLOOR  -  RM  105 
FIRST  DRAW 

3.7 

Client 

478-9 

Micro 

47608-09 

1.0 

SINK  DRINKING  FOUNTAIN 
1ST  FLOOR -RM  107 
FIRST  DRAW 

4.7 

Client 

478-10 

Micro 

47608-10 

1 .2 

1.0 

SINK  DRINKING  FOUNTAIN 
1ST  FLOOR -RM  109 
FIRST  DRAW 

Technical  Supervisor   sf^7g^t'< — --^"9/7/97  Analyst:  

Farid  RamezanzaaehTM^ 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  a^tafys^sTrTdrlriking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47608 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  30 

1551  Newcomb  Avenue,  Rm.  103  CLARENDON  ES  #478  Date  Sampled  8/17/97 

San  FranciSCO,  CA    94124  Date  Received  8/21/97 

Date  Analyzed  8/21/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(PPb) 


Comments 


Client 
Micro 

SINK  Dl 
1ST  FU 
FIRST  C 

478-11 

<       1  .0 

1.0 

47608-11 

LINKING  FOUNTAIN 

XDR-RM110 

)RAW 

Client 

478-12 

<  1.0 

1.0 

Micro  47608-12 

SINK  DRINKING  FOUNTAIN 
1ST  FLOOR  -  RM  116 
FIRST  DRAW 

Client 

478-13 

<       1  .0 

1.0 

Micro  47608-13 

SINK  DRINKING  FOUNTAIN 
BASEMENT -RM  001 
FIRST  DRAW 

Client 

478-14 

1.8 

1.0 

Micro  47608-14 

SINK  DRINKING  FOUNTAIN 
BASEMENT  -  RM  003 
FIRST  DRAW 

Client 

478-15 

<       1  .0 

1.0 

Micro  47608-15 

SINK  DRINKING  FOUNTAIN 
BASEMENT  •  RM  005 
FIRST  DRAW 

3  f  (L^ 

Technical  finpprvisnr  3JSi£ — y^T^C  9/7/97   Analyst:   !2L 

Farid  Ramezaf^adehTM-S. 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacTanalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  CLARENDON  ES  #478 

San  Francisco,  CA  94124 


Micro  Log  In    4  7  6  0  8 
Total  Samples  30 
Date  Sampled  8/17/97 
Date  Received  8/21/97 
Date  Analyzed  8/21/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


478-1 6 


Micro  47608-16 

DRINKING  FOUNTAIN 
BASEMENT  -  RM  005 
FIRST  DRAW 


Client 


478-17 


Micro  47608-17 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  -  OUTSIDE  NEXT  TO  S80 
FIRST  DRAW 


1  .0 


1.6 


1.0 


1.0 


Client 


478-1  8 


Micro  47608-18 

SINK  DRINKING  FOUNTAIN 
2ND  FLOOR  •  RM  203 
FIRST  DRAW 


1 .2 


1.0 


Client 


478-19 


Micro  47608-19 

SINK  DRINKING  FOUNTAIN 
2ND  FLOOR  -  RM  205 
FIRST  DRAW 


2.1 


1.0 


Client 


478-20 


Micro  47608-20 

SINK  DRINKING  FOUNTAIN 
2ND  FLOOR  -  RM  207 
FIRST  DRAW 


1.0 


1.0 


Technical  Supervisor: 


Analyst: 


FR 


Farid  RatndxanzadetvM.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysisHri  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  CLARENDON  ES  #478 

San  Francisco,  CA  94124 


Micro  Log  In     4  7  6  0  8 
Total  Samples  30 
Date  Sampled  8/17/97 
Date  Received  8/21/97 
Date  Analyzed  8/21/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 
Micro 

SINK  D 
2ND  FL 
FIRST  I 

478-21 

<      1 .0 

1.0 

47608-21 

LINKING  FOUNTAIN 
DOR  -  RM  209 
)RAW 

Client 

478-22 

<  1.0 

1.0 

Micro  47608-22 

SINK  DRINKING  FOUNTAIN 
2ND  FLOOR  •  RM  214 
FIRST  DRAW 

Client 

478-23 

<  1.0 

1.0 

Micro  47608-23 

SINK  DRINKING  FOUNTAIN 
2ND  FLOOR  •  RM  206 
FIRST  DRAW 

Client 

478-24 

<      1 .0 

1.0 

Micro  47608-24 

SINK  DRINKING  FOUNTAIN 
2ND  FLOOR  -  RM  204 
FIRST  DRAW 

Client 

478-25 

1.1 

1.0 

Micro  47608-25 

DRINKING  FOUNTAIN 
2ND  FLOOR  -  C80 
FIRST  DRAW 

Technical  Supervisor  7   -g^pg^L  ^/6/97  Analyst:  

Farid  Rameza7iiacjBr^r5kS. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47608 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  30 

1551  Newcomb  Avenue,  Rm.  103  CLARENDON  ES  #478  DateSampied  8/17/97 

San  FranciSCO,  CA    94124  Date  Received  8/21/97 

Date  Analyzed  8/21/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

478-26 

Micro 

47608-26 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
1ST  FLOOR  •  OUTSIDE  BLDG  &  T52 
FIRST  DRAW 

2.6 

Client 

478-27 

Micro 

47608-27 

4.2 

1.0 

SINK  DRINKING  FOUNTAIN 
BUNGALOW  CLASSROOM 
FIRST  DRAW 

Client 

478-28 

Micro 

47608-28 

1.0 

SINK  DRINKING  FOUNTAIN 
BUNGALOW  CLASSROOM 
FIRST  DRAW 

9.7 

Client 

478-29 

Micro 

BLANK 

47608-29 

<      1 .0 

1.0 

Client 

478-30 

Micro  47608-30 

DRINKING  FOUNTAIN 
ROOM  102 
FIRST  DRAW 

20.5 

1.0 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653  0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7  844 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  5 

1551  Newcomb  Avenue,  Rm.  103  CLEVELAND  ES  Date  Sampled  8/22/97 

San  Francisco,  CA   94124  n.  □    -■  ^  Olno,n^ 

Date  Received  8/26/97 

Date  Analyzed  8/31/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppD)  (ppD) 


Client  |  1 

Micro  47844-01 

SINK  FAUCET 
BASEMENT  GIRLS'  RM. 

<  1.0 

1.0 

Client 

Micro 

WATER 
BASEM 

2 

47844-02 

FAUCET 
ENT  WF  (LEFT) 

<  1.0 

1.0 

Client 

Micro 

WATER 
BASEM 

3 

47844-03 

FAUCET 
ENT  WF  (RIGHT) 

<      1 .0 

1.0 

Client 
Micro 

SINK  Ft 
BASEM 

4 

47844-04 
VUCET 

ENT  BOYS'  RM. 

<      1 .0 

1.0 

Client 
Micro 

WATER 
105A 

5 

47844-05 
FAUCET 

<      1 .0 

1.0 

Technical  Supervisor: 


376/97 


nzaden>M.S. 


Analyst: 


FR 


Farid 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  Tead-arralysfein  -drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CLEVELAND  ES 


Micro  Log  In    4  7  8  44 
Total  Samples  2  5 
Date  Sampled  8/2  2/9  7 
Date  Received  8/26/97 
Date  Analyzed  8/31/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

WATER 
10BA 

6 

47844-06 
FAUCET 

<      1 .0 

1.0 

Client 
Micro 

DRINKI 
1ST  FL. 

7 

47844-07 

<4G  FOUNTAIN 
C90  (HALL) 

<      1 .0 

1.0 

Client  j  8 

Micro  47844-08 

WATER  FAUCET 
OFFICE  R.  R. 

<  1.0 

1.0 

Client 
Micro 

WATER 
PRINCIF 

9 

47844-09 

FAUCET 
>AL  R.  R. 

<      1 .0 

1.0 

Client 
Micro 

BLANK 

1  0 

47844-10 

<      1 .0 

1.0 

Technical  fiupprvisnr     '/  &~ — y^--— ^/o^c.  9/6/97  Analyst:   !!L 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    47  844 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  5 

1551  Newcomb  Avenue,  Rm.  103  CLEVELAND  ES  Date  Sampled  8/22/97 

San  Francisco,  CA    94124  Date  Received  8/26/97 

Date  Analyzed  8/31/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

1  1 

<       1  .0 

1.0 

Micro   47844-1 1 

SINK  FAUCET 

1ST  FLOOR  HALL  R.R. 

Client 

1  2 

<  1.0 

1.0 

Micro 

21  OA 

47844-12 

Client 

1  3 

<       1  .0 

1.0 

Micro  47844-13 

WATER  FAUCET 
FACULTY  LUNCH  RM. 

Client 

1  4 

<       1  .0 

1.0 

Micro  47844-14 

SINK  FAUCET 
211 A 

Client 

1  5 

<      1 .0 

1.0 

Micro  47844-15 

SINK  FAUCET 
212A 

Technical  Supervisor:     £.  — ^x^~~       9/6/97  Analyst:   ?21 

Farid  Ramez^rKadehTMrS^ 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7  844 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  2  5 

1551  Newcomb  Avenue,  Rm.  103  CLEVELAND  ES  Date  sampled  8/2  2/9  7 

San  Francisco,  CA    94124  Date  Received  8/26/97 

Date  Analyzed  8/31/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
214A 

1  6 

47844-16 
VUCET 

<      1 .0 

1.0 

Client 
Micro 

SINK  Ft 
21SA 

1  7 

47844-17 
VUCET 

<  1.0 

1.0 

Client 
Micro 

DRINKII 
SECON 
C90HA 

1  8 

47844-18 
MG  FOUNTAIN 

0  FLOOR  DRINKING  FOUNTAIN 
LL 

<      1 .0 

1.0 

Client  |                    1  9 

Micro  47844-19 

WATER  FAUCET 
B03A 

<      1 .0 

1.0 

Client 
Micro 

BLANK 

20 

47844-20 

<  1.0 

1.0 

Technical  Supervisor:     ^  ^--y^- — —  9/6/97  Analyst:  

Farid  RamezanzadelirM^. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  Se'&d  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  tor  the  Examination  of  Water  and  Wastewater.  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  5 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4  78  44 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  5 

1551  Newcomb  Avenue,  Rm.  103  CLEVELAND  ES  Date  Sampled  8/22/97 

San  Francisco,  CA  94124  _  ,  _    .    .  olnDln^ 

Date  Received  8/26/97 
Date  Analyzed  8/31/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

97-W00753-5 

18.5 

1.0 

Micro  47844-21 
SPIKED  SAMPLE 

Client 
Micro 

DRINKI 
B01A 

22 

<       1  .0 

1.0 

47844-22 
MG  FOUNTAIN 

Client 

23 

3.4 

1.0 

Micro  47844-23 

SINK  FAUCET 
B01A 

Client 

24 

<      1 .0 

1.0 

Micro  47844-24 

MULTIPLE  DRINKING  FOUNTAIN 

LEFT  SIDE  MULTIPLE  DRINKING  FOUNTAIN 

YARD 

Client 

25 

5.7 

1.0 

Micro  47844-25 

MULTIPLE  DRINKING  FOUNTAIN 

RIGHT  SIDE  MULTIPLE  DRINKING  FOUNTAIN 

YARD 

~7  //    .  Q 

Technical  Supprvisnr       7  '  C  X'^L  9/7/97  Analyst:   11.  

Farid  Ramezanzadeh,  NfcS^ 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  iVdrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  pan's  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


L"X  SPniiniPl  680  Chesapeake  Drive  Redwood  Crv,  CA  94063       (050)  364-9600  FAX  (650)  364-9155 

{     &  _\        JtljUUia  404  N  Wiget  L»n«  Walnut  Cresk,  CA  94598       (510)988.9600  FAX  (510)  988-9673 


Analytical 


$  1 9  Stnk«r  Av«nu»,  Su.t«  ft     Sicrimenro,  CA  9S934  (916)   921-9600  FAX  (9l6)  95 i-OlOO 


S  SFUSD  Client  Proj-  ID:  Cobb 

1 1551  NewcombAve..  Rm.  103 

j  San  Francisco,  CA  94124  Lab  Proj  ID:  9708DOO 


Attention:      Bruce  Giannini 

-  vr-i^xL  jtii'Q^  iiuQjnfluuflciaii 

.   ■  .»_  i?«-!>-^i»ay«ai'am'MTi:ii;ili:il  IWIIM 


Sampled:  08/24/97  Jj 
Received:  09/25/97  1 
Analyzed:  see  below  i 


Reported:  08/29/97 


HIIIIU(I|(II{ 
llllli 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Umit 

Sample 
Results 

Lab  No:  9708D00-01 
Sample  Desc  .  LIQUID, Cobb  i 

Lead 

mg/L 

06/28/97 

00050 

N.D. 

Lab  No:  9708DOO-02 

Sample  Desc  :  LIOUlD.Cobb  1  Duplicate 

Lead 

mo/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D00-03 
Sample  Desc  :  LIOUlD.Cobb  2 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D00-O4 
Sample  Desc  :  LIQUID, Cobb  3 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D0O-05 
Sample  Desc  :  LIQUID, Cobb  4 

Lead 

mg/L 

08/28/97 

0  0050 

N.D. 

Lab  No:  9708DOO-06 
Sample  Desc  :  UQUID,Cobb  5 

Lead 

mg/L 

08/28/97 

0.0050 

N.D 

Lab  NO;  9708D00-07 

Sample  Desc  .  LIQUID,Cobb  6  Blank 

Lead 

mg/L 

08/28/97 

0.0050 

N.D 

Analytss  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Rynn 
Project  Manager 


08/29/97     17:44         TX/RX  NO. 9320  P. 013 


^^^^V         Spminia  680  Chrwf-r^c  Drive  Redwood  Citv  CA  94063       (650)  364-9600  FAX  (6S0)  364-9133 

fA    A        JC^UUia  404  N.  WigW  Uoe  Walnut  Creek,  CA  94598       (5l0;  988-9600         FAX  (5 10)  998-9673 


Analytical 


8  19  Striker  Avenue,  Su.re  8     Sacramento,  CA  9583-4  (916)  921-9600  FAX  (91 6;  92 1  -0 100 


mm*  .   -  -     •  r-rg-gBSS^^  » 

SFUSD  Client  Proj.  ID:    Cobb  Sampled- 08/24/97  jjj 

III  1551  Newcomb  Ave..  Rm .103  Received:  08/25/97  | 

1  San  Francisco,  CA  94124  Lab  Proj.  ID.  9708DOO  Analyzed:  see  below  g 

i  i 

|  Attention:     Bruce  Glannlnl  Reported:  08/29/97  Si 

!T^'''HT^iijriiiUl]uiiiiiiiaMiMuiiflBiiin:!!!:i::':r.j.:::r.3;!H£ .sE!.-.!=£i==EX^:-  •  ... 


LABORATORY  ANALYSIS 

Analyte  Units  Date  Detection  Sample 

Analyzed  Limit  Results 


Lab  No: 
Sample  Desc 


9706DOO-08 
UQUID.Cobb  7 


Lead 


mg/L 


08/28/97 


0.0050 


0.011 


Analyses  reported  as  N.D.  wete  not  present  above  the  stated  limit  Qt  detection. 


SEQUOIA  ANALYTICAL  ELAP#1210 


Page: 


08/29/97  17:44 


TX/RX  NO. 9320  P. 01 4 


Page  1 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

Micro  Log  In     4  9  2  9  0 
Total  Samples  3 
Date  Sampled  10/2/97 
Date  Received  10/7/97 
Date  Analyzed  10/7/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

8 

Micro 

49290-01 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 

OUTSIDE 

FIRST  DRAW 

2.3 

Client 

9 

Micro 

49290-02 

<      1 .0 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 

OUTSIDE 

FIRST  DRAW 

Client 

1  0B 

Micro 

BLANK 

49290-03 

<     1 .0 

1.0 

1063  PROJECT: 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  COBB  CC 
San  Francisco,  CA  94124 


Technical  Supervisor: 


10/12/97 


Analyst: 


FR 


zade 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for>»adatoalysis>t-e^»nl«ng  water  by  the  California  Department  ol  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7  743 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  8 

1551  Newcomb  Avenue,  Rm.  103  COOPER  CC  Date  Sampled  8/21/97 

San  Francisco,  CA   94124  n  ,  D    .    .  olnBln* 

Date  Received  8/25/97 

Date  Analyzed  9/1/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 

1 

Micro  47743-01 
SINK  FAUCET 

1ST  FLOOR  -  WEST  CLASSROOM 
FIRST  DRAW 

< 

1 .0 

1.0 

Client 

2 

Micro  47743-02 
SINK  FAUCET 

1ST  FLOOR  -  EAST  CLASSROOM  CLOSET 
FIRST  DRAW 

< 

1.0 

1.0 

Client 

3 

Micro  47743-03 
SINK  FAUCET 

2ND  FLOOR  -  EAST  CLASSROOM 
FIRST  DRAW 

4.8 

1.0 

Client 

4 

Micro  47743-04 
SINK  FAUCET 

2ND  FLOOR  •  WEST  SIDE  CLASSROOM 

9.5 

1.0 

FIRST  DRAW 

Client 

5 

Micro  47743-05 
SINK  FAUCET 

2ND  FLOOR  -  WEST  SIDE  KITCHEN 
FIRST  DRAW 

1 .4 

1.0 

Technical  Supervisor:    ~^  ^  1  r  ■ — ^Jb^_ — -  9/?/97  Analyst:   £L  

Farid  Ramezai^adelvM^S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  dnhking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037l_  Jsamplevare  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    47  7  43 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  8 

1551  Newcomb  Avenue,  Rm.  103  COOPER  CC  DateSampied  8/21/97 

San  FranciSCO,  CA    94124  Date  Received  8/25/97 

Date  Analyzed  9/1/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
2ND  FL 
FIRST  C 

6 

47743-06 
VUCET 

DOR  •  MIDDLE  CLASSROOM 
•RAW 

2.8 

1.0 

Client 
Micro 

BLANK 

7 

47743-07 

<  1.0 

1.0 

Client 
Micro 

SPIKED 

8 

47743-08 

46.6 

1.0 

n  0 

Technical  Supervisor:    □  *-*c  ^.f " —  9/1/97  Analyst:   

Farid  Rarqezanzadeh,  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater.  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


loia 


/T\  Sequ( 

Analytical 


6B0  Chesapeake  Drive  Redwood  City,  CA  94063       (650)  364-9600  FAX  (650)  364-9233 

404  N  Vflget  Lane  Walnut  Creek,  CA  9459B       (510)  9«8-9600         FAX  (510)  988-9673 

$19  Striker  Avenue.  Suite  t    Sacramento,  CA  95834  (916)931-9600  FAX  (916)  921-0100 


iu  nBMmdlti,,   =■  i  iiwhwmiiii  . .        ...  .  . ...  .   . 

1  SFUSD  Client  Proj.  ID:    Site  #1550  Evans  St. 

{ 1551  NewcombAve.,  Rm.  103 

!  San  Francisco,  CA  94124  Lab  Proj.  ID:  9708B58 

I 

I  Attention:     Bruce  Glannlni 


Sampled 
Received 
Analyzed 


08/17/97  g 
08/22/97  g 
see  below  1 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 

Detection 

1  Im  it 

Sample 
Results 

Lab  No:  9708B58-01 
Sample  Desc :  UQUID,1550-1 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  9708B58-02 
Sample  Desc  :  LIQUID. 1550-1  Dup 

"v 

N.D 

Lead 

mg/L 

08/25/97 

0.0050 

Lab  No:  9708B5cM)3 
Sample  Desc  :  LIQUID,  1550-2 

Lead 

mg/L 

08/25/97 

0-0050 

N.D. 

Lab  No.  9708B58-04 
Sample  Desc  :  LIQUID,  1550-3 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  9708B58-05 

Sample  Desc  :  LIQUID.1550-4  (Blank) 

/ 

N.D. 

Lead 

mg/L 

08/26/97 

0-0050 

Lab  No:  9708B58-06 
Sample  Desc :  UQUID,iS50-5 

Lead 

mg/L 

08/26/97 

0.0050 

0.026 

Anarytes  reported  as  N.D.  were  not  present  above  the  elated  llmtt  of  detection. 


SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Rynn 
Project  Manager 


Page: 


08/27/97    11:23         TX/RX  NO. 9237         P. 022 


a* 


;7   4: 35FV  NO.  5294     F.  2=-'44 

Sequoia 
Analytical 


680  Chospeike  Drive  Redwood  Qty,  CA  94063      (650)  364-9600         FAX  (650)  364-9233 

404  N.  Wiget  Lane  Walnut  Cirek,  CA  9459S       (510)  988-9600  FAX  (J  10)  988-9673 

819  Striker  Avenue,  Suite  8     Sacramento,  CA  95834  (916)  911-9600  FAX  (916)  921-0100 


'L'.-k-r-^ii'^^ti^i^amitfinfflrui^Huiiuuiiiiiii^iiuiiuM^^^aa;^-!.::- 


|  SFUSD 
hi  1551  Newcomb  Ave.,  Rm.  103 
|  San  Francisco,  CA  94124 


aient  ProJ.  ID:  1 1 95  Hudson,  Site  #641 
Lab  Proj.  ID:  9708B69 


I  Attention^ 


Bruce  Giannini 


Sampled:  08/17/97 
Received:  08/22/97 
Analyzed:  see  below  | 

Reported:  08/27/97 

'""■""Omiii;!-         '  — ' — — 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Umit 

Sample 
Results 

Lab  No:  9708B69-01 
Sample  Desc :  LJQUID,641-1 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B69-02 
Sample  Desc  :  UOUID,641-1  (DUP) 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  NO  9708B69-03 
Sample  Desc :  UQUID,641«2 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B69-04 
Sample  Desc :  UQUID,64i-3 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Ub  No:  9708B69-05 
Sample  Desc :  UQlMD,641-4 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B69-06 
Sample  Desc :  UQUID,64l-5 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No"  9708B69-07 
Sample  Desc :  UQUID,641-6 

Lead 

mg/L 

08/26/97 

0.0050 

N.D, 

Analytes  reported  as  N.D.  wore  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 





OP,  /97  /07     17-07  TY/RY  Nn.Q?4fl  P.02B 


SC.  5294  F. 


'LI 


/Jk\    Se  loia 
^  ^  An  tical 


660  Chesapeake  Drive 

404  N.  W«et  L»r* 

619  Striker  Avenue.  Suite  8 


Redwood  Dry,  CA  9*063 
W»lnut  Creek,  CA  94598 
Sacramento.  CA  95834 


(650)  364-9600 
(510)  9BB-9600 
(9)6)  921-9600 


FAX  (650)  364-9233 
FAX  (510)  988-9673 
FAX  (916)  921-0100 


iHiiiiiiiimniiininiininiM* 

i  SFUSD 

1 1551  Newcomb  Ave.,  Rm.  103 
S  San  Francisco,  CA  94124 


^jgj^iinuiiiiiiiiiiiiiiiiiios 


 *=jj«BmBiiniii  miiliiiiiini^1  


Client  Proj.  ID:  1 195  Hudson.  Site  #641 
Lab  ProJ.  ID.  9708B69 


I  Attention: 

KmniiiMiiiiunnaBM 

iK.iiii.iiiiin — iitr 


Bruce  Gianninf 

mawmriitif-'iL.,1  - 


•  ■".  ,-:ii-i.-.:aii^iiIIB.!tl 


Hwimimuinii 
Sampled:  OQ/17/97  | 
Received:  08/22/97  I 
Analyzed:  see  below  j| 

ted:  06/27/97  1 

HHUIIIBIHBmfeS  '  *'l 


LABORATORY  ANALYSIS 


Anatyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708669-06 
Sample  Desc :  UQUID,641-7 

Lead 

mg/L 

08/26/97 

0.0050 

0-052 

Lab  No:  9708B69-09 
Sample  Desc :  LIQUID.641-8 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B69-10 

Sampie  Desc  UQUlD.641-9  (Blank) 

Lead 

mg/L 

08/26/97 

0-0050 

N.D. 

Lab  No:         9708B69-1 1 
Sample  Desc :  LIQUID.641-10 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B69-12 
Sample  Desc :  LIQUID,641-1 1 

Lead 

mg/L 

08/26/97 

0.0050 

0.018 

Vialytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
'roject  Manager 


Pag« 


08/27/97  17:27 


TX/RX  NO. 9248         P. 029 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In     4  8006 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4 

1551  Newcomb  Avenue,  Rm.  103  GLORIA  DAVIS  Date  Sampled  8/29/97 

San  FranciSCO,  CA    94124  Date  Received  8/30/97 


Date  Analyzed  8/30/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

641-7A 

3.8 

1.0 

Micro  48006-01 

DRINKING  FOUNTAIN 
FIRST  FLOOR  CORRIDOR  C91 
ADJ. TO  ROOM  114 
FIRST  DRAW 

Client 

641-7B 

3.9 

1.0 

Micro  48006-02 

DRINKING  FOUNTAIN 
FIRST  FLOOR  CORRIDOR  C91 
ADJ.  TO  ROOM  114 
SECOND  DRAW 

Client 

BLANK 

<      1 .0 

1.0 

Micro 

BLANK 

48006-03 

Client 

641-7C 

1  5.4 

1.0 

Micro  48006-04 

DRINKING  FOUNTAIN 
FIRST  FLOOR  CORRIDOR 
ADJ.  TO  ROOM  114 

FIRST  DRAW 

Technical  Supervisor:  i  L.  A---^~-v  — j  9/7/97  Analyst:  AL 

Iflarrt 


Farid  Ramezariza 

Micro  Analytical  Laboratories,  Inc.  is  accredited  foflead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7421 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  4 

1551  Newcomb  Avenue,  Rm.  103  WILLIAM  DE  AVILA  ES  DateSampied  8/15/97 

San  FranciSCO,  CA    94124  Date  Received  8/1  5/9  7 

Date  Analyzed  8/20/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

1 

<       1  .0 

1.0 

Micro 

BLANK 

47421-01 

Client 

2 

6.1 

1.0 

Micro  47421-02 

DRINKING  FOUNTAIN 
FIRST  FLOOR  LIBRARY 
FIRST  DRAW 

Client 

3 

5.2 

1.0 

Micro  47421-03 

DRINKING  FOUNTAIN 

SECOND  FLOOR  OUTSIDE  RM.  209 

FIRST  DRAW 

Client 

4 

<      1 .0 

1.0 

Micro  47421-04 

DRINKING  FOUNTAIN 
STREET  LEVEL  (WALLER  ST) 
PLAYGROUND  (EAST) 
FIRST  DRAW 

Client 

5 

<  1.0 

1.0 

Micro  47421-05 
DRINKING  FOUNTAIN 

STREET  LEVEL  (WALLER  ST)  PLAYGROUND 
FIRST  DRAW 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  foNead  ajDalysisTn-drihking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  pan's  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT: 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  WILLIAM  DE  AVILA  ES 

San  Francisco,  CA  94124 


Micro  Log  In    4  7  4  21 
Total  Samples  1  4 
Date  Sampled  8/15/97 
Date  Received  8/15/97 
Date  Analyzed  8/2  0/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

6 

3.4 

1.0 

I 

Micro  47421-06 

MULTIPLE  DRINKING  FOUNTAIN 

FIRST  FLOOR  LEVEL  PLAYGROUND  (WEST) 

FIRST  DRAW 

Client 

7 

<  1.0 

1.0 

Micro  47421-07 

MULTIPLE  DRINKING  FOUNTAIN 

FIRST  FLOOR  LEVEL  PLAYGROUND  (WEST) 

FIRST  DRAW 

Client 

8 

<      1 .0 

1.0 

Micro  47421-08 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  LEVEL  -  NORTH  SIDE 
FIRST  DRAW 

Client 

9 

12.5 

1.0 

Micro  47421-09 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  LEVEL  EAST  SIDE 
FIRST  DRAW 

Client 

1  0 

2.5 

1.0 

Micro  47421-10 

DRINKING  FOUNTAIN 

FIRST  FLOOR  LEVEL  NEXT  TO  LADIES' 

BATHROOM 

FIRST  DRAW 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  foflead~analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  WILLIAM  DE  AVILA  ES 

San  Francisco,  CA  94124 


Micro  Log  In    4  7  4  21 
Total  Samples  1  4 
Date  Sampled  8/15/97 
Date  Received  8/15/97 
Date  Analyzed  8/20/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

1 1 

Micro  47421-11 
SINK  FAUCET 

FIRST  FLOOR  SINK  IN  LIBRARY  OFFICE 
FIRST  DRAW 

4.8 

1.0 

Client 

1  2 

Micro 

47421-12 

10.1 

1.0 

i 

DRINKING  FOUNTAIN 
3RD  FLOOR  LEVEL  BETWEEN 
RM.  310  AND  309 
FIRST  DRAW 

Client 

1  3 

Micro 

47421-13 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 

FIRST  LEVEL  PLAYGROUND  -  EAST  SIDE 

FIRST  DRAW 

2.4 

Client 

1  4 

Micro 

47421-14 

1 1 .4 

1.0 

DRINKING  FOUNTAIN 

3RD  FLOOR  LEVEL  HALLWAY 

FIRST  DRAW 

Technical  Supervisor: 


Farid  Rar^ezanzactehl 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysts  in  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT: 
SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  WILLIAM  DE  AVILA  ES 

San  Francisco,  CA  94124 


Micro  Log  In    4  918  9 
Total  Samples  4 
Date  Sampled   10/2/9  7 
Date  Received  10/3/97 
Date  Analyzed  10/3/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

9A 

4.3 

1.0 

Micro  49189-01 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  LELVEL  -  EAST  SIDE 
FIRST  DRAW 

Client 

9B 

2.8 

1.0 

Micro  49189-02 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  LELVEL  -  EAST  SIDE 
FIRST  DRAW 

Client 

9C 

4.1 

1.0 

Micro  49189-03 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  LELVEL  -  EAST  SIDE 
FIRST  DRAW 

Client 

BLANK 

<      1  .0 

1.0 

Micro 

BLANK 

49189-04 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  le^d^nd^tejn^drijjking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
JAMES  DENMAN  MS 


Micro  Log  In     4  8  5  7  7 
Total  Samples  1  4 
Date  Sampled  9/17/9  7 
Date  Received  9/17/97 
Date  Analyzed  9/17/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

632-1 

1  .7 

1.0 

Micro  48577-01 

DRINKING  FOUNTAIN 
584 -1ST  FLOOR 
FIRST  DRAW 

Client 

632-2 

1  .7 

1.0 

Micro  48577-02 

DRINKING  FOUNTAIN 

ROOM  050  BASEMENT  FLOOR 

FIRST  DRAW 

Client 

632-3 

2.2 

1.0 

Micro  48577-03 

DRINKING  FOUNTAIN 
C99  -  BASEMENT  FLOOR 
FIRST  DRAW 

Client 

632-4 

4.5 

1.0 

Micro  48577-04 

DRINKING  FOUNTAIN 
C99  -  FIRST  FLOOR 
FIRST  DRAW 

Client 

632-5 

<      1 .0 

1.0 

Micro  48577-05 

DRINKING  FOUNTAIN 

C95  •  FIRST  FLOOR  OUTSIDE  ROOM  105 

FIRST  DRAW 

Technical  finpprvisnr  ~X""^C^  ^26/97          Analyst:   ES  

Farid  RafneHH^a^rTrfA^. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  tor  lead  analysis  in  drinking,  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples~are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  1 8th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  48577 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  4 

1551  Newcomb  Avenue,  Rm.  103  JAMES  DENMAN  MS  Date  Sampled  9/17/97 

San  FranciSCO,  CA    94124  Date  Received  9/17/97 

Date  Analyzed  9/17/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


632-6 


Micro  48577-06 

DRINKING  FOUNTAIN 

C95  -  FIRST  FLOOR  OUTSIDE  ROOM  114E 

FIRST  DRAW 


Client 


632-7 


Micro  48577-07 

DRINKING  FOUNTAIN 

C91  -  FIRST  FLOOR  AUDITORIUM  WING 

FIRST  DRAW 


1 .4 


4.0 


1.0 


1.0 


Client 


632-8 


Micro  48577-08 

DRINKING  FOUNTAIN 

C95  -  2ND  FLOOR  OUTSIDE  ROOM  204 

FIRST  DRAW 


1.3 


1.0 


Client 


632-9 


Micro  48577-09 

DRINKING  FOUNTAIN 

C95  -  2ND  FLOOR  OUTSIDE  RM  214 

FIRST  DRAW 


Client 


632-10 


Micro  48577-10 

DRINKING  FOUNTAIN 

C95  -  3RD  FLOOR  OUTSIDE  RM  314 

FIRST  DRAW 


1.0 


1.0 


1.0 


1.0 


Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysts,  in  drinkiqg  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  8577 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  4 

1551  Newcomb  Avenue,  Rm.  103  JAMES  DENMAN  MS  Date  Sampled  9/17/97 

San  FranciSCO,  CA    94124  Date  Received  9/17/97 

Date  Analyzed  9/17/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

632-1 1 

Micro 

48577-1 1 

1.4 

1.0 

DRINKING  FOUNTAIN 

C95  -  3RD  FLOOR  OUTSIDE  RM  304 

FIRST  DRAW 

i 

Client 

632-12 

Micro 

48577-12 

1.5 

1.0 

MULTI  DRINKING  FOUNTAIN 

EXT.  COURTYARD  OUTSIDE  RM  005 

FIRST  DRAW 

Client 

632-1  3 

Micro 

48577-13 

21.4 

1.0 

DRINKING  FOUNTAIN 
C95  -  4TH  FLOOR 
FIRST  DRAW 

Client 

632-14 

Micro 

BLANK 

48577-14 

<      1 .0 

1.0 

Technical  Supervisor;  __Z_^=fj^=^S 7-~X^^ — ^6/97   Analyst:   0L 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-aoaiyiis  in  drinRTng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  wilh  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
DOWNTOWN  HS 


Micro  Log  In     4  8116 
Total  Samples  8 
Date  Sampled  8/3  0/9  7 
Date  Received  9/3/97 
Date  Analyzed  9/3/9  7 


Detection 


Client  Sample  ID 

Leaa  i/oncenudiion 
(ppb) 

1  i  tx\  it 

La  llll 1  l 

(ppb) 

Comments 

Client 

#  1 

Micro 

48116-01 

8.2 

1.0 

DRINKING  FOUNTAIN 
CORRIDOR  C91, 1ST  FLOOR 
FIRST  DRAW 

Client 

#2 

Micro 

48116-02 

1.0 

DRINKING  FOUNTAIN 
CORRIDOR  C91,  2ND  FLOOR 
FIRST  DRAW 

4.4 

Client 

#3 

Micro 

48116-03 

8.5 

1.0 

DRINKING  FOUNTAIN 
CORRIDOR  C91  3RD  FLOOR 
FIRST  DRAW 

Client 

#4 

Micro 

48116-04 

1.0 

SINK  FAUCET,  ROOM  310 
THIRD  FLOOR,  SMALL  KITCHEN 
FIRST  DRAW 

1 .4 

Client 

#5 

Micro 

48116-05 

12.4 

1.0 

DRINKING  FOUNTAIN 
CORRIDOR  C91,  FOURTH  FLOOR 
FIRST  DRAW 

Technical  Supervisor  '7.^^%^~yJ*'/--^  9/5/97  Analyst:  

Farid  R^ez«nz^deh>M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for~lead-an£i1ys4S jnjjrlpking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3B 


1063  PROJECT: 
SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  DOWNTOWN  HS 
San  Francisco,  CA  94124 

Date  Analyzed  9/3/97 


Micro  Log  In  4  8116 

Total  Samples  8 

Date  Sampled  8/3  0/9  7 

Date  Received  9/3/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
CORRIC 
FIRST  C 

#6 

48116-06 

<4G  FOUNTAIN 

tOR  C90. 1ST  FLOOR 

(RAW 

26.8 

1.0 

Client 
Micro 

DRINKI 
CORRIC 
FIRST  C 

#7 

48116-07 

FOUNTAIN 
>OR  C90,  2ND  FLOOR 
)RAW 

27.7 

1.0 

Client 
Micro 

BLANK 

#8 

48116-08 

<  1.0 

1.0 

Technical  Supervisor: 


2 


^9/5/97 


Analyst: 


FR 


Farid  Ramezar^sad^h, 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  Ieaa^^ajy^is7n~arinkihg  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  oertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  9320 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4 

1551  Newcomb  Avenue,  Rm.  103  DOWNTOWN  HS  DateSampied  1  0/4/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/8/9  7 

Date  Analyzed  10/8/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  A 

15.3 

1.0 

Micro  49320-01 

DRINKING  FOUNTAIN 
1ST  FLOOR  C-90 
FOLLOW-UP 

Client 

1  B 

4.6 

1.0 

Micro  49320-02 

DRINKING  FOUNTAIN 
1ST  FLOOR  C-90 
FOLLOW-UP 

Client 

1  C 

12.0 

1.0 

Micro  49320-03 

DRINKING  FOUNTAIN 
1ST  FLOOR  C-90 
FOLLOW-UP 

Client 

3  1 

<  1.0 

1.0 

Micro 

BLANK 

49320-04 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaiTanalysisin  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


/TN  Sequoia 
%fr  Analytical 


680  Chesapeake  DrWc  Redwood  Qty,  CA  94063       (650)  364.9600  FAX  (650)  364-9233 

404  N  Wigct  Lane  Walnut  Creek,  CA  94598       (510)  988-9600  FAX  (510)  988-9673 

819  Striker  Avenue.  Suite  8     Sacramento,  CA  95834  (916)  921-9600  FAX  (916)  921-0100 


5RJSD  Client  Proj.  ID;     DrewES  Sampled:  08/14/97  | 

1551  Newcomb  Ave.,  Rm.  103  Received:  08/14/97  £ 

3an  Francisco,  CA  94124  Lab  Proj.  ID;  9708757  Analyzed:  see  below  § 

Mtertion.     Bruce  Giannlni    Reported  L08/22/97  = 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No;  9708757-01 
Sample  Desc  :  LIQUID,  1 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Lab  No:  9708757-02 
Sample  Desc :  LIQUID.2 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Lab  No  9708757-03 
Sample  Desc  LIQUID,3 

Lead 

mg/L 

08/19/97 

0  0050 

N.D. 

Lab  No:  9708757-04 
Sample  Desc :  UQUID,4 

Lead 

mg/L 

08/19/97 

0  0050 

N.D. 

Lab  No:  9708757-05 
Sample  Desc :  UQUID,5 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Lab  No:  9708757-06 
Sample  Desc  .  UQUID,6 

Lead 

mg/L 

08/19/97 

0.0050 

0.0091 

Lab  No:  9708757-07 
Sample  Desc  :  LIQUID, 7 

Lead 

mg/L 

08/19/97 

0.0050 

0  0073 

Anatytee  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Page. 


08/22/97    15:16         TX/RX  NO. 9162         P. 015 


■-I- 


bill 


^T^v  Sequoia 
^  Analytical 


630  Chesapeake  Drive 

404  N  Wiget  Lane 

819  S("ter  Avenue.  Suile  S 


Redwood  City,  CA  94063 
Walnut  Creek,  CA  9459B 
Sacramento,  CA  95834 


(650)  964  9600 
($10)  988-9600 
($16)  921-9600 


F. 


FAX  (650)  364-9233 
FAX  (510)  988.9673 
FAX  (916)  921-0100 


'I'SFUSD  Client  Proj.  ID:     DrewES  Sampled:  08/14/97  1 

i|j  1551  Newcomb  Ave.,  Rm  103  Received:  08/14/97  !j| 

I  San  Francisco.  CA  94124  Lab  Pro],  ID:  9708757  Analyzed:  see  below  Hi 

il  i 

^Attention:      Bruce  Glannini  Reported:  08/22/97  "! 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708757-08 
Sample  Desc  :  LIQUID,8 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Lab  No:  9708757-09 
Sample  Desc  ;  LIQUID.9 

Lead 

mg/L 

08/19/97 

0.0050 

N.D 

Lab  No:  9708757-10 
Sample  Desc :  LIQU1D.10 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Lab  No:  9708757-11 
Sample  Desc  :  LIQUID,  11 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Lab  No:  9708757-12 
Sample  Desc  :  LIQUID,  12 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Lab  No:  9708757-13 
Sample  Desc  :  LIQUID,  13 

Lead 

rng/L 

09/20/97 

0.0050 

00065 

Lab  No;  9708757-14 
Sample  Desc  :  LIQUID,  14 

Lead 

mg/L 

08/20/97 

0.0050 

N.D- 

Anarytes  reported  as  N.D  ware  not  present  abOV«  the  stated  limrt  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


08/22/97    15:16         TX/RX  NO. 9162         P. 016 


/*^\        ^mirkia  6B0  Che«pe»ke  Drive         Redwood  City,  CA  94063      (650)  364-9600         FAX  (650)  364-9233 

I    A    \        JC4UVJIO  404  N.  Wiget  Lane  Walnut  Creek,  CA  94596       (510)  988-9600         FAX  (51 0)  988-9673 

^^^0?     A  IcilytiCcll  B 19  Striker  Avenue,  Suites    Sacramento,  CA  95834         (9 16)  921-9600        FAX  (916)  921-0100 


SFUSD  Client  Proj.  ID;     Drew  ES 

•  1551  NewcombAve.,  Rm.  103 

San  Francisco.  CA  94124  Lab  Proj.  ID:  9709757 

!  Attention:     Bruce  Giannini 


Sampled:  08/14/97 
Received:  08/14/97  I 
Analyzed:  see  below  !ij 

Reported:  08/22/97  f 

M— ■~==»a«ininmiB^-Tn-i_;-  "'Will: 


LABORATORY  ANALYSIS 


Analyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9706757-15 
Sample  Desc  :  LIQUID, 15 

Lead 

mq/L 

08/20/97 

0.0050 

N.D. 

Lab  No:  9708757-16 
Sample  Desc  :  LIQUID,  16 

Lead 

mg/L 

08/20/97 

0.0050 

O.0063 

Lab  No:  9708757-17 
Sample  Desc  :  LIQUID,  17 

Lead 

mg/L 

08/20/97 

0.0050 

N.D. 

Lab  No:  9708757-18 
Sample  Desc  :  LIQUID,  18 

Lead 

mg/L 

08/21/97 

0.0050 

0.0050 

Lab  No:  9708757-19 
Sample  Desc  .  LIQUID,  1 9 

Lead 

mg/L 

08/19/97 

0.0050 

0.014 

Lab  No:  9708757-20 
Sample  Desc :  UQUID,20 

Lead 

mg/L 

08/19/97 

0.0050 

0.0080 

Lab  No:  9708757-21 
Sample  Desc :  UQU1D,21 

r 

Lead 

mg/L 

08/19/97 

0.0050 

0.0050 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Pag* 


08/22/97     15:16         TX/RX  NO. 9162         P. 017 


/^T^.        "\Pminia  680  Chewpeake  Drive         Redwood  City,  CA  94063      (650)  364-9600         FAX  (650)  364-9233 

/    A    A        OCV^UUIO.  404  N.  Wig«t  Lane  Walnul  Creek,  CA  94598       (510)  988-9600  FAX  (510)  988-9673 

.     An<ilyticcil     R19  Slfiker  Av?ouc' Sui,es  SiCTmtm(iiCA9"i5<    (9,6)  9*x-9&m    fax  (916)921.0100 


glSFUSD  Client  Proj.  ID:     Drew  ES  Sampled;  08/14/97  | 

Si  1551  Newcomb  Ave.,  Rm.  103  Received:  08/14/97  jjj 

1  San  Francisco,  CA  94124  Lab  Proj.  ID;  9708757  Analyzed:  see  below  m 

fl  I 

il  Attention:     Bruce  Giannlni  Reported:  08/22/97  ili 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708757-22 
Sample  Desc  :  LIQUID.22  (Blank) 

Lead 

mg/L 

08/21/97 

0.0050 

y 

N.D.  N 

Lab  No:  9708757-23 
Sample  Desc  UQUID.23 

Lead 

mg/L 

08/19/97 

0.0050 

0.013 

Lab  No:  9708757-24 
Sample  Desc  :  UQUID.3  (Dup) 

Lead 

mg/L 

08/19/97 

0,0050 

N.D. 

Lab  No:  9708757-25 
Sample  Desc  :  LIQUID,  12  (Dup) 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  ttie  stated  llmll  of  detection 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


08/22/97    15:16         TX/RX  NO. 9162         P. 018 


ST\  Sequoia 
Analytical 


680  Chesapeake  Drive  Redwood  City,  CA  94063      (650)  364-9600         fAX  (650)  364-9233 

404  N  Wgct  Lane  Walnui  Creek,  CA  9459?       (510)  9BS-9«>0         FAX  (510)  988-9673 

819  Striker  Avenue,  Suites    Sacramenio,  CA  95834         (916)  921-9600         FAX  (916)  921-0100 


SFUSD  Client  Proj.  ID:     Drew  ES  Sampled:  05/14/97  g 

1551  Newcomb  Ave.,  Rm.  103  Received:  OB/14/97  jjj 

San  Francisco,  CA  94124  Lab  Proj.  ID:  9706757  Analyzed:  see  below  § 

Attention.     Bruce  Giannlnl    Reported:  06/22/97  J 


LABORATORY  ANALYSIS 

Anatyte  Units  Date  Detection  Sample 

Analyzed  Limit  Results 


Lab  No:  9708757-26 
Sample  Desc .  UQUID,  16  (Dup) 

Lead  mg/L  08/19/97  0.0050  0.0053  u" 


AnalyteS  reported  as  N.D.  were  not  prasent  above  the  staled  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Rynn 

Project  Manager/      J  Page 


08/22/97    15:16         TX/RX  NO. 9162         P. 019 


^^^V         Qoniinia  680  Chespe.ke  Drive         Redwood  City,  CA  94063      (650)364-9600         FAX  (650)  364.9353 

f    A    A       JClJUUia  404  N  Vfiget  Lane  Walnut  Creek.  CA  94598       (510)  9*8-9600         FAX  (510)  988-967} 

- .      Anslyticftl     819 Strikcr Avenuc' Suite 8  s*cramen,° CA  95834    (9i6)  9,1,9600    fax (wmvoioo 


^lllini|iijiiuiMp^^ffimpjai^g±i  L 1  -  i  sa^ 

|^pg^":--:=:"~=!"-=~=:='-----  ~  " 

I  1551  Newcomb  Ave.,  Rm  103 
|  San  Francisco,  CA  94124 

Hi  Attention:      Bruce  Giannini 

:Mi,«niD...».>i...ii   ■i^',Lda,».am«iM.ibi,illiliiiiiiih 

il(nn^'iiiiiiiiiiiiiiiiiiiiiiiiiiiililliiiiiitiia^iiiii3ikii-:r=- 


•™*iu.'!iiu:i  iiiiiinilWBIMWillWlBHIIIIuniHMiiiimiMBiaa 

Client  Pro],  ID:     Edtson  Elementary 


wraiwiiiiiiiiiiiiiii[ililit 


Lab  Proj-  ID:  97Q8D36 


Sampled:  08/20/97  I 
Received:  08/25/97  g 
Analyzed:  see  below  i 


Reported:  08/29/97  f 


LABORATORY  ANALYSIS 

Analyte  Unit*  Date  Detection  Sample 

Analyzed  Limit  Results 


Lab  No:  9708D36-01 
Samnle  Dpsr  ■  LIQUID  Edison  1 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D35-02 

Sample  Desc  :  LIQUID, Edison  1  Duplicate 

Lead 

mg/L 

08/28/97 

0.0050 

0.0058 

Lab  No:  9708D36-03 
Sample  Desc  :  HQUID.Edison  3 

Lead 

mg/L 

08/28/97 

0.0050 

0.030 

Lab  No:  97Q8D36-04 

Sample  Desc  :  UOUlD,Edison  3  Duplicate 

Lead 

mg/L 

08/28/97 

0.0050 

0.029  % 

Lab  No.  9708D36-05 
Sample  Desc  :  LIQUID.Edison  4 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D36-06 

Sample  Desc  :  LIQUID.Edison  4  Duplicate 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D36-07 
Sample  Desc  :  LIQUID.Edison  5 

Lead  mg/L  08/28/97  0-0050  N.D. 


Analytea  reported  as  N.D.  wars  not  present  above  the  stated  limit  of  detection 

SEQUOIA  ANALYTICAL  -  ELAP  #1210 


Sheila  Flynn 
Project  Manager 


Page: 


08/29/97  17:44 


TX/RX  NO. 9320         P. 030 


^^^\         ^Pminia  680  Chesapeake  Drive  Redwood  City.  C A  94063       {650)  364-9600         FAX  (650)  364. MJ3 

f     |    \        tJCA^U^AC*  404  N.  Wigei  Lane  Wslnut  Creek,  CA  94598       (510)988-9600         FAX  (510)  988-9673 


Analytical 


819  Striker  Avenue,  Suae  8     Sememe,  CA  95834  (916)  921-9600         FAX  (916)  921-0100 


iiiiiiiwiriwiiiiiiiiiiiNii'  .  is* 
SFUSD 

1561  NewcombAve.,  Rm  103 
San  Francisco,  CA  94124 


-   mminiiiiiiiiiiimin*ifw-=r»^':i^i=!i;-: =h;s== 

Client  ProJ.  ID:     Edison  Elementary 


Lab  ProJ.  ID:  9708D36 


Sampled:  08/20/97  1 
Received:  08/26/97  | 
Analyzed:  see  below  I 


Attention: 


Bruce  Glannlni 


MHlliiiimlHiiiiumim; 


Reported:  08/29/97  


...in 


Anaiyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708D36-08 
Sample  Desc  :  UQUID.Edison  6 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D36-09 
Sample  Desc  :  liquid, Edison  7 

Lead 

mg/L 

08/28/97 

0.0060 

N.D. 

Lab  No:          9708D36  10 
Sample  Desc  .  UQUID, Edison  17 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D36-11 
Sample  Desc  .  LIQUID, Edison  19 


Lead  mg/L  08/28/97  0.0050  N.D. 


Lab  No:  9708D36-12 
Sample  Desc :  UQUlD,Edison  21 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D3S-13 
Sample  Desc  :  LIQUID, Edison  23 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D36-14 
Sample  Desc :  UQuiD,Edi$on  24 

Lead 

mg/L 

08/28/97 

0.0050 

0.0054 

^nalytes  reported  as  N.D.  ware  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Rynn 
3roject  Manager/ 


08/29/97  17:44 


TX/RX  NO. 9320  P. 031 


/T\  Sequ 
"  •'  '  Analytical 


r. 


680  Chesapeake  Drive  Redwood  City,  CA  94063       (650)364-9600  FAX  (650)  3*4.9233 

^  '  404  N  Wigec  Lane  Walnut  Creek.  CA  94599       (510)988-9600  FAX  (5:0)  988-9673 

819  Striker  Avenue,  Smte  8     Sicramcnco.  CA  95834  (916)921.9600  FAX  (916)  9210100 


juiiiaiiliii!iii»i:a;i.;.;  ■:a.-,,^.v...^z^-=.z  ... 

%  SFUSD 

£  1551  Newcomb  Ave.,  Rm.  103 
|  San  Francisco,  CA  94124 


tion:      Bruce  Giannini 

i»js:jpi3|!jy;njjjjjijj|!        •" • 


Client  Proj.  ID:  Edison  Elementary 
Lab  Proj.  ID.  9708D36 


Sampled:  08/20/97 
Received:  08/25/97 
Analyzed:  see  below 

Reported:  08/29/97 


WijSHwasn'n-W'.HI  IIMHIIIIHIIIillll 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708D36-15 
Sample  Desc  :  LIQUID, Edison  25 

Lead 

mg/L 

08/26/97 

0.0050 

0.014 

Lab  No:  9708D36-16 
Sample  Desc  :  UQUID.Edison  26 

Lead 

mo/L 

08 /28 /97 

0  0050 

N.D. 

Lab  No:  9708D35-17 
Sample  Desc  :  LIQUID, Edison  27 

Lead 

mg/L 

08/28/97 

0.0050 

0.0079 

Lab  NO:  9708D36-18 
Sample  Desc  :  LIQUID, Edison  28 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D36-19 
Sample  Desc  .  LIQUID, Edison  29 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D36-20 
Sample  Desc  :  LIQUID, Edison  31 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D36-21 
Sample  Desc  :  uquid, Edison  32 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Anaiytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  -  ELAP  #1210 


5 ^ 


Sheila  Flynn 
Project  Manager 


Page; 


08/29/97  17:44 


TX/RX  NO. 9320         P. 032 


moia 


/J\  Seqi 

Analytical 


680  Chesapeake  Drive 
819  Striker  Avenue,  Suite  B 


Redwood  City,  CA  94063 
Walnut  Creek.  CA  94598 
Sacramento,  CA  9583* 


(650)  364-9600 
(510)  98a-9600 
(916)  91\-9&K> 


FAX  (650)  364-9233 
FAX  (J  10)  918-9673 
FAX  (916)  921-0100 


! SFUSD 

;  1551  Newcomb  Ave.,  Rm.  103 
San  Francisco,  CA  94124 


ss!siFsis=aa3!a-=»!w,        —    5?  —    Sii  iiii  i-MiniiiiifflSniiililllllltliiiiilii 
Client  Proj.  ID:     Edison  Elementary 


Lab  Proj.  ID:  9708D36 


Attention:     Bruce  Giannini 

VltmuiUlliuulmiilll  iliMiMiliMiinuiiiililiiiiiiDlilSiMuukuliilliiiiHiiiiiiiiuailaiitiuujiijul.iiiliin^uiec 

j^lr-iy;  '      ■■  •  "1:1-  ^■•■j.'-i.  i,1,|,[^nwm^^ni»rJ^^^n^r"IHu^raE^^:JiL":*::rTH^ 


g»gg.H!!l!l|}aig!IKB8BBBaaiUH[lllllllllll 


f»jiniif«i«iiji|i^ 


Sampled:  08/20/97  gj 
Received:  08/25/97  B 
Analyzed:  see  below  | 


Analyte 


LABORATORY  ANALYSIS 

Units  Dete 

Analyzed 


Detection 
Limit 


Sample 
Results 


1  ah  Nrv  Q7AAn^fi.?9 

Sample  Desc  :  LIQUID, Edison  33 

Lead 

mg/L 

08/28/97 

0.0050 

0.0068 

L3D  (NO-  y/UOUoO-^O 

Sample  Desc  ;  LIQUlD.Edlson  34 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D36-24 
Sample  Desc  :  UQUID.Edison  35 

Lead 

mg/L 

08/28/97 

0.0050 

0.0056 

Lab  No:  9708D36-25 
Sample  Desc  :  LIQUID, Edison  36 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D36-26 
Sample  Desc  :  UQU!D,Edison  37 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D36-27 
Sample  Desc  :  LIQUID, Edison  38 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D36-28 

Sample  Desc  :  UQUID,Edlson  Blank 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


08/29/97  17:44 


TX/RX  NO. 9320  P. 033 


^Pniinirl  680  Ch«apeakc  Drive  Redwood  Qty,  CA  94063      (650)  36*-9600         FAX  (650)  3*4-9233 

g     ^    _\        JC M  404  M.  Wgei  Lane  Walnut  Creek,  CA  [510)  988-9600         FAX  (510)  988-9673 


Analytical 


819  Striker  Avenue,  Suite  8     S*cr9it>e«to,  CA  9S834  (916)  921-9600  FAX  (916)  921-0100 


riwin/n'""-3-H-~£3=i^s~>n..^^:=:3s=3»i.  "ii — rn1-  '  1 1 1 il 1 1  fl i it irTu n 1 1 fafifMi riiiliUTTriTiiT 1 1 1 mm 1 1 1 ■  i i n 1 1 1 1 1 m i i ni i i i  iiiiiiinniiiiiiiiMwriwrmniiiiiiiiiiiiiiMWiwimimmiiiiiiiiiiiiiiiiiiiiniii 

1  SFUSD  Client  Proj.  ID:     Edison  Elementary                         Sampled:  08/20/97  % 

S  1551  NewcombAve.,  Rm.  103  Received:  08/25/97  i 

l,  San  Francisco,  CA  94124  Lab  Proj.  ID:  9708D36                                          Analyzed:  see  below  2 


Attention: 


Brucej3iannini 

ISlPwiiiiiiiiiiSsii 


LABORATORY  ANALYSIS 


Analyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708D36-29 
Sample  Desc  :  LIQUID, Edison  39 


Lead 


mg/L 


08/28/97 


0.0050 


0.043 


Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  dswetlon. 

SEQUOIA  ANALYTICAL  -  Elap  #1210 


08/29/97    17:44         TX/RX  NO. 9320         P. 034 


Page  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    492  8  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  7 

1551  Newcomb  Avenue,  Rm.  103  EDISON  ES  DateSampied  10/3/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/7/9  7 

Date  Analyzed  10/7/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

3A 

<  1.0 

1.0 

Micro  49288-01 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  PATIO 
FIRST  DRAW 

Client 

3B 

1.3 

1.0 

Micro  49288-02 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  PATIO 
SECOND  DRAW 

Client 

3C 

1 .5 

1.0 

Micro  49288-03 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  PATIO 
THIRD  DRAW 

Client 

25A 

<  1.0 

1.0 

Micro  49288-04 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  -  021 
FIRST  DRAW 

Client 

25B 

<      1 .0 

1.0 

Micro  49288-05 

SINK  DRINKING  FOUNTAIN 
CLASSROOM -021 
SECOND  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fortead-enalysts-ifi-erfinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  pans  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  9288 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  7 

1551  Newcomb  Avenue,  Rm.  103  EDISON  ES  Date  Sampled  1  0/3/9  7 

San  FranciSCO,  CA    94124  Date  Received  1  0/7/9  7 

Date  Analyzed  10/7/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

25C 

1.5 

1.0 

Micro  49288-06 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  -  021 
THIRD  DRAW 

Client 

42B 

<  1.0 

1.0 

Micro 

BLANK 

49288-07 

Technical  Supervisor: 


/io/< 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead^aTTa'lysis  in  dTm&ng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


^T^.        *Vpniinia  680  Che»pe>ke  Drive  Red*ocxl  C»ty,  CA  94063      (650)  364.9$00         FAX  (650)  364-9233 

£_  4_|        ^t^UUid  404  N  Wiget  Lane  Walnut  Creek.  CA  94598       (510)918-9600         FAX  (510)  9B6-W73 


Analytical 


8  19  Striker  Avenue.  Suite  8     Sacramento.  CA  95834  (916)  921-9600  FAX  (916)  921-0100 


■lUwamiHUiiiiNtiiiiiiiiKiiiiiiniii.nii ...  it.. 


i SFUSD 
1551  NewcombAve.,  Rm.  103 
San  Francisco,  CA  94124 


i[Miiiiiiiimiiinnffl'iH,::- 


:5j=-ss~*;-ii~-  :zaass5:ii!yihii  BWMWWMBlWiiHtiWfcfcimrrTr-rT  .•  irgsssg^sSroHHi^^ 

■i-^iHww^iiiiiiiHiiuiiiiniuifflr^^ 

Oient  Proj.  ID:     El  Dorada  ES  Sampled:  08/13/97  jji 

Received:  08/14/97  j| 

Lab  Proj.  ID:  9708760  Analyzed:  see  below  | 


I  Attention:      Bruce  Giannini 


|^jjjj|jj|liHil|iill]iliiii!ii!iirtasia 


Reported:  08/22/97  1 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708760-01 
Sample  Desc :  UQUIDj 

Lead 

mg/L 

08/21/97 

0.0050 

0.041  ^ 

Lab  No:  9708760-02 
Sample  Desc :  LIOUID.2 

Lead 

mg/L 

08/21/97 

0.0050 

0.0014 

Lab  No:  9708760-03 
Sample  Desc :  UQUID,3 

Lead 

mg/L 

08/21/97 

0.0050 

N.D. 

Lab  No:  9708760-04 
Sample  Desc :  UQUID,4 

Lead 

mg/L 

08/21/97 

0.0050 

0.0061 

Lab  No:  9708760-05 
Sample  Desc :  LIQUID, 5 

Lead 

mg/L 

08/21/97 

0.0050 

0.0063 

Lab  No:  9708760-06 
Sample  Desc :  LIQUID,6 

Lead 

mg/L 

08/21/97 

0-0050 

0.011 

Lab  No:  9708760-07 
Sample  Desc :  LIQLMD,7 

Lead 

mg/L 

08/21/97 

0.0050 

0  0076 

jialytee  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  ELAP#1210 


heila  Flvnn 
roject  Manager 


Page: 


08/25/97    16:08         TX/RX  NO. 9188         P. 002 


A~G.  2:.  i9r7   : : ! 9F>!                                                               SC.  51  \     F.  3/2; 

f'l  "V          ^pmmiPl  6S0  Chesapeake  Drive  Redwood  Olv.  CA  9+063  (650)  304-9600  FAX  (650)  364-9233 

w3C^U^1C4  404  NWget  Lane  Walnut  Creek,  CA  94598  (510)  9»8-96O0  FAX  (5iQ)  986-9673 

-—^^  Anslyticdl  5)9  SthkCT  iAv*,u"!'Suite  8  sac"mem°<  ca  95*54  (916)951-9600  fax  (916)921.0100 


BiMUJiinlMiiiiiiiMiiiii;iiiH!r::r::::i::::::::::::,:":^ais~^;::: 

I  SFUSD 

I!  1551  Newcomb  Ave.,  Rm.  103 
ffi  San  Francisco,  CA  94124 

i  Attention:      Bruce  Giannini 


Client  ProJ.  ID:  El  Dorada  65 
Lab  Proj.  ID:  9708760 


-rirr^t:i;r.:iii  i:im:i  iiiiiihUtrpgi^gaffHniii.LiiimiH  iiin  iirrrT»nMMTiinuiLUijiiaiiiiii>iiiii>iiii;;Li-ii^i: 

Sampled:  08/13/97  | 
Received:  08/14/97 
Analyzed:  see  below 


LABORATORY  ANALYSIS 


Analyte 

Units 

Dale 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708750-08 
Sample  Desc :  UQUID.e 

Lead 

mg/L 

08/21/97 

0.0050 

0.0087 

Lab  No;  9708760-09 
Sample  Desc :  LIQUID.9 

Lead 

mg/L 

08/21/97 

0.0050 

0.012 

Lab  No:  9708760-10 
Sample  Desc-:  LIQUID.10 

Lead 

mg/L 

08/21/97 

0.0050 

0.0055 

Lab  No:          9708760-1 1 
Sample  Desc :  UQUID.11 

Lead 

mg/L 

08/21/97 

0.0050 

0.015 

Lab  No:  9708760-12 
Sample  Desc  .  LIQUID,  12 

Lead 

mg/L 

08/21/97 

0.0050 

N.D. 

Lab  NO:  9708760-13 
Sample  Desc  :  LIQUID,  13 

Lead 

mg/L 

08/21/97 

0.0050 

0.0051 

Lab  No:  9708760-14 
Sample  Desc  LIQUID,  14 

Lead 

mg/L 

08/21/97 

0.0050 

0.0092 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  ELAP#1210 


08/25/97    16:08         TX/RX  NO. 9188         P. 003 


/TN  Sequoia 
^-"^  Analytical 


6B0  Che»(*ak«  Drlve  Redwood  City.  CA  94063      (650)  364-9600         FAX  (650)  564-9233 

404  NWget  lane  Walnut  Creek,  CA  94598       (5i0)  968-9600         FAX  (510)  988-9673 

819  Striker  Avenue,  Suite  t     Sacramento,  CA  95834  (916)921-9600  FAX  (9)6)  921-0100 


SFUSD  Client  Proj.  ID:     El  Dorada  ES 

1551  Newcomb  Ave.,  Rm.  103 

San  Francisco.  CA  94124  Lab  Proj.  ID:  9708760 


Attention;  Bruce^iannlni_ 


i;ii!i;r.i;«i^«*WF?T^wiwrfti;iiitiirii;if*i 


»ii'i;:!!i!niiii:!iLHiiaaiiiiiiiiBiMifwmwH 

Sampled:  08/13/97  1 
Received:  08/14/97  i 
Analyzed:  see  below  m 

JePW^08/22^97  j 

Rraiiii  HimnniB^uiiufi!iimliiill!lll!!l!lll! 


LABORATORY  ANALYSIS 


ftnalyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708760-15 
Sample  Desc  :  LIQUID,  15 

Lead 

mg/L 

08/21/97 

0.0050 

0.0088 

J&D  NO.  970Q7t>U-lb 
Sample  Desc  :  LlQUID,16 

Lead 

mg/L 

08/21/97 

0.0050 

0.068 

jbNo:  9708760-17 
Sample  Desc  :  LIQUID,  1 7 

Lead 

mg/L 

08/21/97 

00050 

0.018  S 

-abNo:  9708760-18 
Sample  Desc  :  LIQUID,  18 

Lead 

mg/L 

08/21/97 

0.0050 

0019  ' 

.abNo:  9708760-19 
Sample  Desc  :  LIQUID,  19 

Lead 

mg/L 

08/21/97 

0.0050 

0.0072 

-ab  No:  9708760-20 
Sample  Desc :  UQUID.20 

Lead 

mg/L 

08/21/97 

0.0050 

0.040  y 

-ab  No:  9708760-21 
Sample  Desc :  LIQUID.21 

Lead 


mg/L 


08/21/97 


0.0050 


0.018 


atyt©6  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 
EQUOlA  ANALYTICAL  -  ELAP#121Q 


leBa  Flynn 
eject  Manager 


PtQK 


08/25/97     16:08         TX/RX  NO. 9188         P. 004 


f   i  "X  SPQUOiS  660  Chew  peate  Drive  Redwood  Dry,  CA  94063       (650)  364-9600  fAX  (650)  364-923  3 

f  _    m     I        JV^UUIO  404  N.  Wjget  Lm<  W»lnut  Creek,  CA  94598       (510)  9BB-9600  FAX  (510)  988-9673 


Analytical 


819  Striker  Av«^ki«,  Sw*i«  8     S^memo,  CA  95B3-I  (916)921-9600  PAX  (9i6)  92l-0i00 


dMinillllSSSBSSbviQSSSSS^miA  Illlll        Ill  ii.iiinTi-i.«i.*i   ■l1-.=i*r..=ir,|r3.jii.         .f-'mrr^rrr---i  ; :  2  £iL& *L  »  WU.  a.        -  £  SS  1 E  i=3£a£=j-argl'«JI   ■ 

I  SFUSD                                      Qlent  Proj.  ID:     El  Dorada  ES  Sampled:  08/13/97  ||! 

1 1551  Newcomb  Ave.,  Rm.  103  Received:  08/14/97  ill 

g  San  Francisco,  CA  94124               Lab  Proj.  ID:  9708760  Analyzed:  see  below 

!||  ni 
!!!  Attention:     Bruce  Giannini 


Reported:  08/22/97 

nrimii)ami*iiiiiiiiiiiiiiiiiMuiiiraitomsiiuiiii;«i;u 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 

I  ImH 

Limn 

Sample 

MBS  LI  IIS 

Lab  No.         9708760  22 
Sample  Desc .  UQUID.22 

Lead 

mg/L 

08/21/97 

0.0050 

0.10 

Lab  No:  9708760-23 
Sample  Desc  LIQUID.23 

Lead 

mg/L 

08/21/97 

0.0050 

0.065  ' 

Lab  No:  9708760-24 
Sample  Desc :  UQUID,24 

Lead 

mg/L 

08/21/97 

0.0050 

0.0097 

Lab  No;  9708760-25 
Sample  Desc  :  LIQUID.25  (Blank) 

Lead 

mg/L 

08/21/97 

0.0050 

N.D. 

Lab  No:  9708760-26 
Sample  Desc  .  LIQUID,©  (Dup) 

Lead 

mg/L 

08/21/97 

0.0050 

0.012 

Lab  No:  9708760-27 
Sample  Desc  :  UQUID,16  (Dup) 

Lead 

mg/L 

08/21/97 

0.0050 

0.070 

Lab  No:  9708760-28 
Sample  Desc  :  UQUID,24  (Dup) 

Lead 

mg/L 

08/21/97 

0.0050 

0.0098 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  llmh  ot  detection. 
SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


08/25/97    16:08         TX/RX  NO. 9188         P. 005 


^^^V         Cc»niir>i?l  680  CKesipeake  Drive         Redwood  City.  CA  9406 i      (650)  36«- 9600         FAX  (650)  364-9233 

(  ^CV^Cl^ia  ^04  N  Wjget  bne  MC»lnut  Creek,  CA  94598      (510)  9S»-%00         FAX  (510)  9S6-9673 


Analytical 


819  Striker  Averwe,  Suite*    Sacramento,  CA  95S34  (916)  921*9600         FAX  (916)  921-0100 


SFUSD 

1551  Newcomb  Ave.,  Rm.  103 
San  Francisco,  CA  94124 

;  Attention:     Bruce  Giannini 

•.*u:r.:r  - 


Client  Proj.  ID:  El  Dorado  ES 
Lab  Proj.  ID:  9708F15 


rjnaaagjngHt.'iuiL'ii'!;""!;1 


i'T!j|ia«iniijijijhWiuii!!!!i...u..i, 


S^=s=2=^iiih:iHli!ilMli 


Sampled;  08/29/97 
Received:  08/29/97  1 
Analyzed:  see  below  | 

Reported:  09/03/97 

l"l!:Hr"' -»  -     ■  -  I  ■         -I  T, 


LABORATORY  ANALYSIS 


Analyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No.  9708F15-01 

Sample  Desc  .  LIQUID.EI  Dorado  ES  2-1 

)   fic  Lead 

mg/L 

09/02/97 

0.0050 

N.D. 

Lab  No:  9708F15-02 

Sample  Desc  :  LIQUID, El  Dorado  ES  2-2 

{5  Lead 

mg/L 

09/02/97 

0.0050      fL  7- 

N  D 

Lab  No:  9708F15-03 

Sample  Desc  :  LIQUID, El  Dorado  ES  2-3 

f 

l(  A  Lead 

mg/L 

09/02/97 

0.0050 

N.D. 

Lab  No:  9708F15-04 

Sample  Desc  :  LIQUID, El  Dorado  ES  2-4 

\(    &  Lead 

mg/L 

09/02/97 

O.OO50        i  - 

N.D. 

Lab  No:  9708F15-05 

Sample  Desc  :  LIQUID.EI  Dorado  ES  2-5 

l<#    A  Lead 

mg/L 

09/02/97 

0.0050 

N.D. 

Lab  No:  9708F15-06 

Sample  Desc  :  LIQUID, El  Dorado  ES  2-6 

l  O  $  Lead 

mg/L 

09/02/97 

0.0050          (i.  1 

N.D 

Lab  No:  9708F15-07 

Sample  Desc :  LIQUID,EJ  Dorado  ES  2-7 

Ok 

n  Lead 

mg/L 

09/02/97 

0.0050 

N.D. 

f 

Viaiytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  ELAP#1210 


2i_ 


Snella  Rynn 
Jroject  Manager 


09/03/97    09:03         TX/RX  NO. 9367         P. 002 


^^^\         ^PnilAia  6S0  Chesapeake  Drive  Redwood  Ofy,  CA  94063       (.650)364-9600  FAX  (650)  364-9233 

im\        v^V-JUV^ia  404  N.  Wtget  Lane  Walnut  Creek.  CA  94598       (510)  986-9600  FAX  (510)  988-9673 

'     •      '"       ^0^1y^iC3.1  8 19  Scrller  Avenue,  Suite  B     Sacramento,  CA  95834  (916)  921-9600  FAX  (916)  92 1 -0100 


SFUSD 

a!  1551  NewcombAve.,  Rm.  103 
Pi  San  Francisco,  CA  94124 


nimiliuiiiiimiiTTTTnucEissuiiui!!!:;: 


Client  Proj  ID:  El  Dorado  ES 
LabProj.  ID:  9708F15 


j!|  Attention. B.ri^e^jf^nin.i  _^  

K2is  ;.L.;..i!:::;.-.;..!„.^^^ 


i"i  ^i^'"TTTtgiai<miiiiiiiiiiiiiliiiiuMiiiiiiiiiiiiiJ!jaa«tg5 


Sampled:  08/29/97  ill 

Received:  08/29/97  | 

Analyzed:  see  below  1 

Reported:  09/03/97  | 


.„i... i  .r,,llIHtWnilIWUlllllWllHlllll'liniKii=^5^:-_ 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 

Detection 

L.III1II 

Sample 

Dab i  iHe 

Lab  No:          9708F 15-08 

Sample  Desc  :  LlQUID.EI  Dorado  ES  2-8 

I  ?  j£  Lead 

mg/L 

09/02/97 

0.0050 

1 1  N.D. 

Lab  No.  9708F15-09 

Sample  Desc  ;  LIQUID,EI  Dorado  ES  2-9 

\ 

L  %  A"  Lead 

mg/L 

09/02/97 

0.O050 

N.D. 

Lab  No:  9708F15-10 

Sample  Desc  :  LlQUID.EI  Dorado  ES  2-9  Duplicate 

1 1 A  Lead 

mg/L 

09/02/97 

0.0050 

N.D 

Lab  No:  9708F15-11 

Sample  Desc  :  LlQUID.EI  Dorado  ES  2-10 

IV  ft  ^ 

mg/L 

09/02/97 

0.0050 

k  -  N.D. 

Lab  No:  9708F15-12 

Sample  Desc  :  LIQUID, El  Dorado  ES  2-11 

Itf 

lO  fa  Lead 

mg/L 

09/02/97 

0.0050 

N.D. 

Lab  No.  9708F15-13 

Sample  Desc  :  LlQUID.EI  Dorado  ES  2-12 

q/)£>  Lead 

mg/L 

09/02/97 

0.0050 

r.  ,  - 

S  :  N.D. 

Lab  No:  9708F15-14 

Sample  Desc  :  LlQUID.EI  Dorado  ES  2-13 

L 

N.D. 

%\  fc  Lead 

mg/L 

09/02/97 

0-0050 

Analyte3  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page. 


09/03/97  09:03 


TX/RX  NO. 9367         P. 003 


Sequoia 
Analytical 


680  Ch««(>«alie  Drive  Redwood  City.  CA  94063      (650)  «4-9#X>         FAX  [650)  364-9233 

404  N.  Wig«  Un«  Walnut  Credc,  CA  94598       (510)  988-9600  FAX  (510)  988-9673 

8l9Strikcr  Avenu*.  Suite  8     Sacamcftto,  CA  95834  (916)  921-9600  FAX  (916)  921-0100 


,;-..^S'o:i::i:  nmui  '.li;:.MIIr!liiiii,nnuuj— ;,„J... 

rim  minimum  1.1*.  ■■u.TCTn-  ~= : 

| SFUSD 
j  1551  Newcomb  Ave.,  Rm.  103 
s  San  Francisco,  CA  94124 


•==£5=5—:    ...    :..  ^'linWIIIIIIIIHIimU.  «., 


Client  Proj.  ID:  El  Dorado  ES 
Lab  Proj.  ID:  9708F15 


55=^;;-::::;:;;:Mi|i|iij|||iniwmiliiJBlilllitiMmi;:  m,..2.  ~=^aJ5ii.iiiai|iU|i|iKiiiiiii 
■aawiniiiiliiiiillllllllillllliiiiii.^— -=: ========;===s;'-'t;iii[iitiiiimillililn..=-:- 

Sampled;  08/29/97  ijj 
Received:  08/29/97  I 
Analyzed:  see  below  1 


Attention:      Bruce  Glannini 


^iiiiiiiAfiiiilhllil 


pffltlllUMIli:!! 


Reported:  09/03/97  I 


LABORATORY  ANALYSIS 


Analyte 

Units 

Data 
Analyzed 

Detection 
Limit 

Sample 
Results 

UbNo:  9708F15-15 

Sample  Desc  :  LIQUID.EI  Dorado  ES  2-14 

mg/L 

09/02/97 

0.0050 

'  N.D. 

Lab  No:  9708F15-16 

Sample  Desc  :  LIQUID, El  Dorado  ES  2-15 

l/£  A  Lead 

mg/L 

09/02/97 

0.0050 

N.D. 

UbNo:  9708F15-17 

Sample  Desc  :  LIQLUD,EI  Dorado  ES  2-16 

tf>b  Lead 

mg/L 

09/02/97 

0.0050 

fc  -  N.D. 

Lab  No:  970QF15-18 

Sample  Desc  :  LIQUID.EI  Dorado  ES  2-17 

Lead 

mg/L 

09/02/97 

0.0050 

N.D. 

Lab  No:  9708F15-19 

Sample  Desc  :  LIQUID.EI  Dorado  ES  2-16 

ftfi/O  Lead 

mg/L 

09/02/97 

00050 

[    L  N.D. 

Lab  No:          9708F 15-20 

Sample  Desc  :  LIQUID.EI  Dorado  ES  2-18  Duplicat 

Lead 

mg/L 

09/02/97 

0.0050 

N.D. 

UbNo:  9708F15-21 
Sample  Desc  :  LIQUID, Blank 

g  Lead 

mg/L 

09/02/97 

0.0050 

N.D. 

inalytes  reported  as  N.D.  were  not  present  above  the  stated  limit  ot  detection. 

SEQUOIA  ANALYTICAL    elap  #1210 


ineila  Flynn 
'roject  Manager 


Page: 


09/03/97  09:03 


TX/RX  NO. 9367         P. 004 


SEP. 


fk\  Sequoia 
^  "  Analytical 


680  Chcsipcake  Drive 

4.04  P-J.  Wigel  Lane 

8 1 9  Sifiker  Avenue,  5ui«e  * 


Redwood  City.  C A  94063 
Wilnyi  Cfeek,  CA  9459B 
S»cr3meitto,  CA  95834 


b! 


(650)  364-9600 
(510)  9»8-9oO0 
(916)  921-9600 


F.  :!/,15 

FAX  (6S0;  364-9233 
FAX  (510s  998.9673 
FAX  (916)  951-0100 


„,  SFUSD 

j|  1551  Newcomb  Ave  ,  Rm.  103 
!fl  San  Francisco,  CA  94124 


Client  Proj.  ID;  El  Dorado  ES 
LabProj.  ID:  9709619 


ifj  Attention:      Bruce  Giannlni 


!!iu«iMiii|i||i|l|ii|i»Miiimi»saHSS3SS5Ssr 


Sampled:  09/16/97  ?,j 

Received:  09/16/97  |; 

Analyzed:  see  below  jj! 

Reported:  09/19/97  1 


LABORATORY  ANALYSIS 


Ana  lyre 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9709819-01 

Sample  Desc  :  LIQUID. El  Dorado  3-1 

inn  /I 

mg/L. 

n  nn^n 

O  017 

Lab  No:  9709819-02 

Sample  Desc  :  LIQUID, El  Dorado  3-2 

Lead 

mg/L 

09/19/97 

0.0050 

N.D. 

Lab  No:  9709819-03 

Sample  Desc  :  LIQUID, El  Dorado  3-3 

Lead 

mg/L 

09/19/97 

0.0050 

N.D. 

Lab  No:  9709819-04 

Sample  Desc  :  LIQUID, El  Dorado  3-4 

Lead 

mg/L 

09/19/97 

0.0050 

N.D. 

Lab  No:  9709819-05 

Sample  Desc  :  UQUID.EI  Dorado  3-5 

Lead 

mg/L 

09/19/97 

0.0050 

N.D. 

Lab  No:  9709819-06 

Sample  Desc  :  LIQUID, Ei  Dorado  3-6 

Lead 

mg/L 

09/19/97 

00050 

N.D. 

Lab  No:  9709819-07 

Sample  Desc  :  LIQUID.E1  Dorado  3-7 

Lead 

mg/L 

09/19/97 

0.0050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


09/19/97    17:14         TX/RX  NO. 9808         P. 011 


/TN  Sequoia 
'    ~  Analytical 


680  Chesapeake  Drive  Redwood  City,  C A  94063       (.650)  364-9600  FAX  (650)  364-9233 

404  N,  Wiget  Lane  Wijma  Creek.  CA  94598        (510)  9B8-9600  FAX  (5 10J  998-9673 

819  Striker  Avenue.  Suite*     Sacramento,  CA  95834  (916)921-9600  FAX  (916)  921-0100 


■  -...jL^noimiJitSiSi:  • 

mitu,  ,  =  LfT'^nilimiiDiniii,-., 

SFUSD 

1 1551  Newcomb  Ave.,  Rm.  103 
|  San  Francisco,  CA  94124 

I 

:  Attention:      Bruce  Gjannini 


i=2.£2-;  :2£:?Ss^iIB»I«iiik:k:!:::.:..:.-  *™::™3^s~«^^ 

aient  Proj.  ID:  El  Dorado  ES 
Lab  Proj.  ID:  9709819 


Sampled:  09/16/97  !!l 
Received:  09/16/97  !■; 
Analyzed:  see  below  1 

ii 

Reported:  09/19/97 

—  ■i"tiniiiHiiiiuiiiiimiiimi«iniiji!'.ii— . 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No-  9709819-08 

Sample  Desc  .  LIQUID, El  Dorado  3-8 

Lead 

mg/L 

09/19/97 

0.0050 

N.D. 

Lab  No:  9709819-09 

Sample  Desc  :  UQUID.EI  Dorado  3-9 

Lead 

mg/L 

09/19/97 

0.0050 

N.D. 

Lab  No:  9709819-10 

Sample  Desc  UQUID,EI  Dorado  3-9  Dup 

Lead 

mg/L 

09/19/97 

O0050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP  #1210 


Sheila  Flynn 
Project  Manager 


Page 


09/19/97    17:14         TX/RX  NO. 9808         P. 012 


£k\  Sequoia 
%jf  Analytical 


680  CK«apeake  Drive  Redwood  City.  CA  94063 

404  N.  Wlget  Lane  Walnut  Creek,  CA  94598 

8 1 9  Striker  Avenue,  Suite  8     Sacrtrrttnto,  CA  95834 


{650)  364-9600 
(flO)  986-9(500 
(9)6)  921-9600 


FAX  (650)  364-9233 
FAX  (510)  988-967? 
FAX  (916)  921-0)00 


UISFUSD                                    Client  Proj.  ID;     El  Dorado  ES  Sampled: 

1 1551  Newcomb  Ave.,  Rm.  103  Received:  09/16/97  ft 

£  San  Francisco,  CA  94124                Lab  Proj.  ID.  9709819  Analyzed:  see  below  1 

I  m 

1  Attention:     Bruce  Giannlnl  Reported:  09/19/97  | 

=:s.~-E3.-       ■  -.  ,  :iii,iiiiNHiiimnmpr"        ~  --:'-:===:5=3:»i^ailonimilin»^  : :  ;ruui=-^=====:==ri— ;s5.-it-r:"m;n1iiiuiiiiHiiiMiiiiiiiuimilll 


LABORATORY  ANALYSIS 

Analyte  Units  Date  Detection  Sample 

Analyzed  Limit  Results 


Lab  No:  9709819-11 
Sample  Desc  :  LIQUID, Blank 


Lead  mg/L  09/19/97  0.0050  N.D. 


Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


09/19/97    17:14         TX/RX  NO. 9808         P. 013 


Page  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4851  9 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  7 

1551  Newcomb  Avenue,  Rm.  103  EVERETT  MS  Date  Sampled  9/15/97 

San  Francisco,  CA   94124  .  0  . 

'  Date  Received  9/1  5/97 

Date  Analyzed  9/16/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

529-1 

<  1.0 

1.0 

Micro  48519-01 

DRINKING  FOUNTAIN 
DRINKINF  FOUNTAIN  IN  CORRIDOR  C95 
ADJACENT  TO  BATHROOM  T52 
FIRST  DRAW 

Client 

529-2 

1.9 

1.0 

Micro  48519-02 

DRINKING  FOUNTAIN 
DRINKINF  FOUNTAIN  IN  CORRIDOR  C96 
ADJACENT  TO  BATHROOM  T60 
FIRST  DRAW 

Client 

529-3 

1 .6 

1.0 

Micro  48519-03 

DRINKING  FOUNTAIN 
DRINKINF  FOUNTAIN  IN  CORRIDOR  C96 
ADJACENT  TO  BATHROOM  T60 
FIRST  DRAW 

Client 

529-4 

<  1.0 

1.0 

Micro  48519-04 

DRINKING  FOUNTAIN 
DRINKINF  FOUNTAIN  IN  CORRIDOR 
ADJACENT  TO  BATHROOM  750 
FIRST  DRAW 

Client 

529-5 

1 .7 

1.0 

Micro  48519-05 

DRINKING  FOUNTAIN 

DRINKINF  FOUNTAIN  IN  CORRIDOR  C93A 

NEAR  LOCKER  ROOM 

FIRST  DRAW 

Technical  Supervisor: 


9/16/97 


Farid  Rame^^a^ejTTrvL5>^ 
leaa^aflal 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacT~aflalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4851  9 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  7 

1551  Newcomb  Avenue,  Rm.  103  EVERETT  MS  Date  sampled  9/15/97 

San  Francisco,  CA   94124  _  ,  D    .  . 

'  Date  Received  9/1  5/97 

Date  Analyzed  9/16/97 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


529-6 


Micro  48519-06 

SPIKE  #97-W00771-5 
SPIKED 


Client 


529-7 


Micro  48519-07 
BLANK 


1  1.3 


<  1.0 


1.0 


1.0 


Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fdNeadJanaly^ts-m-biinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    47  561 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  5 

1551  Newcomb  Avenue,  Rm.  103  EXCELSIOR  CC  #925  DateSampied  8/18/97 

San  FranciSCO,  CA    94124  Date  Received  8/20/97 

Date  Analyzed  8/20/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

WATER 
001 

1 

47561-01 
FAUCET 

1.6 

1.0 

Client 
Micro 

WATER 
001 

2 

47561-02 
FAUCET 

1.1 

1.0 

Client 
Micro 

WATER 
001 

3 

47561-03 
FAUCET 

1.4 

1.0 

Client 
Micro 

WATER 

002 

4 

47561-04 
FAUCET 

2.3 

1.0 

Client 
Micro 

WATER 
002 

5 

47561-05 
FAUCET 

<  1.0 

1.0 

Technical  Supervisor:  — \^~~^~Z  ""9/5/97   Analyst:   !!L 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  irrdrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
EXCELSIOR  CC 


#925 


Micro  Log  In    4  7  5  61 
Total  Samples  1  5 
Date  Sampled  8/18/97 
Date  Received  8/20/97 
Date  Analyzed  8/20/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

6 

1 .4 

1.0 

Micro  47561-06 

WATER  FAUCET 
002 

Client 

7 

2.6 

1.0 

Micro  47561-07 

WATER  FAUCET 
T60 

Client 

8 

<  1.0 

1.0 

Micro  47561-08 

SINK  DRINKING  FOUNTAIN 
004 

Client 

9 

2.5 

1.0 

Micro  47561-09 

SINK  DRINKING  FOUNTAIN 
004 

Client 

1  0 

<      1 .0 

1.0 

Micro 

BLANK 

47561-10 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaa*  Bnafysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL    LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
EXCELSIOR  CC  #925 


Micro  Log  In     4  7  5  61 
Total  Samples  1  5 
Date  Sampled  8/18/97 
Date  Received  8/20/97 
Date  Analyzed  8/2  0/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  1 

Micro 

47561-11 

1.0 

DRINKING  FOUNTAIN 
C90 

3.7 

Client 

1  2 

Micro 

47561-12 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
PLAY  YARD 

2.9 

Client 

1  3 

Micro  47561-13 

WATER  FAUCET 
T50 

2.8 

1.0 

Client 

1  4 

Micro  47561-14 

WATER  FAUCET 
T50 

4.2 

1.0 

Client 

97-W00752-2 

Micro 

BLANK 

47561-15 

12.2 

1.0 

Technical  fiupprvisnr    v  m-v  —  8/27/97   Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  TeSS"  analysis  in  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition.  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47846 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4  5 

1551  Newcomb  Avenue,  Rm.  103  FAIRMOUNT  ES  Date  Sampled  8/26/97 

San  Francisco,  CA   94124  ~  .  „    •  _,„,„„,„-, 

'  Date  Received  8/26/97 

Date  Analyzed  9/1/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

1 

Micro  47846-01 

SINK  FAUCET 

BLDG  C  NEXT  TO  STOVE 

UPPER  LEVEL  BLDG.  C 

1.6 

1.0 

i 

Client 

2 

Micro  47846-02 

SINK  FAUCET 

BLDG  C  SINK  NEAR  ENTRY 

UPPER  LEVEL  BLDG  C 

14.2 

1.0 

Client 

3 

Micro  47846-03 

SINK  DRINKING  FOUNTAIN 
BLDG  C  NEAR  ENTRY 
UPPER  LEVEL  BLDG  C 

1.5 

1.0 

Client 

4 

Micro  47846-04 

SINK  FAUCET 

RIGHT  SIDE  RR  BLDG  C 

UPPER  LEVEL  BLDG  C 

35.2 

1.0 

Client 

5 

Micro  47846-05 

SINK  FAUCET 

LEFT  SIDE  RR  BLDG  C 

UPPER  LEVEL  BLDG  C 

1  1  6 

4.0 

Technical  Supervisor: 


Farid  RamezanzadervM^S. 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for~1ead-«fialysisTh  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In     47  846 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4  5 

1551  Newcomb  Avenue,  Rm.  103  FAIRMOUNT  ES  Date  Sampled  8/26/97 

San  FranciSCO,  CA    94124  Date  Received  8/2  6/9  7 

Date  Analyzed  9/1/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
BLDG  C 
UPPER 

6 

47846-06 

MJCET 
RR  LEFT  FAUCET 
LEVEL  BLDG  C 

5.8 

1.0 

Client 
Micro 

SINK  Ft 
BLDG  C 
UPPER 

7 

47846-07 
MJCET 

RR  RIGHT  FAUCET 
LEVEL  BLDG  C 

4.8 

1.0 

Client 
Micro 

SINK  Ft 
BLDG  D 

8 

47846-08 
VUCET 

NEXT  TO  STOVE 

5.6 

1.0 

Client 
Micro 

SINK  Ft 
BLDG  C 

9 

47846-09 
VUCET 

SINK  NEAR  ENTRY 

3.5 

1.0 

Client 
Micro 

BLANK 

1  0 

47846-10 

<1.0 

1.0 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fbrJaad'  analysis lt\  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3B 
1063  PROJECT:  Micro  Log  In    47  84  6 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4  5 

1551  Newcomb  Avenue,  Rm.  103  FAIRMOUNT  ES  Date  Sampled  8/26/97 

San  Francisco,  CA  94124 

'  Date  Received  8/26/97 

Date  Analyzed  9/1/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  1 

2.4 

1.0 

Micro   47846-1 1 

SINK  DRINKING  FOUNTAIN 
BLDG  D  NEAR  ENTRANCE 

Client 

97-W00760-4 

21.0 

1.0 

Micro  47846-12 
SPIKED  SAMPLE 

Client 

1  2 

1  .4 

1.0 

Micro  47846-13 
DRINKING  FOUNTAIN 

BLDG  D  OUTSIDE  DRINKING  FOUNTAIN  LEFT 

Client 

1  3 

<1.0 

1.0 

Micro  47846-14 

DRINKING  FOUNTAIN 

BLDG  D  OUTSIDE  DRINKING  FOUNTAIN 

RIGHT 

Client 

1  4 

31.2 

1.0 

Micro  47846-15 

SINK  FAUCET 
BLDG  D  RIGHT  RR 

LEFT  SINK  FAUCET  DISCONNECTED 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  foHead'anaiysTS'irrtlrinking  water  by  the  Calilornia  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
FAIRMOUNT  ES 


Micro  Log  In    4  7  8  4  6 
Total  Samples  4  5 
Date  Sampled  8/26/97 
Date  Received  8/2  6/9  7 
Date  Analyzed  9/1/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

1  5 

Micro  47846-16 

SINK  FAUCET 
BLOG  D  LEFT  RR 

2  3.0 

1.0 

Client 

1  6 

Micro 

47846-17 

8.7 

1.0 

DRINKING  FOUNTAIN 
BLDG  C  MID  LEVEL 
LEFT  DRINKING  FOUNTAIN 
MID  LEVEL 

Client 

1  7 

Micro 

47846-18 

1.0 

DRINKING  FOUNTAIN 
BLDG  C  MID  LEVEL 
RIGHT  DRINKING  FOUNTAIN 
MID  LEVEL 

1  .0 

Client 

1  8 

Micro 

47846-19 

1.8 

1.0 

DRINKING  FOUNTAIN 

BLDG  C  LEFT  DRINKING  FOUNTAIN 

UPPER  FLOOR  LEVEL 

Client 

1  9 

Micro 

47846-20 

1.0 

DRINKING  FOUNTAIN 

BLDG  C  RIGHT  DRINKING  FOUNTAIN 

UPPER  FLOOR  LEVEL 

1 .6 

Technical  Supervisor:    i   ^~~"~7~^<f — ——9/8/97  Analyst: 


9/8/97  Analx/cf  FR 


Farid  Ram^zanzader^M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  forjejid  analysTslh  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition.  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In     47  84  6 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  45 

1551  Newcomb  Avenue,  Rm.  103  FAIRMOUNT  ES  Date  Sampled  8/26/97 

San  Francisco,  CA   94124  _  ,  _    .    .  0<„el(„„ 

Date  Received  8/26/97 
Date  Analyzed  9/1/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

20 

Micro 

BLANK 

47846-21 

<1.0 

1.0 

Client 

21 

Micro  47846-22 
SINK  FAUCET 

OFFICE  AREA  SINK  BLDG  A 

3.1 

1.0 

Client 

22 

Micro  47846-23 

SINK  FAUCET 
BLDG  C  NEAR  STOVE 
MID  LEVEL 

2.5 

1.0 

Client 

23 

Micro  47846-24 

SINK  FAUCET 

BLDG  C  SINK  NEAR  ENTRY 

MID  LEVEL 

6.6 

1.0 

Client 

24 

Micro  47846-25 

SINK  DRINKING  FOUNTAIN 
BLDG  C  NEAR  ENTRY 
MID  LEVEL 

<1.0 

1.0 

Technical  Supervisor:    X         -         -^^C — — -9/8/97  Analyst:   5^  

Farid  Ramezanzadeh.,  M>§. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  Tn  -drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 
SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  FAIRMOUNT  ES 

San  Francisco,  CA  94124 


Micro  Log  In    4  7  8  4  6 
Total  Samples  4  5 
Date  Sampled  8/26/97 
Date  Received  8/26/97 
Date  Analyzed  9/1/97 


Detection 


Client  Sample  ID 

L  pad  Concentration 

UCQU      W  wllvwIIU  O  llwl  1 

(PPb) 

Limit 
(PPb) 

Comments 

Client 

25 

Micro  47846-26 
SINK  FAUCET 

BLDG  C  TEACHERS'  COMPUTER  ROOM 
MID  LEVEL 

6.1 

1.0 

Client 

26 

Micro  47846-27 
SINK  FAUCET 

BLDG  C  TEACHERS'  RR  SINK 
MID  LEVEL 

2.1 

1.0 

Client 

27 

Micro  47846-28 

SINK  FAUCET 

BLDG  C  LEFT  RR  LEFT 

MID  LEVEL 

4.0 

1.0 

Client 

28 

Micro  47846-29 

SINK  FAUCET 

BLDG  C  LEFT  RR  RIGHT 

2.4 

1.0 

MID  LEVEL 

Client 

29 

Micro  47846-30 

SINK  FAUCET 

BLDG  C  RIGHT  RR  LEFT 

MID  LEVEL 

4.0 

1.0 

Technical  Supervisor:  L  f<~^ — ^^-^zs=^~:    ~~~  9/8 /97  Analyst:  

Fano*  Rame^nzadelTTM.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  7  846 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4  5 

1551  Newcomb  Avenue,  Rm.  103  FAIRMOUNT  ES  Date  Sampled  s/26/97 
San  Francisco,  CA  94124  _  . 

Date  Received  8/26/97 
Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

30 

Micro 

BLANK 

47846-31 

<1.0 

1.0 

Client 

31 

Micro  47846-32 

SINK  FAUCET 

BLDG  C  RIGHT  RR  RIGHT 

MIO  LEVEL 

1.1 

1.0 

Client 

32 

Micro  47846-33 

SINK  FAUCET 

BLDG.  A  FACULTY  ROOM 

MID  LEVEL 

1  .2 

1.0 

Client 

33 

Micro  47846-34 

SINK  FAUCET 

BLDG  D  SINK  NEAR  STOVE 

BELOW  MID  LEVEL  "D" 

6.6 

1.0 

Client 

34 

Micro  47846-35 

SINK  FAUCET 

BLDG  D  NEAR  ENTRANCE 

BELOW  MID  LEVEL  "D" 

2.7 

1.0 

Technical  Supervisor:      L        — V^J — y^i~~  ~""'9/8/97  Analyst:   !!5  

Farid  Ramezanzad^h/M^S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysts  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  48092 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  37 

1551  Newcomb  Avenue,  Rm.  103  BRET  HARTE  Date  Sampled  8/26/97 

San  Francisco,  CA    94124  Date  Received  9/2/97 

Date  Analyzed  9/3/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

BRET  HARTE  1 

Micro  48092-01 

SINK  FAUCET 
ROOM  01 5 
FIRST  DRAW 

1.8 

1.0 

Client 

BRET  HARTE  2 

Micro  48092-02 

SINK  FAUCET 
ROOM  01 7A 
FIRST  DRAW 

1  8.7 

1.0 

Client 

BRET  HARTE  3 

Micro  48092-03 

SINK  FAUCET 
ROOM  107 
FIRST  DRAW 

1  0.9 

1.0 

Client 

BRET  HARTE  4 

Micro  48092-04 

SINK  FAUCET 
ROOM  109 
FIRST  DRAW 

4.2 

1.0 

Client 

BRET  HARTE  5 

Micro  48092-05 

SINK  FAUCET 
ROOM  111 
FIRST  DRAW 

8.4 

1.0 

Technical  Supervisor:  %  ^ — ^ — <r  — "      9/8/97   Analyst:   !2i 


Micro  Analytical  Laboratories,  Inc.  is  accredited-fortead  -analysis ry\  drinking  water  by  the  California  Department  ol  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  48092 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  37 

1551  Newcomb  Avenue,  Rm.  103  BRET  HARTE  Date  Sampled  8/26/97 

San  Francisco,  CA   94124  n  ,        .  .  . 

'  Date  Received  9/2/97 

Date  Analyzed  9/3/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

BRET  HARTE  6 

3.9 

1.0 

Micro  48092-06 

SINK  FAUCET 
ROOM  113 
FIRST  DRAW 

Client 

BRET  HARTE  7 

42.5 

1.0 

Micro  48092-07 

SINK  FAUCET 
ROOM  115 
FIRST  DRAW 

Client 

BRET  HARTE  8 

9.6 

1 .0 

Micro  48092-08 

SINK  FAUCET 
ROOM  114 
FIRST  DRAW 

Client 

BRET  HARTE  9 

2.3 

1.0 

Micro  48092-09 

SINK  FAUCET 
ROOM  112 
FIRST  DRAW 

Client 

BRET  HARTE  10 

2.5 

1.0 

Micro  48092-10 

DRINKING  FOUNTAIN 
HALL  "  C90  " 
FIRST  DRAW 

Technical  Supervisor:  ZS^llZZ2^Jl—S^&i        9/8/97  Analyst:  FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
BRET  HARTE 


Micro  Log  In     4  8  0  9  2 
Total  Samples  37 
Date  Sampled  8/26/97 
Date  Received  9/2/97 
Date  Analyzed  9/3/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

BRET  HARTE  11 

4.9 

1.0 

Micro  48092-11 

DRINKING  FOUNTAIN 
HALL  "  C91  " 
FIRST  DRAW 

Client 

BRET  HARTE  12 

2.5 

1.0 

Micro  48092-12 

SINK  FAUCET 
ROOM  101 
FIRST  DRAW 

Client 

BRET  HARTE  13 

1  0.3 

1.0 

Micro  48092-13 

DRINKING  FOUNTAIN 
ROOM  204 
FIRST  DRAW 

Client 

BRET  HARTE  14 

3.6 

1.0 

Micro  48092-14 

SINK  FAUCET 
ROOM  205 
FIRST  DRAW 

Client 

BRET  HARTE  15 

9.8 

1.0 

Micro  48092-15 

DRINKING  FOUNTAIN 
ROOM  207 
FIRST  DRAW 

Technical  Supprvisnr    /  ~x  cr^£  —  9/8/97  Analyst:   £5  

FaricKRamManzactePrH^ . 

Micro  Analytical  Laboratories,  Inc.  is  accredited  forTeatHmalysts  iodypking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In     4  8  092 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  37 

1551  Newcomb  Avenue,  Rm.  103  BRET  HARTE  Date  Sampled  8/26/97 

San  Francisco,  CA  94124  _  ,  _    .  . 

Date  Received  9/2/97 
Date  Analyzed  9/3/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

BRET  HARTE  16 

3.7 

1.0 

Micro  48092-16 

SINK  FAUCET 
ROOM  206 
FIRST  DRAW 

Client 

BRET  HARTE  17 

1  1 .3 

1.0 

Micro  48092-17 

DRINKING  FOUNTAIN 
ROOM  209 
FIRST  DRAW 

Client 

BRET  HARTE  18 

4.7 

1.0 

Micro  48092-18 

SINK  FAUCET 
ROOM  208 
FIRST  DRAW 

Client 

BRET  HARTE  19 

6.6 

1.0 

Micro  48092-19 

SINK  FAUCET 
ROOM  210 
FIRST  DRAW 

Client 

BRET  HARTE  20 

5.5 

1.0 

Micro  48092-20 

SINK  FAUCET 
ROOM  211 
FIRST  DRAW 

9/8/97  Analv/.Qt-  FR 


Technical  Supervisor:    C  c-^'~v^~-^  ^y-^-         g/g/g/   Analyst: 

Farig^Ran^ahzaderr^M .  S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  lo7  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  8092 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3  7 

1551  Newcomb  Avenue,  Rm.  103  BRET  HARTE  Date  Sampled  8/26/97 

San  Francisco,  CA   94124  _  ,  _    .  . 

Date  Received  9/2/97 
Date  Analyzed  9/3/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(Ppb) 

Comments 

Client 

BRET  HARTE  21 

I 

Micro 

48092-21 

<C  O  ■  9 

MULTIPLE  DRINKING  FOUNTAIN 
ROOM  210  EXTERIOR 
FIRST  DRAW 

1  n 
I  .u 

Client 

BRET  HARTE  22 

Micro 

48092-22 

SINK  DRINKING  FOUNTAIN 
ROOM  001 A 
FIRST  DRAW 

3.2 

1.0 

Client 

BRET  HARTE  23 

Micro 

48092-23 

SINK  DRINKING  FOUNTAIN 
ROOM  0O2A 
FIRST  DRAW 

5.2 

1.0 

Client 

BRET  HARTE  24 

Micro  48092-24 

SINK  FAUCET 
ROOM  004A 
FIRST  DRAW 

5.9 

1.0 

Client 

BRET  HARTE  25 

Micro 

48092-25 

SINK  DRINKING  FOUNTAIN 
ROOM  003A 
FIRST  DRAW 

4.4 

1.0 

Technical  Supervisor:  7  — \£Z=^=^kzi  9/8/97  Analyst:  

Farid  Ra>r^apz&deh,  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited -tQMea^  "arjalysi^  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
BRET  HARTE 


Micro  Log  In     4  8  0  9  2 
Total  Samples  37 
Date  Sampled  8/26/97 
Date  Received  9/2/97 
Date  Analyzed  9/3/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

BRET  HARTE  26 

12.7 

1.0 

Micro  48092-26 

DRINKING  FOUNTAIN 
HALL  "C94" 
FIRST  DRAW 

Client 

BRET  HARTE  27 

16.2 

1.0 

Micro  48092-27 

SINK  FAUCET 
ROOM  0O5A 
FIRST  DRAW 

Client 

BRET  HARTE  28 

7.8 

1.0 

Micro  48092-28 

SINK  DRINKING  FOUNTAIN 
ROOM  006A 
FIRST  DRAW 

Client 

BRET  HARTE  30 

10.0 

1.0 

Micro  48092-29 

SINK  DRINKING  FOUNTAIN 
ROOM  008A 
FIRST  DRAW 

Client 

BRET  HARTE  31 

25.6 

1.0 

Micro  48092-30 

MULTIPLE  DRINKING  FOUNTAIN 
PLAY  AREA  "C96" 
FIRST  DRAW 

Technical  Supervisor:    7  • — ^  -  =^?^— — ^  9/8/97  Analyst:   ™  

Farid  RamezaT^zadeh  jvLS. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leatf^alyWifl-4rihking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  48092 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  37 

1551  Newcomb  Avenue,  Rm.  103  BRET  HARTE  Date  Sampled  8/26/97 

San  FranciSCO,  CA    94124  Date  Received  9/2/97 

Date  Analyzed  9/3/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppD) 


Client 

BRET  HARTE  32 

76.7 

2.9 

Micro  48092-31 

SINK  FAUCET 
ROOM  001 B 
FIRST  DRAW 

Client 

BRET  HARTE  33 

104 

4.0 

Micro  48092-32 

SINK  FAUCET 
ROOM  005B 
FIRST  DRAW 

Client 

BRET  HARTE  34 

16.9 

1.0 

Micro  48092-33 

SINK  FAUCET 
ROOM  002B 
FIRST  DRAW 

Client 

BRET  HARTE  35 

34.9 

1.0 

Micro  48092-34 

SINK  FAUCET 
ROOM  003B 
FIRST  DRAW 

Client 

BRET  HARTE  36 

1  1  0 

4.0 

Micro  48092-35 

SINK  FAUCET 
ROOM  004B 
FIRST  DRAW 

Technical  Supervisor:  ^^w^  9/8/97   Analyst:   _I5  

Farid  Rame^aqzadehKM.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  foMeSd  anaiysis-iD drinking  water  by  the  California  Department  ot  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4  80  92 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  37 

1551  Newcomb  Avenue,  Rm.  103  BRET  HARTE  Date  Sampled  8/26/97 

San  Francisco,  CA   94124  ^  ,  _ 

Date  Received  9/2/97 

Date  Analyzed  9/3/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

BRET  HARTE  BL 

Micro 

BLANK 

48092-36 

<  1.0 

1.0 

Client 

BRET  HARTE  29 

Micro  48092-37 
ROOM  007A 

(SAMPLE  NOT  LISTED  ON 
CHAIN-OF-CUSTODY  FORM;  DESCRIPTION 
ENTERED  FROM  BOTTLE  LABEL) 

13.6 

1.0 

Technical  Superviso 


Farid  Ramezan. 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis TrTdnnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    47  522 

3FUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  BRET  HARTE  Date  Sampled  8/16/97 

San  Francisco,  CA   94124  D    .  . 

Date  Received  8/19/97 
Date  Analyzed  8/19/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

BRET  HARTE  1 

Micro  47522-01 

SINK  FAUCET 
ROOM  115 

SAMPLE  NOT 
RECEIVED 

Client 

BRET  HARTE  2 

Micro  47522-02 

DRINKING  FOUNTAIN 
HALLWAY 

5.8 

1.0 

Client 

BRET  HARTE  3 

Micro  47522-03 

DRINKING  FOUNTAIN 
HALL 

7.9 

1.0 

Client 

BRET  HARTE  4 

Micro  47522-04 

SINK  FAUCET 
ROOM  101  "LUNCH" 

2.7 

1.0 

Client 

BRET  HARTE  5 

Micro  47522-05 

SINK  FAUCET 
ROOM  205 

2.5 

1.0 

Technical  Supervisor: 


9/5/97 


Farid  R^mezatl^adeh>^S. 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analyslsln  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  pans  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4752  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  BRET  HARTE  Date  sampled  8/16/9  7 

San  Francisco,  CA   94124  n  ,  D    .  . 

Date  Received  8/19/97 

Date  Analyzed  8/19/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

BRET  HARTE  6 

Micro 

47522-06 

10.9 

1.0 

DRINKING  FOUNTAIN 
ROOM  207 

Client 

BRET  HARTE  7 

Micro 

47522-07 

31.0 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
ROOM  210  EXTERIOR 

Client 

BRET  HARTE  8 

Micro 

47522-08 

29.9 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
PLAY  AREA 

Client 

BRET  HARTE  9 

Micro  47522-09 

SINK  FAUCET 
ROOM  001 

143 

5.0 

Client 

BRET  HARTE  10 

Micro  47522-10 

SINK  FAUCET 
ROOM  002 

1  5.2 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead"arMUyste"ln  "drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In     475  2  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  2 

11551  Newcomb  Avenue,  Rm.  103  BRET  HARTE  Date  Sampled  8/16/97 

San  FranciSCO,  CA    94124  Date  Received  8/19/97 

Date  Analyzed  8/19/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

BRET  HARTE  11 

Micro  47522-11 

SINK  FAUCET 
ROOM  003 

56.4 

2.0 

Client 

BRET  HARTE  BL 

Micro 

BLANK 

47522-12 

<1.0 

1.0 

Technical  Supervisor:      i  tli  ^<^'  ■ — ^975/97  Analyst:   EZL 

Farid  Rarnezar^ader 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead^ana^ysis^m^irinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Sequoia 
Analytical 


680  Chesapeake  Drive 

404  N.  Wlget  Lane 

619  Striker  Avenue,  Suite  8 


Redwood  City,  CA  94063 
Walnut  Crtrk,  CA  9459E 
Sacramento  CA  95S34 


(650)  364-9600 
(510)  9BS.W00 
(9  J  6)  921-9600 


FAX  (650)  364-9233 
FAX  (510)  968-9673 
FAX  (916)  921-0100 


juLl'iilll  ■  i  i-iiraisw'S"'"  " 

;:,  SFUSD 

i;i  1551  Newcomb  Ave.,  flm.  103 
!||  San  Francisco,  CA  94124 


Client  Proj.  ID:  Hart  IS 
LabProj  ID-  971Q472 


!!!  Attention.     Bruce  Giannini 

•  si:  -  t,  ».s*s  suew.-  '■■      ■    r»Biaiai>«ii.'l..i:i.l.lHH!llltm„ir!iBibiilii*ililHIHIIIIIH  nlimiPUilii.iuu.uiaLtaiJiiHiilillllllii  I  IILIIilMiUJIIIUJIIIilllllllllllllllllllllli 


Sampled,  i 5704/97  i 

Received:  10/09/97  !|! 

Analyzed:  see  below  | 

Reported:  10/13/97  1 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710472-01 
Sample  Desc  :  UQUID.Harte  2-A 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No:  9710472-02 
Sample  Desc  :  LIQUID, Harte  2-B 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No:  9710472-03 
Sample  Desc  :  LIQUID,Harte  2-C 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No:  9710472-04 
Sample  Desc  :  LIQUID.Harte  7-A 

Lead 

mg/L 

10/10/97 

0.0050 

N.D 

Lab  No:  9710472-05 
Sample  Desc  :  LIQUID, Harte  7-B 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No:  9710472-06 
Sample  Desc  :  LIQUID, Harte  7-C 

Lead 

mg/L 

10/10/97 

0.0050 

0.015 

Lab  NO:  9710472-07 
Sample  Desc  :  LlQUID,Harte  7-D 

Lead 

mg/L 

10/10/97 

0.0050 

0095 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  ELAP#1210 


Page: 


10/14/97    11:58         TX/RXN0.0298         P. 011 


/T\  Sequoia 
Analytical 


680  Chesapeake  Drive  Redwood  City,  CA  94063 

404  N.  Wgei  Lane  Walnut  Creek,  CA  94598 

S  19  Striker  Avenue,  Suite  E     Sacramento  CA  95834 


(650  J  364-9600 
(510)  988-9600 
(916)  921-9600 


PAX  (650!  364.92  H 
FAX  (510)  9*8-9673 
FAX  (916)  9H-0I0O 


SFUSD                                    Client  Proj.  ID:     Hart  ES 
1 1551  Newcomb  Ave.,  Rm.  103 

|  San  Francisco,  CA  94124                  Lab  Proj,  ID:  9710472 

Blllliilll 

»•  ikwl''  "li'!'".'-..    .iiniiiiniL  * " 

Sampled:  10/04/97  ,„ 
Received-  10/09/97  | 
Analyzed:  see  below 

;  Attention      Bruce  Giannini 

?:;  y&BM&BBm ■"iiiiiiiiliililiilfi^ilislll 

■wm.s   iiflEwri^ 

iKiiiiillB!!"!'"!':  ~  -rrS'n"  illil'ilBllill^f 

==i==i.;;;::;i:iiiulllliti5=- 

Reported:  10/13/97  | 

1  -  -..'iinn       ~    mum" 

.....  ...  ........  .,„i nun H.*ci=    "i»||lH  

LABORATORY  ANALYSIS 

Analyte 

Units 

Date 

Anah/zod 

Detection 
Umit 

Sample 
Results 

Lab  No:  9710472-08 
Sample  Desc  UQUID,Harte  26-A 

Lead 

mg/L 

10/10/97 

00050 

N.D. 

Lab  No:  9710472-09 
Sample  Desc  LIQUID, Harte  26-B 

Lead 

mg/L 

10/10/97 

0.0050 

N.D 

Lab  No:  9710472-10 

Sample  Desc  LIQUID.Harte  26-B  (duplicate) 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No.  9710472-11 
Sample  Desc  :  LIQUlD.Harte  26-C 

Lead 

mg/L 

10/10/97 

0.0050 

0.0050 

Lab  No:  9710472-12 
Sample  Desc  :  UOUJD,Harte  27-A 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No:  9710472-13 
Sample  Desc  ;  LIQUID.Harte  27-B 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No:  9710472-14 
Sample  Desc  :  LIQUID, Harte  27-C 

Lead 

mg/L 

10/10/97 

0.0050 

N.D 

Vnalytes  reported  as  N.D  were  not  present  above  the  stated  limit  ai  detection. 


SEQUOIA  ANALYTICAL  ELAP#12io 


Page  2 


10/14/97     11:58         TX/RXN0.0298  P. 012 


^  .  V  r  iliflia  6SC  Chesipeaks  Drive  Redwood  City  CA  94063       (650)364-9600  FAX  (650)  364 -923  3 

/    A    A        3CL[UU10  404  N.  Wig«t  Line  Walnut  Creek,  CA  94598       (510)  9*8-9600         FAX  (5 10)  9*8-9673 

'      ^J|^}y^'C3.1  819  StrilLcr  Avenue,  Suite  0    Sacramento,  CA  95834         (916)  9H-96O0         FAX  (9)6)  921-0100 


r.  SFUSD 
ill  1551  Newcomb  Ave..  Rm.  103 
l!  San  Francisco,  CA  94124 


SSSSa  -  IBI!  nlfllllWUIilt;, 

•  --n^niiil  nil      ;  :  •:. 

Hart  ES 


Client  Pro).  ID 
Lab  Proj.  ID:  9710472 


"  Attention: 

V     -  c;3nFrr:|'iiiiiini:iii[  _ 

::iiiniiiuiii.illiilii,l,i„„,„,„;  i.e.. 


Bruce  Giannini 


limillllllllllUIUiililHSB 


jolw:,'.        •■  r-  "•SS:=:i!!!HMIlinilllllil'-i 
--  ~- :   *h«e*«*s-f- 

Sampled:  10/04/97  B 
Received:  10/09/97 
Analyzed:  see  below  != 

Reported:  10/13/97  ill 

:-:jui!:ilillliiiliiiiliiir,^r-5=?/ss-..  ■  '  ;i-imBmiilclfeisii=i£=ir=-=-==:E- 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710472-15 
Sample  Desc  LIQUID.Harte  31-A 

Lead 

mg/L 

10/10/97 

0.0050 

0.0060 

Lab  NO.  9710472-16 
Sample  Desc  :  UQUID,Harte  31-B 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No:  9710472-17 
Sample  Desc  :  LIQUID.Harte  31-C 

Lead 

mg/L 

10/10/97 

0.0050 

0.031 

Lab  NO:  9710472-18 
Sample  Desc  .  LIQUID.Harte  32-A 

Lead 

mg/L 

10/10/97 

0.0050 

0.0070 

Lab  NO.  9710472-19 
Sample  Desc  :  UQUID,Harte  32-B 

Lead 

mg/L 

10/10/97 

0.0050 

0.0051 

Lab  No:  9710472-20 

Sample  Desc  :  LIQUID.Harte  32-B  (duplicate) 

Lead 

mg/L 

10/10/97 

0.0050 

0.0051 

Lab  No:  9710472-21 
Sample  Desc  :  LIQUID.Harte  32-C 

Lead 

mg/L 

10/10/97 

0.0050 

0.013 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  ELAP#1210 


Page: 


10/14/97    11:58         TX/RX  NO. 0298         P. 013 


/TN  Sequoia 
Analytical 


680  Chesapeake  Drive  Redwood  City.  CA  94063 

404  N.  Wigct  Lsnc  Walnut  Creek,  CA  94598 

B)9  Striker  Avenue,  Suite  R     S*er»mentO,  CA  95634 


(£50)  364-9600  FAX  (650)  3«4-9233 
(510)  988-9600  FAX  (5 10)  99B.9673 
(916)  921-9600  FAX  (916)  921-0100 


SFUSD 

1551  Newcomb  Ave.,  Rm.  103 
San  Francisco,  CA  94124 

Attention.     Bruce  Giannini 


-s.br        jjrvf'iiiiiiiuiiii  -rets 

Client  Proj  ID:  Hart  ES 
LabProj.  ID:  9710472 


sr:r::;nti5«iriiiiiiii;i,l!,i; 


;','||iliniiiiii|iimy 


if-:-  "W|||||||Hiliii;^sii5:ii=i;= 


Sampled. 
Received: 
Analyzed 

Reported: 


10/04/97 
10/09/97 

see  below 
10713/97  t 


L 

LABORATORY  ANALYSIS 

Anaryte 

Units 

Date 

Ana  Jv/7P.rt 

Detection 
Limit 

Sample 
Results 

Jb  No:  9710472-22 
sample  Desc  LIQUID, narte  34-A 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

-abNo:  9710472-23 
sample  Desc  uuuiu, narte  34-b 

Lead 

mg/L 

10/10/97 

00050 

N.D 

.ab  No:  9710472-24 
Sample  Desc  :  LIQUID.Harte  34-C 

Lead 

mg/L 

10/10/97 

0,0050 

N  D. 

AbNo:  9710472-25 
Sample  Desc  :  UQUID.Harte  35-A 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

abNo:  9710472-26 
iampie  Desc  :  LIQUID.Harte  35-B 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

abNo:  9710472-27 
iample  Desc  .  LIQUID,Harte  35-C 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

abNo  9710472-28 
ample  Desc  :  LIQUID, Harte  36-A 

Lead 


mg/L 


10/10/97 


0.0050 


N.D. 


ifytes  reported  a?  N.D.  were  not  present  above  the  6tated  limit  of  detection. 

•QUOIA  ANALYTICAL     ELAP  #1210 


sila  Flynn 
iject  Manager 


P»9* 


10/14/97     11:58         TX/RXN0.0298  P. 014 


f  A  "X         Canimi'i  660  Chesapeake  Drive  Redwood  City,  CA  94063      ($50)  364.9600         FAX  (650)  564-9233 

^tV^t4,V7ici  404  N.  Wifl«i"L»rt«  Walnut  Creek.  CA  94598       (JiO)  988-9600         FAX  (5 10)  988-9673 

5?-^  ":     AXlS-lytiCQ-l  919  Striker  Avenue.  Suite  8     Sacramento,  CA  95934  1916)921-9600  FAX  (916)  931-0100 


'i-inEKiiiiiiiiiiiiiiiiiiiiiiiiiii:::,,^,,.^^ 

II  1551  Newcomb  Ave.,  Rm.  103 
I  San  Francisco,  CA  94124 


...  Attention. 

Ill  UlUMBJffifeMi 


Bruce  Giannini 


Client  Pro].  ID.   '  Hart  ES 
Lab  Proj.  ID:  9710472 

•••      .  —  -.hnxKai IIIIIIIIIHirS  !.t  -i  ":=.::  =:~Z  = 

"'3»?trnj>!!Mk«li|i.inmiwMNc>iiMit  iRnsssssissaaaB 

LABORATORY  ANALYSIS 


;.ninitiT|iii::i.i.i..!.. 


lip|l||l|lllin<lt.'lElSU..-'  -      .  .:  ,a:D3lll|l|ll|llM.li. 

:=:=  r  ■  ■■  ■  xiimul.;..:  - 

Sampled;  10/04/97  || 
Received:  10/09/97  | 

Analyzed:  see  below  jjj 

y 

Reported:  10/13/97  | 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710472-29 
Sample  Desc  :  LIQUID.Harte  36-B 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No:  9710472-30 

Sample  Desc  UQUID.Harte  36-B  (duplicate) 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No:  9710472-31 
Sample  Desc  :  LIQUID, Harte  36-C 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL     ELAP  #1210 


10/14/97  11:58 


TX/RX  NO. 0298         P. 015 


^PnilOia  680  Chesapeake  Drive  Redwood  City,  CA  9406  3       (650)  364.9600  FAX  (650)  3G4-9133 

JC^UUia  404  N.  Wiget  Lane  Walnut  Creek,  CA  94598       (5l0j  968-9600  FAX  (510)  988-9673 

Analytical 


MS  Striker  Avenue,  Suite  8     Sacramento,  CA  5SB34  (9161   951-9600  FAX  (916)  921.0100 


-  ■■■■■  :  ~_  \  _   :  nn»[llllllllllhll.l 

r'rr'-~-'T3"i"-irn:iin  ;;,;i.„.;5,'i!r=P»  - 

SFUSD 

1551  Newcomb  Ave..  Rm.  103 
San  Francisco,  CA  94124 

Attention:     Bruce  Giannini 


5rffi=s™~-        -  •-rjra-'irsiwqiiini  tliiiHiim.n..; -i-ria=;=~ 

?.n;™=.;5?'r".'  •-^nuiHaiiiluunaaat: .•■  •  ••i-.-ri=~s 

Client  Proj.  ID:     Hart  ES 
Lab  Proj.  ID:  9710472 


Sampled 
Received 
Analyzed 


.   .  .  ,ir;;riimiii[i'.i 
milllill  !i!M!:r. 

10/10/97  !!! 
10/09/97  jjj 
see  below  = 


Reported:  10/13/97 


LABORATORY  ANALYSIS 


Analyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9710472-32 
Sample  Desc  :  LIQUID.Harte  Blank 

Lead 


mg/L 


10/10/97 


00050 


N.D. 


<ialytes  reported  as  N.D.  were  not  present  above  the  stated  limit  o<  detection. 

EQUOLA  ANALYTICAL  -  ELAP#1210 


heila  Flynn 
roject  Manager 


S 


Paao: 


10/14/97     11:58  TX/RXN0.0298  P. 016 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
HILLCREST  ES 


Micro  Log  In    4  7  7  8  3 
Total  Samples  1  0 
Date  Sampled  8/2  3/9  7 
Date  Received  8/2  5/9  7 
Date  Analyzed  8/25/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

HILLCREST  #1 

Micro 

47783-01 

10.6 

DRINKING  FOUNTAIN 
HALLWAY  C90 
FIRST  DRAW 

1.0 

Client 

HILLCREST  #2 

Micro  47783-02 

SINK  FAUCET 
TEACHERS  LOUNGE 
FIRST  DRAW 

2.6 

1.0 

Client 

HILLCREST  #3 

Micro 

47783-03 

1.0 

DRINKING  FOUNTAIN 
HALLWAY  C94 
FIRST  DRAW 

7.0 

Client 

HILLCREST  #4 

Micro 

47783-04 

4.4 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
EXT.  YARD 
FIRST  DRAW 

Client 

HILLCREST  #5 

Micro 

47783-05 

9.1 

1.0 

DRINKING  FOUNTAIN 
HALLWAY  C92 
FIRST  DRAW 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  ior  tead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    47  78  3 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  0 

1551  Newcomb  Avenue,  Rm.  103  HILLCREST  ES  Date  Sampled  8/23/97 

San  FranciSCO,  CA    94124  Date  Received  8/25/97 

Date  Analyzed  8/25/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

HILLCREST  #6 

Micro 

47783-06 

58.5 

2.2 

MULTIPLE  DRINKING  FOUNTAIN 
EXT.  YARD 
FIRST  DRAW 

Client 

HILLCREST  #7 

Micro 

47783-07 

18.6 

1.0 

DRINKING  FOUNTAIN 
2ND  FL  HALLWAY 
FIRST  DRAW 

Client 

HILLCREST  #8 

Micro 

47783-08 

1.0 

DRINKING  FOUNTAIN 
2ND  FL  HALLWAY 
FIRST  DRAW 

9.3 

Client 

HILLCREST  #9 

Micro 

47783-09 

33.3 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
EXT.  YARD 
FIRST  DRAW 

Client 

HILLCREST  #10 

Micro 

BLANK 

47783-10 

1 .0 

1.0 

Technical  Suparvisnr:  72i  A—*1-  ^ — '  ' 9/1/91   Analyst:    

Farid  RamezafwadehTM.S. 

.    \  . 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead"aflalysi^rn  dfinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Sequoia 
Analytical 


680  Chesapeake  Drive  Redwood  City.  CA  94063       {6S0)  364-9600  FAX  (650)  36-4-9233 

404  N  Wiget  Lane  Walnut  Creek,  CA  9459B       (510)  988-9600  FAX  (5)01  988  9673 

S19  Striker  Avenue,  Suite  8     Sacfsmento,  CA  95814  (916)  921.9600  FAX  (916)  921-0100 


S   '  • -■  "I'JIIJUJ  Jill:...   -  :  ■il.'i'.::r.i        ■   uiiiiiiimui.—  r  t    t  i  iuIiiIIMIIMIIu  r  ::   

■  .   !  I  »»:  -    i  setk-h zw-mvss&ver. .wsamm  ;;;;;;»;  •    •  -  - ^■■  ■  ---  ^■nmm  n;i;;  ysammteaBSia: .- 

III  SFUSD                                       Client  Proj  ID-     Hillcrest  ES  Sampled:  10/03/97  ,, 

Hi  1551  NewcombAve.,  Rm.  103  Received:  10/09/97  i 

San  Francisco,  CA  94124                Lab  Proj.  ID.  9710494  Analyzed:  see  below  |j| 


Attention:      Bruce  Giannini 

iiiini|i|||iiii|i|iiiiiii|iiiiiiic:jic^i;:=..:-.if  ,                        ;:.=  ^  ~  i-:zamn\<« 

Re po 

rted:  10/14/97  jj> 

k«.lllillliiiilil-::i..Di:ttia«?i.Ss='S=-«-E;-=*5--  ••                ••» ••r.s'WW'xUl 

IMIUUOijI  ji.    .                                         1  i.l.lillUIUIIIIlMKE:a=:c~::=~~; 

LABORATORY  ANALYSIS 

  .      -•  '"•!lll||llllllll,,l„ 

Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  NO:  9710494-01 

Sample  Desc  :  LIQUID,Hillcrest  6-A 

Lead 

mg/L 

10/13/9/ 

0.0050 

N.D 

Lab  No:  9710494-02 
Sample  Desc  :  LIQUID, Hillcrest  6-B 

Lead 

mg/L 

10/13/97 

0.0050 

ND 

Lab  No:  9710494-03 

Sample  Desc  :  LIQUID, Hillcrest  6-C 

Lead 

mg/L 

10/13/97 

0  0050 

N.D. 

Lab  No:  9710494-04 
Sample  Desc  :  LiQuiD.Hillcrest  7-A 

Lead 

mg/L 

10/13/97 

0.0050 

N.D. 

Lab  No:  9710494-05 

Sample  Desc  :  LIQUID,Hillcrest  7-B 

Lead 

mg/L 

10/13/97 

00050 

N.D. 

Lab  No  9710494-06 
Sample  Desc  :  LIQUID.Hillcrest  7-C 

Lead 

mg/L 

10/13/97 

0.0050 

0.0060 

Lab  No:  9710494-07 

Sample  Desc  :  LIQUID.Hillcrest  7-C  (duplicate) 

Lead 

mg/L 

10/13/97 

0.0050 

0.0060 

Analytes  reported  as  N.D.  were  rot  present  above  the  stated  limit  o<  detection 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


10/14/97    11:58         TX/RXN0.0298         P. 028 


Mi  .ill  J.yt:,  ---   ::; 

•SFUSDr 
1551  Newcomb  Ave  .  Rm.  103 
San  Francisco,  CA  94124 


Attention; 

HaWK!':!!"!'": 


luoia 


Seqi 

~   ~  Analytical 


680  Che»(Xske  Drive  Redwood  City,  CA  94065 

•104  N.  Wigtt  Lane  Walnut  Creek.  CA  94598 

6 1 9  Striker  Avenue,  Suite  6     Sacramento,  CA  95834 


(650)  364-9600 
(510)  988-9600 
(916)  921-9600 


FAX  (6501  564  9233 
FAX  (510)  988-9673 
FAX  (916)  921-0100 


 —  -.   -.   ■:  III  :   Iililn 

Client  Proj.  ID:  Hlllcrest  ES 
Lab  Proj,  ID;  9710494 


!  Illlllllllllll.Un.; 


Bruce  Giannini 


Sampled;  10/03/97  if; 
Received:  10/09/97  | 
Analyzed:  see  below  | 

L" 

Reported:  10/14/97  g 


LABORATORY  ANALYSIS 

Analvte  Units  Date  Detection  Sample 

Analyzed  Limit  Results 


Lab  NO.  9710494-08 

Sample  Desc  LIQUID, Hlllcrest  Blank 


Lead 


mg/L 


10/13/97 


0-0050 


N.D. 


nalytes  reported  as  N.D-  were  no1  present  above  the  stated  limit  of  detection. 


5EQUOIA  ANALYTICAL  -  ELAP#i210 


Page: 


10/14/97     11:58         TX/RXN0.0298  P. 029 


f  T  "X         SfQUOi^  680  Chesapeake  Drive  Red  wood  Ci  ty,  CA  9406  3       (650)364-9600  FAX  (650)  364-9233 

JVVJUV  t*  +04  N,  Wi««  L*n«  Walnut  Creek,  CA  94598       (510)  988-9600  FAX  (5 10)  988-9673 


Analytical 


819  Striker  Avenue.  Suite  8     Sacramento,  CA  958J4  (916)921-9600  FAX  (9l6)  92 1 -0100 


mm 


SFUSD 

111  1561  Newcomb  Ave.,  Rm.  103 
P  San  Francisco,  CA  94124 


^38sgrfiBiufiii!ii!!itMliB[l3r!?S- ' -ti^lsais..  i.  r y «i^iSIHiillliiiiiii''"''"l"'    • '.  "^^smdSB^^^Z  .'.L-- 

Olent  Proj.  ID:  Hilltop 


Lab  Proj.  ID:  9708D10 


uu' 


Attention:      Bruce  Giannini 


.  j""j'ii;iiiiiNi!iiMiiiiiimil 


i!iiRiii'aeakiiis==-: .    ■  ■■•  ^i— -swMylifiuLii,;, 


;«uiijl! 


Sampled:  08/25/97  '9 
Received:  08/25/97  | 
Analyzed:  see  below  = 

Reported:  08/29/97 

MliiniSi'iTr  Zlja^jiimiiilllU 


LABORATORY  ANALYSIS 


Anatyte 

Units 

Date 

A  nfl  1i/9aH 

Ml  Wily  £t?U 

Detection 

Limit 

Will  III 

Sample 

Lab  NO.  9706D10-01 
Sample  Desc  :  LIQUID.Hilltop  1 

Lead 

mg/L 

08/28/97 

0  0050 

N.D. 

Lab  No:  97Q6D10-02 

Sample  Desc  :  LIQUID.Hilltop  i  Duplicate 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D10-03 
Sample  Desc  :  LIOUID,Hilrtop  2 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No'  9708D10-O4 

Sample  Desc  :  LIQUID.Hilltop  3  Blank 

Lead 

mg/L 

08/28/97 

00050 

N.D. 

Lab  No:          9708D 10-05 
Sample  Desc  :  LIQUID.Hilltop  4 

Lead 

mg/L 

08/28/97 

0.0050 

0.0078 

UbNo:  9708D10-06 
Sample  Desc  :  LIQUID, Hilltop  5 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  97Q8D10-07 
Sample  Desc  :  LIQUID.Hilltop  6 

Lead 

mg/L 

08/28/97 

0  0050 

N.D. 

Anafytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  ELAP#1210 


09/02/97    13:23         TX/RX  NO. 9346         P. 018 


f   A  "X         S^QUOifl  680  Chesapeake  Drive  Redwood  City.  CA  94063       (650)364-9600  FAX  (650i  364-9233 

f_  mS\  404  N.  Wlget  Lane  Walnut  Creek.  CA  9459B       (510;  988-9600         FAX  (.5 10)  988-9673 

t^*-^?    Aj\Zl\y\\Q(l\  819  Striker  Avenue,  Su«e  8    Sacramento,  CA  95B34         (916)921-9600         FAX  (916)  921-0100 


==^-=="■^111111111111111111"—===-- 


FUSD 

1551  Newcornb  Ave.,  Rm.  103 

San  Francisco,  CA  94124  Lab  Proj.  ID;  9708D10 


Client  Proj.  ID:  Hilltop 


 ===gilHIIIIIIIIIMIIHi!i 


|ipj!;i!l  T=iijgi§ 


^«HJ!!!J!s-.;.TP 


Sampled:  08/25/97 
Received:  08/25/97 
Analyzed;  see  below  | 


Attention:      Bruce  Glannini 

— h.  ''Miiii|||||i|iiii|jimiiHU(iUr^^-:§=; 


hWlUHIMiiillllillllliki]: 


=^rjlllHllllllllllllllll{ik=== 


  MM^.„    .  _  Reported^/^/97 


Anatyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708D10-08 
Sample  Desc :  LIQUID, Hilltop  7 

Lead 


mg/L 


06/28/97 


0.0050 


ND. 


Lab  No:  9708D 10-09 

Sample  Desc  :  LIQUID, Hilltop  8 

Lead 


mg/L 


08/28/97 


0.0050 


N.D. 


Lab  No;  9708D10-10 
Sample  Desc :  UQUID.Hilttop  9 

Lead 


mg/L 


08/28/97 


0.0050 


N  D. 


^abNo:         9708D 10-11 
Sample  Desc  :  UQUID, Hilltop  10 

Lead 


mg/L 


08/28/97 


0.0050 


N.D. 


Lab  No:  9706D10-12 
Sample  Desc :  LIQUID, Hilltop  11 

Lead 


mg/L 


08/28/97 


talytos  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

EQUOIA  ANALYTICAL  -  ELAP#1210 


^ —  i 


ieila  Rynn 
oject  Manager 


0.0050 


0,044 


Pago: 


09/02/97  13:23 


TX/RX  NO. 9346 


P. 019 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
HERBERT  HOOVER  MS 


Micro  Log  In     4  8  0  51 
Total  Samples  2  1 
Date  Sampled   8/2  7/9  7 
Date  Received  9/3/97 
Date  Analyzed  9/3/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

H.  HOOVER  1 

1  n 
1  .U 

Micro  48051-01 

DRINKING  FOUNTAIN 
C9B 

FIRST  DRAW 

Client 

H.  HOOVER  2 

7.1 

1.0 

Micro  48051-02 

DRINKING  FOUNTAIN 
C9B 

FIRST  DRAW 

Client 

H.  HOOVER  3 

3.0 

1.0 

Micro  48051-03 

DRINKING  FOUNTAIN 
C9C 

FIRST  DRAW 

Client 

H.  HOOVER  4 

2.4 

1.0 

Micro  48051-04 

DRINKING  FOUNTAIN 
C9C 

FIRST  DRAW 

Client 

H.  HOOVER  5 

5.7 

1.0 

Micro  48051-05 

DRINKING  FOUNTAIN 
C9C 

FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Farid  Rame2 

Micro  Analytical  Laboratories,  Inc.  is  accredited  foHead  analysis  -kLdripking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  pads  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


063  PROJECT: 

3FUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  HERBERT  HOOVER  MS 

San  Francisco,  CA  94124 

Date  Analyzed  9/3/97 


Micro  Log  In    4  8  0  51 
Total  Samples  2  1 
Date  Sampled  8/27/97 
Date  Received  9/3/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

H.  HOOVER  6 

3.2 

1.0 

Micro  48051-06 

DRINKING  FOUNTAIN 
C9B 

FIRST  DRAW 

Client 

H.  HOOVER  7 

2.4 

1.0 

Micro  48051-07 

DRINKING  FOUNTAIN 
C9B 

FIRST  DRAW 

Client 

H.  HOOVER  8 

1.7 

1.0 

Micro  48051-08 

DRINKING  FOUNTAIN 
C9G 

FIRST  DRAW 

Client 

H.  HOOVER  9 

2.1 

1.0 

Micro  48051-09 

DRINKING  FOUNTAIN 
C93 

FIRST  DRAW 

Client 

H.  HOOVER  10 

1 .3 

1.0 

Micro  48051-10 

DRINKING  FOUNTAIN 
C93 

FIRST  DRAW 

7  J>  Ll- 

Technical  Si.pprx/isnr-  1         '  ^^  y^   9/6/97   Analyst:   2L 

Farid  Rarr         -  *» 


^mexan^Jeti^M .: 
for-4«ad  analysts  in 


Micro  Analytical  Laboratories,  Inc.  is  accredited  f0Naae"analys«4n  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samoles  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
HERBERT  HOOVER  MS 


Micro  Log  In     4  8  0  51 
Total  Samples  2  1 
Date  Sampled  8/27/97 
Date  Received  9/3/97 
Date  Analyzed  9/3/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

H.  HOOVER  12 

1.5 

1.0 

Micro  48051-11 

DRINKING  FOUNTAIN 
C9B 

FIRST  DRAW 

Client 

H.  HOOVER  13 

3.7 

1.0 

Micro  48051-12 

DRINKING  FOUNTAIN 
C9B 

FIRST  DRAW 

Client 

H.  HOOVER  14 

1.9 

1.0 

Micro  48051-13 

DRINKING  FOUNTAIN 
B18 

FIRST  DRAW 

Client 

H.  HOOVER  15 

6.5 

1.0 

Micro  48051-14 

SINK  FAUCET 
B18 

FIRST  DRAW 

Client 

H.  HOOVER  16 

3.4 

1.0 

Micro  48051-15 

SINK  FAUCET 
B18 

FIRST  DRAW 

Technical  Supervisor: 


/6/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  "ho  dhnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Sample^  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


063 

JFUSD  -  Asbestos  Control  Program 
551  Newcomb  Avenue,  Rm.  103 
Jan  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
HERBERT  HOOVER  MS 


Micro  Log  In     4  8  0  51 
Total  Samples  2  1 
Date  Sampled  8/2  7/9  7 
Date  Received  9/3/97 
Date  Analyzed  9/3/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

H.  HOOVER  17 

Micro  48051-16 

SINK  FAUCET 
B18 

FIRST  DRAW 

3.0 

1.0 

Client 

H.  HOOVER  18 

Micro  48051-17 

SINK  FAUCET 
B18 

FIRST  DRAW 

1 1 .4 

1.0 

Client 

H.  HOOVER  19 

Micro  48051-18 

SINK  FAUCET 
B18 

FIRST  DRAW 

1.9 

1.0 

Client 

H.  HOOVER  11 

Micro  48051-19 

WATER  FAUCET 
30B 

FIRST  DRAW 

2.6 

1.0 

Client 

H.  HOOVER  20 

Micro  48051-20 

SINK  FAUCET 
B18 

FIRST  DRAW 

1.8 

1.0 

2A^ 


9/6/91  Analv/ct-  PR 


Technical  Supervisor:    ~2L      — — ^  /^(—-—9/b/9 /   Analyst: 

Farid  Rame^anzadel^*^. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  tead'analysis  tn^Jrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater.  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  tho 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  48051 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  21 

1551  Newcomb  Avenue,  Rm.  103  HERBERT  HOOVER  MS  DateSampied  8/27/97 

San  Francisco,  CA   94124  „  .  D    .    .  nlaln- 

'  Date  Received  9/3/97 

Date  Analyzed  9/3/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

H.  HOOVER  21 

Micro 

BLANK 

48051-21 

<      1 .0 

1.0 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysisTrTdrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In     4  741  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  6 

1551  Newcomb  Avenue,  Rm.  103  INTN'L  STUDIES  ACADEMY  DateSampied  8/13/97 

San  Francisco,  CA   94124  _    .  . 

Date  Received  8/15/97 

Date  Analyzed  8/15/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKII 
FIRST  C 

1 

47412-01 

MG  FOUNTAIN 

)OR  C-<tO  FIRST  FLOOR 

)RAW 

6.0 

1.0 

Client 
Micro 

DRINKII 
CORRIC 
FIRST  C 

2 

47412-02 

MG  FOUNTAIN 

)OR  C-90  SECOND  FLOOR 

IRAW 

<      1 .0 

1.0 

Client 
Micro 

SINK  Ff 
KITCHE 
FIRST  C 

3 

47412-03 
VUCET 

N  AREA  03S,  BASEMENT 
IRAW 

2.7 

1.0 

Client 
Micro 

DRINKI 
BY  ENT 
FIRST  [ 

4 

47412-04 

I4G  FOUNTAIN 
RANCE  TO  THE  GYM 
JRAW 

3.7 

1.0 

Client 
Micro 

DRINKI 
CORRIC 
FIRST  I 

5 

47412-05 

NG  FOUNTAIN 

K3RC-90 

)RAW 

10.0 

1.0 

Analyst:   L£  

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  311 3B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


Technical  Supervisor: 


Farid  r^amezaniadehrM.S. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47786 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  9 

1551  Newcomb  Avenue,  Rm.  103  JEFFERSON  NURSERY  (CC)  Date  Sampled  8/22/97 

San  Francisco,  CA    94124  Date  Received  8/26/97 

Date  Analyzed  8/3  0/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

JEFFERSON  CC  6 

Micro  47786-06 

SINK  FAUCET 
BATHROOM  3 
FIRST  DRAW 

1 .3 

1.0 

Client 

JEFFERSON  CC  7 

Micro  47786-07 

WATER  FAUCET 
OUTSIDE  FOUNT.  1 
FIRST  DRAW 

1.2 

1.0 

Client 

JEFFERSON  CC  8 

Micro  47786-08 

WATER  FAUCET 
OUTSIDE  FOUNT.  2 
FIRST  DRAW 

31.4 

1.0 

Client 

JEFFERSON  CC  9 

Micro  47786-09 

SINK  FAUCET 
BUNGALOW 
FIRST  DRAW 

3.3 

1.0 

Technical  Supervisor:  -V       — — ^ —  8/31/97          Analyst:   ^  

Farid  Ramez^zadehisM^S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead~analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


luoia 


"   ~  Analytical 


680  Chetjpeske  Drive 

4CM  K  Wigct  Lane 

81?  Sinker  Avenue,  Suite  8 


Redwood  City,  CA  94063       {650)  364.?<500  FAX  (650)  364-9233 

WalmU  Creek,  CA  94598       (510)  98B-9400  FAX  (510)  9SJ-9673 

Sacramento,  CA  95B34  (916)  921-9600  FAX  (916)  921-0109 


Client  Proj.  lD:  Jefferson  CC 
Lab  Proj.  ID:  9710481 


;;SFUSD 

§  1551  NewcombAve.,  Rm  103 
San  Ffancisco,  CA  94124 

hi 

I  Anention:     Bruce  Gianninl 

seiir  .H.:;-.^.- ;= .'  -  ~  :  = .   :iiiinl;        •  liMir  -: ,=::=.=;5ijU'L  ==:=^;..;SiUlK'::!:  - ..:  .:nJiHi  ;■.        Mini;;: 3mi.--"-"~=  -  t  nr.  -  .£  =.sS!i>m:1w  . 


Sampled:  10/0T/97 
Received:  10/09/97 
Analyzed:  see  below 


Reported:  10/14/97 

iiiimii.       -  liiiiilr  — =5r,niil!fc-.^=iniiis; 


LABORATORY  ANALYSIS 


Anafyte  Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No-  9710481-01 

Sample  Desc  :  LIQUID,Jefferson  CC  4-A 

Lead  mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710481-02 

Sample  Desc  LIQUID.Jefferson  CC  4-B 

Lead  ma/L 

10/11/97 

00050 

N.D. 

Lab  No:  9710481-03 

Sample  Desc  :  LIQUID, Jefferson  CC  4-C 

Lead  mg/L 

10/11/97 

0  0050 

N.D. 

Lab  No:  9710481-04 

Sample  Desc :  LIQUID, Jefferson  CC  4-C  duplicate 

Lead  mg/L 

10/11/97 

0.0050 

0.0050 

Lab  No-  9710481-05 

Sample  Desc  :  LIQUID, Jefferson  CC  Blank 

Lead  mg/L 

10/11/97 

0.0050 

ND, 

nalytBS  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


iEQUOIA  ANALYTICAL  ELAP#1210 


Page  i 


10/14/97     11:58         TX/RXNO.0298  P. 064 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  7  5  2  5 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3  0 

1551  Newcomb  Avenue,  Rm.  103  JEFFERSON  ES  Date  Sampled  8/18/9  7 

San  Francisco,  CA  94124  _  ,  _    .  J0)<0,ft, 

Date  Received  8/19/97 
Date  Analyzed  8/2  4/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

JEFFERSON  C.C.  1 

Micro 

47525-01 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  108 

2.7 

Client 

JEFFERSON  C.C.  2 

Micro 

47525-02 

1.6 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  106 

Client 

JEFFERSON  C.C.  3 

Micro 

47525-03 

1.0 

DRINKING  FOUNTAIN 
HALL -1ST  FLOOR 

2.4 

Client 

JEFFERSON  E.S.  4 

Micro 

47525-04 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  104 

4.9 

Client 

JEFFERSON  E.S.  5 

Micro 

47525-05 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  102 

2.0 

Technical  Supervisor: 


Analyst: 


FR 


Farid  RafnezS 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for^ead_ana)ysisln  "drinking  water  by  the  Calitomia  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4752  5 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3  0 

1551  Newcomb  Avenue,  Rm.  103  JEFFERSON  ES  DateSampied  8/18/97 

San  Francisco,  CA   94124  _  ,  _  . 

Date  Received  8/19/97 

Date  Analyzed  8/2  4/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

JEFFERSON  E.S.  6 

1  .6 

1.0 

Micro  47525-06 

SINK  FAUCET 
TEACHERS  LOUNGE 

Client 

JEFFERSON  E.S.  7 

1.2 

1.0 

Micro  47525-07 

DRINKING  FOUNTAIN 
CAFETERIA 

Client 

JEFFERSON  E.S.  8 

<      1 .0 

1.0 

Micro  47525-08 

SINK  FAUCET 
ROOM  8 

Client 

JEFFERSON  E.S.  9 

7.1 

1.0 

Micro  47525-09 

SINK  DRINKING  FOUNTAIN 
ROOM  101 

Client 

JEFFERSON  E.S.  10 

1.9 

1.0 

Micro  47525-10 

SINK  DRINKING  FOUNTAIN 
ROOM  103 

Technical  Supervisor:  ~j  aL^— y — ^--^L^~^  9/5/97   Analyst:   FR 

Farid  RameranzaterTr^.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  KJTlead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  m 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  Amencan  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
JEFFERSON  ES 


Micro  Log  In     4  7  5  2  5 
Total  Samples  30 
Date  Sampled   8/18/9  7 
Date  Received  8/19/97 
Date  Analyzed  8/2  4/9  7 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(PPb) 


Comments 


Client 

JEFFERSON   E.S.  11 

9.6 

1.0 

Micro  47525-11 

SINK  DRINKING  FOUNTAIN 
ROOM  105 

Client 

JEFFERSON   E.S.  12 

3.2 

1.0 

Micro  47525-12 

SINK  DRINKING  FOUNTAIN 
ROOM  209 

Client 

JEFFERSON   E.S.  13 

3.0 

1.0 

Micro  47525-13 

DRINKING  FOUNTAIN 
HALL  -  2ND  FLOOR 

Client 

JEFFERSON  28 

21 .2 

1.0 

Micro  47525-14 

DRINKING  FOUNTAIN 
HALL  -  3RD  FLOOR 

Client 

JEFFERSON  BL 

<  1.0 

1.0 

Micro 

BLANK 

47525-15 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4752  5 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3  0 

1551  Newcomb  Avenue,  Rm.  103  JEFFERSON  ES  Date  Sampled  8/19/97 

San  Francisco,  CA   94124  n  ,  D  . 

Date  Received  8/19/97 
Date  Analyzed  8/24/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

JEFFERSON  E.S  .  14 

Micro 

47525-16 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  212 

2.2 

Client 

JEFFERSON   E.S.  15 

Micro 

47525-17 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  213 

3.7 

Client 

JEFFERSON  E.S.  16 

Micro 

47525-18 

4.1 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  211 

Client 

JEFFERSON  E.S.  17 

Micro 

47525-19 

16.2 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  210 

Client 

JEFFERSON  E.S.  18 

Micro 

47525-20 

SINK  DRINKING  FOUNTAIN 
ROOM  208 

7.3 

1.0 

Technical  Superviso 


■   7  i- 

isor:     i  & — * ' 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  les^anatys1»4o-<lrinking  water  by  the  California  Department  of  Health  Services,  Environment*! 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  Amencan  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
JEFFERSON  ES 


Micro  Log  In    4  7  5  2  5 
Total  Samples  3  0 
Date  Sampled  8/19/97 
Date  Received  8/19/97 
Date  Analyzed  8/2  4/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

JEFFERSON   E.S.  19 

Micro 

47525-21 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  206 

3.2 

Client 

JEFFERSON   E.S.  20 

Micro 

47525-22 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  204 

2.5 

Client 

JEFFERSON   E.S.  21 

Micro 

47525-23 

40.6 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  202 

Client 

JEFFERSON   E.S.  22 

Micro 

47525-24 

8.4 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  201 

Client 

JEFFERSON   E.S.  23 

Micro 

47525-25 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  203 

9.9 

Technical  Supervisor     £  — — s,  ~  9/5/97   Analyst:  - 


Farid  Rarr|ezar«0deh/M^. 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead~5nalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


063  PROJECT:  Micro  Log  In    4752  5 

FUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  3  0 

551  Newcomb  Avenue,  Rm.  103  JEFFERSON  ES  Date  Sampled  8/19/9  7 

an  FranciSCO,  CA    94124  Date  Received  8/ 1  9/9  7 

Date  Analyzed  8/2  4/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

JEFFERSON   E.S.  24 

l 

Micro 

47525-26 

1 

SINK  DRINKING  FOUNTAIN 
ROOM  205 

4.7 

0 

Client 

JEFFERSON   E.S.  25 

Micro 

47525-27 

1  4.8 

1 

0 

SINK  DRINKING  FOUNTAIN 
ROOM  207 

Client 

JEFFERSON  E.S.  26 

Micro 

47525-28 

3.8 

1 

.0 

MULTIPLE  DRINKING  FOUNTAIN 
PLAYGROUND 

Client 

JEFFERSON  E.S.  27 

Micro 

47525-29 

21.2 

1 

.0 

MULTIPLE  DRINKING  FOUNTAIN 
PLAYGROUND 

Client 

JEFFERSON  E.S.  BL 

Micro 

BLANK 

47525-30 

<      1 .0 

1 

.0 

L>~-  1-^- — ^  5/97   Analyst:  

Farid  Rameztin^ehJvtSv^ 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaVanafysis  indrinKing  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


r 


fk\  Sequoia 
~    ~  Analytical 


660  Chesapeake  Drive  Redwood  City.  CA  940«S5       (6S0)  >64-9«50  FAX  (650)  364-925  5 

404  N.  Wiget  Lane  Walnut  Cfeek,  CA  94598       (510)  988-9600         FAX  (510)  988  5*73 

B 19  Striker  Averse,  Suite  8     Sacramemo,  CA  95894  (916)  921-9600  FAX  (916)  921-0100 


mIm,,„     retil   ■"Mill,,.,      "Mill,,,;   Imr„-  £~  n'-n,.^  : ,  'il|,i,„: 1 '  1 1 1 !  i . ,     -  ml  imBtl  Hill        III         I  Hill   ::--■"  ■  -  '"miiii,,  ,  :':i|li,-;r-^="4l)fn==5:)'lLu,-.;-:iJii,i^:-::iiM„„i:^uliiu,: 

IISFUSD  Client  Proj.  ID:     Jefferson  ES  Sampled:  10/03/97  s 

(!!  1551  Newcomb  Ave.,  Rm,  103  Received:  10/09/97  1 

Hi  San  Francisco,  CA  94124  Lab  Proj.  ID:  9710478  Analyzed:  see  below  | 

t  Attention:      Bruce  Gtannini  Reported:  10/14/97 

Vmv.L  ~  --~y<i  ■-■    -  |  r  =  .  smi«&samatj*mi  t-'MiHi;,    ^'"imii;p==-— |lH;~^!fle===SB|lt*==5-!juii;;E== ,  iuiM;Eii.;i'L'm,.=-:-:r^iiiL._L.- ""Mil  ";=r::'ni -;"-?'>;(:s:35  ::'jii;J..^.^i;nf: : ..  ^nuU:; 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No'  9710478-01 

Sample  Desc  :  LIQUID,  Jefferson  E.S.  17-A 

Lead 

mg/L 

1  n  / 1  1  /Q7 

n  nn*;n 

Lab  No.  9710478-02 

Sample  Desc  :  LlQUID,Jefferson  E.S.  17-B 

mg/L 

1  n  /1 1  /Q7 

I  \J  J  \  1/57' 

n  nn*;n 

n  n 

Lab  No:  9710478-O3 

Sample  Desc  :  LIQUID,Jeflerson  E.S.  17-C 

Lead 

mg/L 

10/11/97 

0.0050 

N  D. 

Lab  No:  9710478-04 

Sample  Desc  :  LIQUID,Jefferson  E.S.  21-A 

Lead 

mg/L 

10/11/97 

0.0050 

0.0060 

Lab  No:  9710478-05 

Sample  Desc  :  LIQUID,Jefferson  E.S.  21-B 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710478-06 

Sample  Desc  ;  LIQUID, Jefferson  E.S.  21-C 

Lead 

mg/L 

10/11/97 

0.0O50 

0.026 

Lab  No:  9710478-07 

Sample  Desc  :  LIQUID,  Jefferson  E.S.  25  A 

Lead 

mg/L 

10/11/97 

0O050 

N.D 

lalytes  teported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

EQUOLA  ANALYTICAL  -  ELAP#1210 


ieila  Rynn 
oject  Managei 


Page 


10/14/07    11:58  TX/RXN0.0298 


P. 073 


f  k  "V  ^PnilOl^  680  Chnapwke  Dfive  Redwood  City,  CA  9-4063       (650)364-9600  FAX  (650)  ?<4  9233 

j_  m   \        JC\JUUia  404  N.  Vtfijjet  Lane  Walnut  Creek.,  CA  94598       (510)9*8-9600  FAX  (5 10)  9BB-9673 

<:rr-^>:Z=r     ^jQ^Jy^J^^  819  Striker  Avenue,  Suite  8     Sacramento,  CA  95834  (916)921-9600  FAX  (9|6)  921-0100 


. .•mm,— ■  ■  -::iii||;;.r h::iiiiu; 
--  ;:=snlili  ■    -.  "'iiii,.,.-  :.  -I'iiiim 

!=  SFUSD 
Hi  1551  NewcombAve.,  Rm.  103 
%  San  Francisco,  CA  94124 


j==ai%isE5i=!S||Mu^.; .:  i'iiilii;T-=:3;aniiis=:~!i!iiii.;ire~;:!.':ii|ii,;;---.-:-lniii          -ii  .-  -  miur  ■,.-\^ms^^mK±-.^'  \m: .  ^   .:i|iir  -~mmr.*-  -••»Jiu.i.=-M*iis3=s» 

-   ii.r--^-=^iili'ii==i~^"iiili„._.  .:imli"  -  ■-:::iiiii'r"~^;ini!i!!::;=5Si:iL'-::5:5':noill=i:=;=;.,''iibu:=.-^.!i::iiiii; '■riili,-;=v~iainii::==aiuliL^=_-.:iMii;,t:-    I'liin..  •:  mnli:;—  . 


Client  Proj.  ID:  Jefferson  ES 
LabProj.  ID:  9710478 


Sampled:  10/03/97  jp 
Received.  10/09/97  jjj 
Analyzed:  see  below  % 


I  Attention:     Bruce  Giannini 

=s.=»«lliREH3S!l!)l 

inn:.      ••  •ami-      "lilii'i  =-  --  SMllira  itstfl 

u=-5=H!!;i|ii„t^._^yiiir  •_::,^"!lllli.,  —■  'J|i|ln:„ 

Repor 

.:   •  •  .;                —  .^'liiii-iiii 

ted; 10/14/97  1 

•  --!llll.-~=2SftlG#S5au|tE2S 

.•.why: — ;sHiii!~~i»!iifr~T„,:n 

LABORATORY  ANALYSIS 

Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710478-08 

Sample  Desc  .  LIQUID, Jefferson  E.S,  2S-B 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710478-09 

Sample  Desc  :  LIQUlD.Jefferson  E.S.  25-C 

Lead 

mg/L 

10/11/97 

0.0050 

0.0080 

Lab  No:  9710478-10 

Sample  Desc  ;  LIQUlD.Jefferson  E.S.  2S-C  (dup) 

Lead 

mg/L 

10/11/97 

0.0050 

0.0070 

Lab  No:  9710478-11 

Sample  Desc  :  LIQUiD.Jetterson  E.S.  Blank 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

AnalytBS  reported  as  N  D.  were  not  present  above  the  3tated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


10/14/97    11:58         TX/RX  NO. 0298 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In     4742  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  1 

1551  Newcomb  Avenue,  Rm.  103  KATE  KENNEDY  CC  DateSampied  8/15/97 

San  FranciSCO,  CA    94124  Date  Received  8/ 1  5/9  7 

Date  Analyzed  8/21/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1 

<      1 .0 

1.0 

Micro 

BLANK 

47422-01 

Client 

2 

<      1  .0 

1.0 

Micro  47422-02 

DRINKING  FOUNTAIN 

FIRST  FLOOR  HALLWAY  -  NEXT  TO 

CAFETERIA 

FIRST  DRAW 

Client 

3 

1.8 

1.0 

Micro  47422-03 

MULTIPLE  DRINKING  FOUNTAIN 
PLAYGROUND  LEVEL  OUTSIDE  OF 
CAFETERIA  SOUTH  /  WEST 
FIRST  DRAW 

Client 

4 

22.6 

1.0 

Micro  47422-04 

MULTIPLE  DRINKING  FOUNTAIN 
PLAYGROUND  LEVEL  NORTH  /  WEST  SIDE  OF 
KITCHEN 
FIRST  DRAW 

Client 

5 

<      1 .0 

1.0 

Micro  47422-05 

DRINKING  FOUNTAIN 
SECOND  FLOOR 

BETWEEN  MAIN  OFFICE  &  LIBRARY 
FIRST  DRAW 

Technical  Supervisor:  — ")^^  -^7/97  Analyst:   E5_ 

Farid  RarrieNsanzadehT*M<S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  foHead  analysis  jn  dunking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4742  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  1 

1551  Newcomb  Avenue,  Rm.  103  KATE  KENNEDY  CC  Date  Sampled  8/15/97 

San  Francisco,  CA  94124  _  ,  D 

Date  Received  8/15/97 
Date  Analyzed  8/21/9  7 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


Micro  47422-06 

DRINKING  FOUNTAIN 
SECOND  FLOOR 
NEXT  TO  ROOM  9  -  (HALLWAY) 
FIRST  DRAW 


;lient 


Micro  47422-07 

DRINKING  FOUNTAIN 
THIRD  FLOOR 

HALLWAY  -  NEXT  TO  ROOM  15 
FIRST  DRAW 


1 .6 


1.1 


1.0 


1.0 


Client 


Micro  47422-08 
DRINKING  FOUNTAIN 

THIRD  FLOOR  HALLWAY  -  NEXT  TO  ROOM13 
FIRST  DRAW 


2.4 


1.0 


Client 


Micro  47422-09 

SINK  FAUCET 
KITCHEN  SINK  (LEFT) 
FIRST  DRAW 


1 .0 


1.0 


Client 


1  0 


Micro  47422-10 

SINK  FAUCET 

KITCHEN  SINK  (CENTER) 

FIRST  DRAW 


1.0 


1.0 


Technical  Supervisor:     12  — ^^x^ ^-^UL^^s / 6 / 91   Analyst:  

Farid  Ramezanz^tehTM^. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis -m  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7  422 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  1 

1551  Newcomb  Avenue,  Rm.  103  KATE  KENNEDY  CC  Date  Sampled  8/15/97 

San  FranciSCO,  CA    94124  Date  Received  8/15/97 

Date  Analyzed  8/21/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1  1 

Micro  47422-11 

SINK  FAUCET 

DISH  WASHER  (COUNTER) 

FIRST  DRAW 

<  1.0 

1.0 

Technical  Supervisor        '?   ft^—  .yl^L-9/6/97  Analyst:  

Farid  Ramezanzaderr^.S/X 

Micro  Analytical  Laboratories,  Inc.  is  accredited  (or  lead  analysis  irr'dririking  water  by  the  California  Department  ot  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4  8  028 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4 

1551  Newcomb  Avenue,  Rm.  103  KATE  KENNEDY  CC  Date  Sampled  8/30/97 

San  Francisco,  CA  94124  _  ,  _    .  . 

Date  Received  8/30/9  7 
Date  Analyzed  8/3  0/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

1  2 

<  1.0 

1.0 

Micro 

BLANK 

48028-01 

Client 

1  3 

1.1 

1.0 

icro  48028-02 

MULTIPLE  DRINKING  FOUNTAIN 
PLAYGROUND  LEVEL 
WEST  SIDE  OF  KITCHEN 
FIRST  DRAW 

Client 

1  4 

<      1 .0 

1.0 

Micro  48028-03 

MUTILPLE  DRINKING  FOUNTAIN 
PLAYGROUND  LEVEL 
WEST  SIDE  OF  KITCHEN 
SECOND  DRAW 

Client 

1  5 

1 .2 

1.0 

Micro  48028-04 

MULTIPLE  DRINKING  FOUNTAIN 
PLAYGROUND  LEVEL 
WEST  SIDE  OF  KITCHEN 
THIRD  DRAW 

Technical  Supervisor:   J  — '       9/7/97   Analyst:   


Micro  Analytical  Laboratories,  Inc.  is  accredited  lor  leao"-analysis  irrdrtnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47742 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  8 

1551  Newcomb  Avenue,  Rm.  103  FRANCIS  SCOTT  KEY  ES  DateSampied  8/19/97 

San  FranciSCO,  CA    94124  Date  Received  8/25/97 

Date  Analyzed  8/31/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

MULTIP 
OUTSID 
FIRST  C 

6 

47742-06 

LE  DRINKING  FOUNTAIN 
E  BASKETBALL  COURT 
>RAW 

<      1 .0 

1.0 

Client 
Micro 

MULTIP 
OUTSID 
BLANK 

7 

47742-07 

LE  DRINKING  FOUNTAIN 
E  BASKETBALL  COURT 

<  1.0 

1.0 

Client 
Micro 

SPIKED 

8 

47742-08 

57.4 

2.2 

Technical  Supervisor    ^/  y<r^s/-Ja — ^9/7/97  Analyst:   £L  

Farid  Ramezarjzaaeh , \ M .S>^ 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition.  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 
SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  FRANCIS  SCOTT  KEY  ES 

San  Francisco,  CA  94124 


Micro  Log  In    4  9  2  9  6 
Total  Samples  4 
Date  Sampled   10/2/9  7 
Date  Received  10/8/9  7 
Date  Analyzed  10/8/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
1ST  FLC 
FIRST  C 

3A 

49296-01 

AG  FOUNTAIN 

X)R  HALL  /  SOUTH  END 

•RAW 

<  1.0 

1.0 

Client 
Micro 

DRINKI 
1ST  FLC 
RRST  C 

3B 

49296-02 

AG  FOUNTAIN 

)OR  HALL /SOUTH  END 

)RAW 

1 .4 

1.0 

Client 
Micro 

DRINKI 
1ST  FLC 
FIRST  C 

3C 

49296-03 

AG  FOUNTAIN 

K>R  HALL  /  SOUTH  END 

)RAW 

1  .4 

1.0 

Client 
Micro 

BLANK 

BLANK 

49296-04 

<      1 .0 

1.0 

Technical  Supervisor: 


10/13/97 


Farid  Ramezanzs 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  gn  drinking,  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063                                                                                PROJECT:  Micro  Log  In     4752  3 

SFUSD  -  Asbestos  Control  Program                    S.F.U.S.D.  Total  Samples  1  4 

1551  Newcomb  Avenue,  Rm.  103  STARR  KING  ES  Date  Sampled  8/16/97 
San  Francisco,  CA  94124 


Date  Received  8/19/97 
Date  Analyzed  8/2  4/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

STARR  KING  1 

10.5 

1.0 

Micro  47523-01 

SINK  FAUCET 
KITCHEN  ROOM  017 

Client 

STARR  KING  2 

3.2 

1.0 

Micro  47523-02 

MULTIPLE  DRINKING  FOUNTAIN 
EXTERIOR  NEAR  T-600 

Client 

STARR  KING  3 

3.8 

1.0 

Micro  47523-03 

SINK  FAUCET 
ROOM  009 

Client 

STARR  KING  4 

3.1 

1.0 

Micro  47523-04 

SINK  FAUCET 
ROOM  005 

Client 

STARR  KING  5 

2.7 

1.0 

Micro  47523-05 

DRINKING  FOUNTAIN 
ROOM  003 

Technical  Supervisor:    " /  ^  —  — - .^-—y -  " 9/5/97  Analyst:  

Farid  R^imezanzacjerY;  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In     47  523 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  4 

1551  Newcomb  Avenue,  Rm.  103  STARR  KING  ES  Date  Sampled  8/16/97 

San  Francisco,  CA   94124  .  _  . 

Date  Received  8/1  9/97 

Date  Analyzed  8/24/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

STARR  KING  6 

58.5 

2.0 

Micro  47523-06 

DRINKING  FOUNTAIN 
ROOM  001 

Client 

STARR  KING  7 

15.8 

1.0 

Micro  47523-07 

DRINKING  FOUNTAIN 
ROOM  113 

Client 

STARR  KING  8 

1  1 .4 

1.0 

Micro  47523-08 

DRINKING  FOUNTAIN 
ROOM  114 

Client 

STARR  KING  9 

8.7 

1.0 

Micro  47523-09 

DRINKING  FOUNTAIN 
HALL  -  SOUTH 

Client 

STARR  KING  10 

2.9 

1.0 

Micro  47523-10 

DRINKING  FOUNTAIN 
HALL  NEAR  ROOM  201 

-7  //       „  //' 

Technical  Supervisor:      2         -        'N<x:'~    -~9/5/97  Analyst:  

Farid  RamftzanzatJeh ,  M^6. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47523 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  4 

1551  Newcomb  Avenue,  Rm.  103  STARR  KING  ES  Date  sampled  8/16/97 

San  Francisco,  CA    94124  Date  Received  8/1  9/9  7 

Date  Analyzed  8/2  4/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

STARR  KING  11 

Micro  47523-11 

DRINKING  FOUNTAIN 
HALL  NEAR  LOUNGE 

30.6 

1 

.0 

Client 

STARR  KING  12 

Micro 

47523-12 

10.0 

1 

.0 

DRINKING  FOUNTAIN 

HALL  NEAR  BOYS'  RESTROOM 

Client 

STARR  KING  13 

Micro  47523-13 

DRINKING  FOUNTAIN 

HALL  NEAR  GIRLS'  RESTROOM 

20.9 

1 

.0 

Client 

STARR  KING  BL 

Micro 

BLANK 

47523-14 

<      1 .0 

1 

.0 

Technical  Supervisor:      "7  — yd.  9/5/97  Analyst:  

Farid  Ram^qzadef^M^S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead*  analysis  in  drinking  water  by  the  California  Department  ot  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


S^OUOlS.  6fl0  Chesapeake  Dnve  Redwood  Qiy.  CA  !>40«  3       (650)  3<S4-9<500  FAX  (650)  364-95  3  3 

#A1        ^V.v^  4CM  N  Wlg«i  Lane  Mt'alnui  Creek.  CA  94598       (510)  988-9600         FAX  (SIO)  98B-5>f.7.s 

'••       AnSlytiCS.!  8 19  S,r""r  Awenue'  Suitc8    S»Cr»menio,  CA  55694         (916)  921-9600         FAX  (916)  92t-OlO0 


=:  SFUSD 

1551  Newcomb  Ave  .  Rm.  103 
.,  San  Francisco,  CA  94124 

I  Attention:     Bruce  Giannlni 

::J;:^:=b|:iiii»v  -     .   .niMH!!!::.:.-    •  •  jiawiliBiseasssaiigs 


'  -..it.  '        .  -HlllllL,,  "'•llllll,,  "  -   fill-  -  ■  —  iUlll-    :-T|ll,',!r.^:;  _  _.    !  ■  1 1 1 1 ! .   -     "  "ll  III..,,-       r  =  Ti  . =_ !=H»(K5=-;=S^pJKi^ 


Client  Proj.  ID:  King  ES 
Lab  Proj.  ID-  9710480 


Sampled:  10/03/97 
Received:  10/09/97  jii 
Analyzed:  see  below  1 


i-s'wits..  -  -  """in"        .i.iiiii:        -  ™nnr!r-~>- -  vanni:.:.. *• •=  w«us».  :mi". 


Reported:  10/14/97  iij 


"iir,i« ------  h-'ii:.. .  ..  .  rmi.r- 


Analyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No.  9710480-01 

Sample  Desc  LIQUID. King  ES  6-A 

Lead 


mg/L 


10/11/97 


0.0050 


N.D 


Lab  No:  9710480-02 
Sample  Desc  ;  LIQUID.King  ES  6-B 


Lead 


mg/L 


10/11/97 


00050 


N.D. 


Analytes  reported  as  N.D  were  not  present  above  trie  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manage 


Page. 


10/14/97    11:58         TX/RX  NO. 0298 


^p/Tl  £1  680  Chesapeake  Drive  Redwood  Qry,  CA  'JiOSl       (650)  3o4-5600  FAX  (650)  364  92  33 

"   "  1  404  N  Wiget  Lane  Walnut  Creek,  CA  94598       (510)  988-9600         FAX  (SlOi  9Se  5673 

815  5»nker  Avenue,  Svite  8     Sscramemo,  CA  95834  (916)  921-9600  FAX  (916)  921-0100 


Analytical 


j  SFUSD  Client  Proj.  ID-     King  ES 

JS  1551  Nswcomb  Ave..  Rm.  103 

I  San  Francisco,  CA  94124  Lab  Proj.  ID:  9710480 


;;;  Attention 

lliiiii1!1?:.:^:-,,!'''"" 


Bruce  Giannlni 


■("•(■;--— ==--f  '■;i^ir=^=::i=::::;.':.; 


■■■■■<■■■  .r  -Hut  ..  .C. '     .:  if.'llllll  -i^i:;:  !iJ||llll:..:::  . 

'Mini,,;-       :!:nnR--~=~: :liis»=r=ssiki=s 

Sampled:  10/04/97 
Received:  10/09/97 
Analyzed:  see  below 


Reported:  10/14/97  !!i 

■  -  ••mii«---5=s--3i.i!-~-r--i 


LABORATORY  ANALYSIS 


Anaryte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No'  9710480-03 
Sample  Desc  :  LIQUID, King  ES  &-C 


Lead 


mg/L 


10/1  v97 


0.0050 


0.0050 


Analytes  reported  es  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  ELAP#1210 


Page  2 


10/14/97    11:58         TX/RX  NO. 0298         P. 047 


r.   4:  n 


f±^\        SPQUOiS  690  Chesapeake  Drive  Redwood  City,  CA  940£5      (650)  364.  9600         FAX  (650J  364-93  3? 

^fijj         ^       i  404  N.  Wigtt  Lane  Walnut  Creek,  CA  94598       (510)988-9600  FAX  (510)  98B-£>$7s 


Analytical 


8  1 9  Striker  Avenue,  Suite  B     Sacramento.  CA  95834  (9l6)  911-9600  FAX  (916)  9J|-Ol00 


,  ,     :   I. 

■r  •  r.iii.:-»- 

iii  SFUSD 


|  1551  NewcombAv©.,  Rm  103 
I  San  Francisco,  CA  94124 


Client  ProJ.  ID: 
Lab  Proj.  ID:  9710480 


.   1 1 "  '  " " 

King  ES 


'-  Attention 

aassr-rr'iiiiiiiiin--  .^.-—smmu.. 


Bruce  Glannini 

nui„...  -i.-.'jiimliii.  -  - in  tr.H  ;?  -  -J"Juu:t:.==;.-   iL'       ::::  uilllii,  > 


" "i (tin i r r  -  i = ■  riTim"  :  >'j)li 

Sampled:  10/03/97  I 
Received:  10/09/97  ,,; 
Analyzed:  see  below 

Reported:  10/14/97  1 

vsSr  r-Hiliw   ' -: I II II . .  •Illlllli,  -  ■  -   I|, 


LABORATORY  ANALYSIS 

Analyte                                             Units              Date  Detection  Sample 

Analyzed  Limit  Results 

Lab  No:  9710480-04 

Sample  Desc  LIQUID, King  ES  7-A 

Lead                                       mg/L                10/11/97  0.0050  0.0090 

Lab  No.  9710480-05 

Sample  Desc  :  LIQUID, King  ES  7-B 

Lead                                       mg/L                10/11/97  0-0050  0.010 


Analytes  reported  as  N  D  v^ere  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager/ 


Page' 


10/14/97    11:58         TX/RX  NO. 0298 


^PQlJOi3  680  Chesapeake  Drive  Redwood  City,  CA  $-(063       i650)  JO-l-a&OT  FAX  (650)  364-9233 

|_  I        '-'^^l  404  N  Wigel  Lane  Walnut  Creek,  CA  94598       (510)  988-9600         FAX  ISlO)  988.9673 


Analytical 


b  19  5irlker  Avenue,  Suite  8     Sacramcmo,  CA  95834  (916)  921-9600         FAX  (91 6)  95 1  0IOO 


-  .====  =»;T|iui!i  mum:;      -  nmi,„  "-ssistfeswniuiMi  =  ^"*miM...-     "  '   .—  -f! .  ~  -  ■     ..si..'.--  ~  -  •  =;  man,    ..  iim,.. :.. ..     -irmaas suamm nasffis-ii'::1"'!^^:^-.  -'l"|iih:;  »•■ 

„.  SFUSD                                    Client  Proj.  ID;     King  ES  Sampled'  10/04/97 

:r,  1551  Newcomb  Ave.,  Rm  103                 _  Received:  10/09/97  s 

San  Francisco,  CA  94124                 Lab  Proj.  ID:  9710480  Analyzed:  see  below  iH 


Ilj  Attention.      Bruce  Gianninl  Reported:  10/14/97 

•  •  :*cx  m,^;;:^:i;:;:-r:iiM|||ii-;rr:— :nr:~ :s=;,V.|r..c-=HT=— i:  i:   ;  r.niitunircr ■=^riufcti^=i.--===i jjiii.;^ _'.  ,  int.,   1 1   •■■  |. E  i  =  ^  l-iiiiii m.; ■inin...  '   IT,'"- '  • 

l  JSMl  •••  ...llllllll!  '-    .,  Ill,,;'-  =r..  =  ;r3l|V.,iL!»i=r-r:::i  :.  ^MillS" " ^-,|i,l|-'i  =  =~  ^K'  =    = : ^U-HiljLJli,£— E '      I .. „llllll I    " rS^I.^bE ^X:=B;= .in: U it h : . . b , U ^ ! ! '  =  -  : 


LABORATORY  ANALYSIS 


Analyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9710480-06 
Sample  Desc  .  LIQUID. King  ES  7-C 


Lead 


mg/L 


10/11/97 


0.0050 


0.011 


iftalyiBS  reported  at  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


heila  Flynn 
roject  Manager 


Page 


10/14/97    11:58         TX/RXN0.0298         P. 049 


-  i " 


Analytical 


680  Chesapeake  Dfi»c 

AO*  M.  VCiget  lane 

a  1 P  Striker  Avenue,  Suite  tt 


Rrdwo<v4  City.  CA  94063 
Walnut  Creek,  CA  94598 
Sacramento,  CA  95834 


{650}  364-9600 
(510)  988.9600 
(916)  921.9600 


FAX  (65  0)  364.9233 
FAX  (5)0)  988-9673 
FAX  (916)  921-0100 


I  SF'USD 
8!  1551  Newcomb  Ave.,  Rm.  103 
jji  San  Francisco,  CA  94124 


!!!  Attention:      Bruce  Giannini 


Client  Proj.  ID" King  ES 
Lab  Proj.  ID:  9710480 


!3liTO|K;=.H!S5inaji:;~=:^  i  !!»::;  ::;-"-."ini,i :=?.:■-:— :=  -»iu±~-~::—  -1:111111;: ....:..  '.'.Willi*     ■  ;:nmil' 

n;:„  .  =e=  -"-!■!•.;  ■  ,.,          -  -^:HU---.-.::.:.  in  '!  :c,  ••  •  :■=-  •  ™mss  =!===  ;.H!,i.j;:"  5=H=  W.W-  r  -v  ■-  r.- -jjiju--  =:  u.-L-..uli;:"    "  - ■  ~ ; n i r i t = = =  -  —  ,  r  iK  ..    =:  _;r  ...      =  'ji'i 


"iimn;;  :          •nimn..      ••  rs||i%.=i.>'ii..'»ai|.s  — ■  ■  •  1 1 • ' ' = •      ■•-mm..  .  _  •■■jumi. 

Sampled-  10/03/97 
Received:  10/09/97  5| 

Analyzed:  see  below  1 

Hi 

Reported:  10/14/97 

-  ;  ^   V-.,-  ■  |K 


Analyte 


LABORATORY  ANALYSIS 


Units 


Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9710480-07 

Sample  Desc  .  UQUID.King  ES  1 1-A 

Lead 


mg/L 


10/11/97 


00050 


N.D. 


Lab  No.  9710480-08 

Sample  Desc  :  UQUIO.King  ES  11-B 

Lead 


mg/L 


10/11/97 


0.0050 


N.D. 


Aoftlytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL     FLAP  #1210 


Sheila  Rynn 
Project  Manager 


Page: 


10/14/97    11 :58         TX/RX  NO. 0298 


f  k  "X  SPOHOi3  680  Chesapeake  Drive  Redwood  City,  CA  94063       (650)  364-9600  FAX  (650)  364-9233 

f     |     j  T.  a  404  N  W.itet  Lane  Walnut  Creek,  CA  94591)       (5lO)9B8.%00         FAX  (510)  966-9673 


Analytical 


S 19  Striker  Avenue,  Suite  8     Sacramento,  CA  95834  (916)  921-9600  FAX  (916)  92 1 -0100 


 '"HI..-  rS  i  «••  'I'l'n.i  h=  s  Hlllil,,.,  •Ullll(!iS=i5'53iai4*£r.E.;fl.  T.S.ciS!'-  rCll...  .-:=:  .'"I'lll.,rc  ^.'liJIIIi;.,,  ,.  .    •'Mill,.;;,: '=~3»ll  »,i5g^=MIIUMi^Ki:i,UllljM»roi;:BVI|lu».,t.„...!!!B'lli 

|  SFUSD                                         Client  Proj.  ID'     King  ES  Sampled:  10/04/97  s 

I  1551  Newcomb  Ave.,  Rm.  103  Received:  10/09/97  jj! 

"ii  San  Francisco,  CA  94124                 Lab  Proj.  ID:  9710480  Analyzed:  see  below  jy 

si  Attention:      Bruce  Glannini  Reported:  10/14/97  ill 

LABORATORY  ANALYSIS 

Analyte                                            Units              Date  Detection  Sample 

Analyzed  Limit  Results 


Lab  NO.  9710460-09 

Sample  Desc  LIQUID, King  ES  11-C 

Lead  rng/L  10/11/97  0.0050  0.011 


Lab  No:  9710480-10 

Sample  Desc  :  LIQUID, King  ES  11-C  (duplicate) 

Lead  mg/L  10/11/97  o.ooso  0.010 


^alytes  reported  as  N.D.  were  not  present  above  trie  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL     ELAP  #1210 


Page-  6 


10/14/97  11:58 


TX/RX  NO. 0298         P. 051 


/T\  Sequoia 
■    '  Analytical 


680  Chesapeake  Drive 

404  M.  Wiget  Lane 

81?  Striker  Avenue,  Suite  8 


Redwood  City.  CA  940*3 
Walnut  Creek,  CA  94598 
SacQmcnto.  CA  95834 


(650)  3C4-960C 
(510)  988-9<50O 
(916)  92) -WOO 


FAX  (650)  364-5f235 
FAX  (510)  988-9673 
FAX  (916)  921-0100 


?t  "-  ■   v.  |.,r.'.ii  -  --  -.  •  :r„"|l!llll.;; 

....     L  _;  I 

SFUSD 

|  1551  NewcombAve.,  flm  103 
.._  San  Francisco,  CA  94124 


Client  Proj.  ID  "King  ES" 
Lab  Proj.  ID'  9710480 


jli  Attention:      Bruce  Giannini 

Z'-..  .  -.immiiiiu:!       nn:?Jipmni;;  ===-==;:!:i|uiiii   :  .;iiiiliin  :  Miliar..  ^  •  r  scr-\\ni±  ==; = 1= = .i;iunni, , 


Sampled:  10/03/97 
Received:  10/09/97  |! 
Analyzed:  see  below 

Reported  10/14/97  j 

\\z:zz.z  zz  ^ai.bL  :■:  -  ..  iiiiuf.L ..     .  i|iiiii:r; ; 


LABORATORY  ANALYSIS 


Analyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No.  9710430-11 

Sample  Desc  :  LIQUID, King  ES  Blank 

Lead 


mg/L 


10/11/97 


0.0050 


N.D. 


An&fyies  reported  as  N  D  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP  #1210 


Sheila  Flynn 
Project  Manager 


Page: 


10/14/97  11:58 


TX/RX  NO. 0298 


P. 052 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4  7  742 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  8 

1551  Newcomb  Avenue,  Rm.  103  FRANCIS  SCOTT  KEY  ES  Date  Sampled  8/19/97 

San  FranciSCO,  CA    94124  Date  Received  8/2  5/9  7 

Date  Analyzed  8/31/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
FIRST  F 
FIRST  [ 

1 

47742-01 

MG  FOUNTAIN 

LOOR  KITCHEN  BY  STAIRS 

)RAW 

9.7 

1.0 

Client 
Micro 

SINK  Ft 
FIRST  F 
FIRST  I 

2 

47742-02 
IUCET 

LOOR  KITCHEN 
>RAW 

2.9 

1.0 

Client 
Micro 

DRINKI 
FIRST  F 
FIRST  C 

3 

47742-03 

MG  FOUNTAIN 

LOOR  HALL,  SOUTH  END 

)RAW 

14.2 

1.0 

Client 
Micro 

DRINKI 
2ND  FL 
FIRST  t 

4 

47742-04 

<JG  FAUCET 

DOR  HALL,  SOUTH  END 

>RAW 

<      1 .0 

1.0 

Client 
Micro 

SINK  F/ 
1ST  FL( 
FIRST  C 

5 

47742-05 
VUCET 

>OR  ADMIN.  LOUNGE 
)RAW 

2.9 

1.0 

n  ft    ~  ft 

Technical  Supervisor:     ~>l  c-c — %  y  - — v^~~~         -977/97  Analyst:   al  

Farid  Ramezanzade^i,~M.§. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-anblysis  irfdnnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4  7  641 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  0 

1551  Newcomb  Avenue,  Rm.  103  M.L.KING   MS  Date  Sampled  8/21/97 

San  Francisco,  CA   94124  _  ,  _ 

Date  Received  8/21/97 

Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1 

<  1.0 

1.0 

Micro 

BLANK 

47641-01 

Client 

3 

<      1  .0 

1.0 

Micro  47641-02 
SINK  FAUCET 

FIRST  FLOOR  •  FACULTY  ROOM 
ROOM  103 
FIRST  DRAW 

Client 

4 

1 .2 

1.0 

Micro  47641-03 

DRINKING  FOUNTAIN 
FIRST  FLOOR 
UNDER  STAIRWAY 
NEXT  TO  ROOM  126 

Client 

7 

3.7 

1.0 

Micro  47641-04 
SINK  FAUCET 

FIRST  FLOOR  INSIDE  CAFETERIA  KITCHEN 
FIRST  DRAW 

Client 

8 

5.3 

1.0 

Micro  47641-05 

DRINKING  FOUNTAIN 

LOWER  LEVEL  GIRLS'  GYM  BATHROOM 

FIRST  DRAW 

Technical  Supervisor: 


-7 
13— 


9/6/91 


Analyst: 


AL 


Farid  Rarnezanzac 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  m  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
M.L.  KING  MS 


Micro  Log  In    4  7  6  41 
Total  Samples  1  0 
Date  Sampled   8/21/9  7 
Date  Received  8/21/9  7 
Date  Analyzed  9/1/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

9 

Micro 

47641-06 

1.0 

DRINKING  FOUNTAIN 

UPPER  LEVEL  GYM  -  BASKETBALL  COURT 

FIRST  DRAW 

7 . 5 

Client 

10 

Micro 

47641-07 

3.1 

1.0 

DRINKING  FOUNTAIN 

LOWER  LEVEL  GIRLS'  BATHROOM  GYM 

FIRST  DRAW 

Client 

1  1 

Micro 

47641-08 

1.0 

DRINKING  FOUNTAIN 

LOWER  LEVEL  BOYS'  ROOM  GYM 

FIRST  DRAW 

4.2 

Client 

12 

Micro 

47641-09 

1.0 

DRINKING  FOUNTAIN 

LOWER  LEVEL  BOYS'  ROOM  GYM  • 

BATHROOM 

FIRST  DRAW 

2.2 

Client 

1  4 

Micro 

47641-10 

1.0 

DRINKING  FOUNTAIN 

UPPER  LEVEL  BASKETBALL  COURT 

FIRST  DRAW 

4.1 

Technical  Supervisor:         /L>  -  9/6/97  Analyst:   Q  

Farid  Ramezarteadeh ,  MTS. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  .analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  793  7 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  3 

1551  Newcomb  Avenue,  Rm.  103  LAFAYETTE  ES  DateSampied  8/21/97 

San  Francisco,  CA   94124  ^  ,  0 

'  Date  Received  8/2  9/9  7 

Date  Analyzed  9/2/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

1 

Micro 

47937-01 

2.1 

1.0 

DRINKING  FOUNTAIN 

1ST  FLOOR  CORRIDOR  (190) 

FIRST  DRAW 

Client 

2 

Micro 

47937-02 

1.0 

DRINKING  FOUNTAIN 

1ST  FLOOR  CORRIDOR  (190) 

FIRST  DRAW 

2.3 

Client 

3 

Micro 

47937-03 

16.0 

1.0 

DRINKING  FOUNTAIN 

1ST  FLOOR  CORRIDOR  (190) 

FIRST  DRAW 

Client 

4 

Micro 

47937-04 

1.0 

DRINKING  FOUNTAIN 

2ND  FLOOR  CORRIDOR  (290) 

FIRST  DRAW 

7.3 

Client 

5 

Micro 

47937-05 

1.0 

DRINKING  FOUNTAIN 

2ND  FLOOR  CORRIDOR  (290) 

FIRST  DRAW 

9.2 

Technical  Supervisor:  '  L     — >^ — >  j;"    — '        9/4/97  Analyst:   


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  Head -analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
LAFAYETTE  ES 


Micro  Log  In    4  7  9  3  7 
Total  Samples  1  3 
Date  Sampled  8/21/97 
Date  Received  8/29/97 
Date  Analyzed  9/2/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
2ND  FL 
FIRST  [ 

6 

47937-06 

<4G  FOUNTAIN 

30R  CORRIDOR  (290) 

>RAW 

2.4 

1.0 

Client 
Micro 

DRINKI 
1ST  FLC 
FIRST  r. 

7 

47937-07 

MG  FOUNTAIN 
)OR  RM  (026B) 
)RAW 

17.1 

1.0 

Client 
Micro 

DRINKI 
1ST  FLC 
FIRST  C 

8 

47937-08 

<JG  FOUNTAIN 

)OR  CORRIDOR  (193) 

(RAW 

5.4 

1.0 

Client 
Micro 

MULTIP 
YARD 
FIRST  t 

9 

47937-09 

LE  DRINKING  FOUNTAIN 
)RAW 

2.8 

1.0 

Client 
Micro 

MULTIP 
YARD 
FIRST  t 

1  0 

47937-10 

LE  DRINKING  FOUNTAIN 
)RAW 

4.3 

1.0 

-7  /  "  i 

Technical  Supervisor    "/  — ^^-^.'^^--—^  9/4/97  Analyst:   b±L 

Farid  Ramezanzadeh; M.S. 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  _analysis-rn  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    479  3  7 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  3 

1551  Newcomb  Avenue,  Rm.  103  LAFAYETTE  ES  Date  Sampled  8/21/97 

San  Francisco,  CA  94124  _  ,  _    .  . 

Date  Received  8/29/97 
Date  Analyzed  9/2/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  1 

<  1.0 

1.0 

Micro  47937-11 
SINK  FAUCET 

FACULTY  LOUNGE  RM  (039A) 
ST  DRAW 

Client 

1  2 

<      1 .0 

1.0 

Micro  47937-12 

SINK  FAUCET 
KITCHEN  RM  (037) 
FIRST  DRAW 

Client 
Micro 

BLANK 

<      1  .0 

1.0 

47937-13 

Technical  Supervisor:   v  J/^~  9/4/97   Analyst:   £L  

Farid  Ramezanzadetv,  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for lead  analysis-  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


I063 

3FUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
3an  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
LAFAYETTE  ES 


Micro  Log  In  4  9  31  7 

Total  Samples  6 

Date  Sampled  10/5/9  7 

Date  Received  10/8/97 

Date  Analyzed  10/8/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

1  A 

Micro 

49317-01 

1.0 

DRINKING  FOUNTAIN 

1ST  FLOOR  CORRIDOR  (190) 

RE-SAMPLE 

6.5 

Client 

1  B 

Micro 

49317-02 

1.0 

DRINKING  FOUNTAIN 

1ST  FLOOR  CORRIDOR  (190) 

RE-SAMPLE 

4.5 

Client 

1  C 

Micro 

49317-03 

1.0 

DRINKING  FOUNTAIN 

1ST  FLOOR  CORRIDOR  (190) 

RE-SAMPLE 

3.4 

Client 

2A 

Micro 

49317-04 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR  ROOM  (026B) 
RE-SAMPLE 

2.0 

Client 

2B 

Micro 

49317-05 

<      1 .0 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR  ROOM  (026B) 
RE-SAMPLE 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leadaflalysis  in  dTinKfng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In     4  931  7 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  6 

1551  Newcomb  Avenue,  Rm.  103  LAFAYETTE  ES  Date  Sampled  10/5/97 

San  Francisco,  CA   94124  n  .  D    .    .  <_,„.„., 

Date  Received  10/8/9  7 
Date  Analyzed  10/8/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

2C 

Micro  49317-06 

DRINKING  FOUNTAIN 
1ST  FLOOR  ROOM  (026B) 
RE-SAMPLE 

<  1.0 

1.0 

Technical  Superviso 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lealh«nal^islivdrin]yng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


SPnUOi3.  680  Che»peAe  Drive  Redwood  City,  CA  94063       {650)  364-9600  FAX  (650)  364-9233 

f  _   &   -1  M  404  N  Wiget  Lane  Walnut  Creek,  CA  94598       (SlO)  988.9600  FAX  (510)  988-9673 

^I^^Jy^j^^J  819  Striker  Avenue,  Suite  B     Sacramento,  CA  95834  (916)  951-9600  FAX  (916)  921-0100 


^  R  


fjpjanniiiiiMyun 

SFUSD 

1561  Newcomb  Ave.,  Rm.  103 
San  Francisco.  CA  94124 

Attention:     Bruce  Glannlnl 


nnnimiiniirrii- 


— iA.u*HiTii1itiiiiiiiiHiiiiiiiiiiiiH 


Client  Proj.  ID:  Lake  Shore  Eiem. 
Lab  Proj.  ID:  9708B63 


— '-i-iin  ijininuiiiniiiuiuiuiii 


 ^i.^-:r.;:-tH|int(f(nHtHitiiliM;t.Ti 

3wniiiiiimiiiiiilillllll;;5is:"i;-"= 


Sampled:  08/16/97  % 

Received:  08/22/97  l 

Analyzed:  see  below  | 

Reported:  06/27/97  I 

11      i  .  immmiinniuHiiii:., ....  r 


LABORATORY  ANALYSIS 


Anatyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708B83-01 

Sample  Desc  :  UOUID,Lakeshore-1  (Blank) 

Lead 

mg/L 

08/26/97 

00050 

N.D. 

Lab  No:  9708B83-02 

Sample  Desc .  UQUlD,Laiceshore-2 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B83-03 

Sample  Desc  :  LIQUID, La  keshore-2  (DUP) 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B83-04 

Sample  Desc  :  LIQUID, La keshore-3 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B83-05 

Sample  Desc :  LIQUID, Lake*hore-4 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B83-06 

Sample  Desc  :  LIQUID, Lakeshore-5 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B83-07 

Sample  Desc :  UQUID,Lakeshore-8 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

■aly»»s  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

EQUOIA  ANALYTICAL  -  ELAP#1210 


Pane 

8 


08/27/97     17:27  TX/RX  NO. 9248  P. 032 


FY  ::C.  5294     F.  33/44 

uoia 
Analytical 


f  k  A         Sf^flUOia  680  Chcsipcakc  Drive  Redwood  City,  CA  94063       (650)  364-9600  FAX  (650)  56^  92  J3 

flj        JtVJUUia  404  N  Wiget  Lane  Walnut  Creek.  CA  94598       (510)  988-9<O0  FAX  (5)0)  988. 9673 


8 19  Striker  Awenur,  Suite  8    Sacramento,  CA  958J4  (916)921-9600  FAX  (916)  931-0100 


||i  SFUSD 
111  1551  Newcomb  Ave..  Rm.  103 
|jj  San  Francisco,  CA  94124 


BsaSwwWnNiiBiiiiMimiiiiiiHiB 

Client  ProJ.  ID.     Lake  Share  Hem.  Sampled:  08/16/97 

Received:  08/22/97 

Lab  Proj.  ID:  9708B83  Analyzed:  see  below 


1  Attention: 


Bmce  Gtennlnl 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708B83-08 
Sample  Desc :  UQUID.Lakeshore-7 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B83-O9 
Sample  Desc :  UQUID.Lakeshore-8 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B83-10 
Sample  Desc :  LJQUID,Lakeshore-9 

Lead 

mg/L 

08/27/97 

0  0050 

N.D. 

Lab  NO.  9708B83-11 

Sample  Desc  LIQUID,Lakeshore-1 1 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B83-12 

Sample  Desc :  UQUID,Lakesriore-12 

Lead 

mg/L 

08/27/97 

0  0050 

N.D. 

Lab  No:  9708B83-13 

Sample  Desc :  LIQUID, Lakeahore-12  (DUP) 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B83-14 

Sample  Desc :  UQUID,Lakeshore-13 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Anatytea  reported  a$  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


SheHa  Flynn 
Project  Manager 


Page: 


08/27/97  17:27 


TX/RX  NO. 9248         P. 033 


f  ^sPfllinia  680  Cr.«»peaki  Drive  Redwood  City,  CA  9*063       (650)  364-9600         FAX  (650)  364-92  33 

f_A    \        •Jt^UUiC*  40^  N.  Wlget  Une  Walnut  Creek,  CA  9459B       (510)988-9600         FAX  (510)  988-967 ) 

AllSlytiCSl  S,rikW  AvCTW*,Sw',e8    Sacramc™0'  CA  95B34  (916)  921-9600         FAX  (916)  911-0)00 


•'srjsd" 

1 1551  Newcomb  Ave .  Rm.  103 
I  San  Francisco,  CA  94124 

S  Attention:     Bruce  Giannini 


a^I-sswai/iio  liniimimiiiiliiiS 

Client  Proj.  ID:  Lake  Shore  Elem. 
LabProj  ID:  9708B83 


•iKi  sii.n;»iN.ui.iiiiiiimimwMii 


piuuiiiilluiiiiiiiiiiiinjiT 


Sampled:  08/16/97 
Received:  08/22/97  '% 
Analyzed:  see  below  I 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708B83-15 

Sample  Desc :  UQUID,Lakeshore-14 

lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B83-16 

Sample  Desc  :  LIQUID, Ukeshore-1 5 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B83-17 

Sample  Desc :  LIQUID, Lakeshore- 16 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B83-18 

Sample  Desc :  LIQUID,Lakeshore-17 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B83-19 

Sample  Desc :  LIQUID, Lakeshore-1 8 

Lead 

mg/L 

08/27/97 

0  0050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


Page: 


08/27/97     17:27  TX/RX  NO. 9248  P. 034 


Page  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
LARKIN  STREET 

(HOMELESS) 
YOUTH  CENTER 


Micro  Log  In    4  9  4  5  6 
Total  Samples  9 
Date  Sampled   10/9/9  7 
Date  Received  10/10/97 
Date  Analyzed  10/10/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
DROP  II 

1 

49456-01 
MJCET 

1  KITCHEN  SINK 

<  1.0 

1.0 

Client 
Micro 

SINK  Ft 
DROP  II 

2 

49456-02 
VUCET 

A  RESTROOM 

<  1.0 

1.0 

Client 
Micro 

SINK  Ft 
ART  RO 

3 

49456-03 

IUCET 
OOM  SINK 

<  1.0 

1.0 

Client 
Micro 

SINK  Ft 
STAFF 

4 

49456-04 

VUCET 
RESTROOM 

<  1.0 

1.0 

Client 
Micro 

SINK  Ft 
MEDIC/ 

5 

49456-05 
kUCET 

iL  CLINIC  RESTROOM 

1 .4 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fonead_aVialysTS~m-rfrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
LARKIN  STREET 

(HOMELESS) 
YOUTH  CENTER 


Micro  Log  In    4  9  4  5  6 
Total  Samples  9 
Date  Sampled  10/9/97 
Date  Received  10/10/97 
Date  Analyzed  10/10/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

6 

Micro  49456-06 

SINK  FAUCET 

AFTER  CARE  RESTROOM 

2.0 

1.0 

Client 

7 

Micro  49456-07 

SINK  FAUCET 

AFTER  CARE  KITCHEN 

1.1 

1.0 

Client 

8 

Micro 

BLANK 

49456-08 

<  1.0 

1.0 

Client 

9 

Micro  49456-09 
SINK  FAUCET 

MEETING  ROOM  RESTROOM 

97.4 

3.3 

Technical  Supervisor: 


10/10/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fdKlead^no^ysis  in  dunking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037>Sempies  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


fT*\         CfiAlinifl  6B0  Chewpeake  Dr.vc  Redwood  Clt>-  CA  94065      (C-50)  3$«-M00         FAX  (630!  S64-9239 

A    4    \        OC^UVJla  flC4HW]fftUr.r  Walnut  CreeW.  CA  94598       (510)  986-9600  FAX  (SlOJ  983-9673 

•     •  ^AlJIJjJ     tiC3.1  » if  Striker  Av«iiut.  5uitf  8    Sacramento  CA  95834         (916)  921-9600         FAX  (916;  921-0100 


r.=^5;:i:,„iii|iiuiflSi»  ;_-  =  - 

SSFU3D 


|  1551  Newcomb  Ave.,  Rm.  103 
S  San  Francisco,  CA  94124 


'  Anention: 


Bruce  Giannini 


iiiv  ■!•  :;  ii-T^rr-i-rT-i'-sakifViC'!!;!1: 

Client  Proj.  ID:     Las  Americas  C.C. 


Lab  Proj.  ID:  9709175 

|""|'tiiiiliimiMu;:  ::r==;5;~;E- 


i;is;3i!il.n:iir,is.5f|5.i^:=i 


Sampled 
Received 
Analyzed 


09/05/97  "1 
09/05/97  I 
see  below  jij 


Reported:  09/11/97  5 


Analyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9709175-01 
Sample  Desc  :  LIQUID, 1 

Lead 


mg/L 


09/11/97 


0.0050 


0.0053 


Lab  No:  9709175  02 

Sample  Desc  :  LIQUID, 2 


Lead 


mg/L 


09/11/97 


0.0050 


N.D 


Lab  No:  9709175-03 
Sample  Desc  :  LIQUID.3 


Lead 

mg/L 

09/11/97 

0.0050 

N.D 

Lab  No:          97091 75-04 
Sample  Desc  ;  LIQUID, 4 

Lead 

mg/L 

09/11/97 

0.0050 

0.011 

Lab  No:  9709175-05 
Sample  Desc  :  LIQUID, 4  duplicate 

Lead 

mg/L 

09/11/97 

0.OO50 

0.011 

Lab  No.  9709175-06 
Sample  De&c  :  UQUID.5 

Lead 

mg/L 

09/11/97 

00050 

N.D. 

AnaJytes  reported  as  N.D,  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager/ 


6cV 


Page: 


09/11/97  16:39 


TX/RX  NO. 9546         P. 002 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7  942 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  7 

1551  Newcomb  Avenue,  Rm.  103  JAMES  LICK  MS  Date  Sampled  8/23/97 

San  Francisco,  CA    94124  Date  Received  8/29/97 

Date  Analyzed  9/2/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

#  1 

12.2 

1.0 

Micro  47942-01 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  YARD  NORTH  SIDE 
INITIAL  DRAW 

Client 

#  2 

<  1.0 

1.0 

Micro  47942-02 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  YARD  NORTHWEST 
INITIAL  DRAW 

Client 

#  3 

<      1 .0 

1.0 

Micro  47942-03 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  WEST  SIDE 
INITIAL  DRAW 

Client 

#  4 

1 .6 

1.0 

Micro  47942-04 

DRINKING  FOUNTAIN 
ROOM  001  BASEMENT 
INITIAL  DRAW 

Client 

#  5 

1.6 

1.0 

Micro  47942-05 

DRINKING  FOUNTAIN 
CORRIDOR  C90  -  BASEMENT 
INITIAL  DRAW 

Technical  Supervisor:   ^  . .r^-^-  ^ — —  9/7/97  Analyst:  

Farid  Rafnezahzadeh.^.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4794  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  7 

1551  Newcomb  Avenue,  Rm.  103  JAMES  LICK  MS  Date  Sampled  8/23/97 

San  Francisco,  CA  94124  n  ,  n  . 

Date  Received  8/29/97 
Date  Analyzed  9/2/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

#  6 

<  1.0 

1.0 

Micro  47942-06 

DRINKING  FOUNTAIN 
CORRIDOR  C90S,  FIRST  FLOOR 
INITIAL  DRAW 

Client 

#  7 

<  1.0 

1.0 

Micro  47942-07 

DRINKING  FOUNTAIN 
CORRIDOR  C90N,  FIRST  FLOOR 
INITIAL  DRAW 

Client 

#  8 

1 .0 

1.0 

Micro  47942-08 

DRINKING  FOUNTAIN 
CORRIDOR  C91,  FIRST  FLOOR 
INITIAL  DRAW 

Client 

#  9 

<      1  .0 

1.0 

Micro  47942-09 

DRINKING  FOUNTAIN 
CAFETERIA  130, 1ST  FLOOR 
INITIAL  DRAW 

Client 

#  10 

16.7 

1.0 

Micro  47942-10 

DRINKING  FOUNTAIN 

BOYS'  LOCKER  ROOM  143, 1ST  FLOOR 

INITIAL  DRAW 

Technical  Supervisor:  ' -  ^ ^   9/7/97   Analyst:    

Farid  Ramezanzadeh,  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT: 
SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  JAMES  LICK  MS 

San  Francisco,  CA  94124 


Micro  Log  In    4  7  9  4  2 
Total  Samples  1  7 
Date  Sampled   8/2  3/9  7 
Date  Received  8/29/97 
Date  Analyzed  9/2/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

#  11 

Micro 

47942-1 1 

1 .0 

DRINKING  FOUNTAIN 
CORRIDOR  C90  2ND  FLOOR 
INITIAL  DRAW 

3.5 

Client 

#  12 

Micro 

47942-12 

1 .7 

1.0 

DRINKING  FOUNTAIN 

CORRIDOR  C90  EAST  SIDE  2ND  FLOOR 

INITIAL  DRAW 

Client 

*  13 

Micro  47942-13 
SINK  FAUCET 

TEACHERS'  LUNCH  ROOM  223  2ND  FLOOR 
INITIAL  DRAW 

11.5 

1.0 

Client 

#  14 

Micro 

47942-14 

1.0 

DRINKING  FOUNTAIN 
CORRIDOR  C90,  THIRD  FLOOR 
INITIAL  DRAW 

2.5 

Client 

«  15 

Micro 

47942-15 

DRINKING  FOUNTAIN 
CORRIDOR  C90, 3RD  FLOOR 
INITIAL  DRAW 

2.3 

1.0 

Technical  Supervisor: 


9/6/97 


Farid  Ramezanz, 


M.S. 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  4 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  7  9  4  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  7 

1551  Newcomb  Avenue,  Rm.  103  JAMES  LICK  MS  Date  Sampled  8/23/97 

San  Francisco,  CA   94124  -  ,  D        .  _ 

'  Date  Received  8/29/97 

Date  Analyzed  9/2/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

#  16 

Micro  47942-16 

DRINKING  FOUNTAIN 
ROOM  152,  FIRST  FLOOR 
INITIAL  DRAW 

1  0.6 

1.0 

Client 

#  17 

Micro 

BLANK 

47942-17 

<      1 .0 

1.0 

Technical  Supervisor:  -y^y^---v^- — 9/6/97   Analyst:    

Farid  Rameza«£a€teBrM.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead~analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In  49319 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  9 

1551  Newcomb  Avenue,  Rm.  103  J.  LICKS  MS  Date  Sampled  10/4/97 

San  FrancisCO,  CA    94124  Date  Received  1  0/8/9  7 

Date  Analyzed  10/8/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1  A 

Micro 

49319-01 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
EXT  YARD 
FOLLOW-  UP 

4.0 

Client 

1  B 

Micro 

49319-02 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
EXT  YARD 
FOLLOW-  UP 

3.2 

Client 

1  OA 

Micro 

49319-03 

3.8 

1.0 

DRINKING  FOUNTAIN 
R-130  GIRL'S  LOCKER  ROOM 
FOLLOW-  UP 

Client 

1  0B 

Micro 

49319-04 

1.0 

DRINKING  FOUNTAIN 
R-130  GIRL'S  LOCKER  ROOM 
FOLLOW-  UP 

3.3 

Client 

1  3A 

Micro  49319-05 
SINK  FAUCET 

R-223  TEACHER  LUNCH  ROOM 
FOLLOW-  UP 

1.2 

1.0 

i 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacfaTrarysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmenlal 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  931  9 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  9 

1551  Newcomb  Avenue,  Rm.  103  J.  LICKS  MS  Date  Sampled  10/4/97 
San  Francisco,  CA   94124  _    .    .  </wo/rt. 

Date  Received  10/8/97 
Date  Analyzed  10/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

1  3B 

Micro  49319-06 

SINK  FAUCET 

R-223  TEACHER  LUNCH  ROOM 
FOLLOW-  UP 

1.6 

1.0 

Client 

1  C 

Micro 

49319-07 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
EXT  YARD 
FOLLOW-  UP 

3.5 

Client 

1  0C 

Micro 

49319-08 

1.0 

DRINKING  FOUNTAIN 
R-130  GIRL'S  LOCKER  ROOM 
FOLLOW-  UP 

3.9 

Client 

30 

Micro 

BLANK 

49319-09 

<      1 .0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  armlyifeSa-diirjking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


/T\  Sequoia 
Analytical 


660  Chesapeake  Drive  Redw<x»i  City,  CA  W063 

«04  N.  Wlget  Lane  Walnut  Creek,  CA  9*$9S 

8!9  Striker  Avenue,  Suite  B    Sacramento,  CA  95834 


(650)  364-9600 
(5l0)  98«.96Q0 
(916)  921-9600 


FAX  (650)  364-9153 
FAX  (5i0)  988-9673 
FAX  (916)  921-0)00 


.:s=:s5=2:==~Hi.5.5£s!ii.i;=E:S~::i^-.    .  *.  •  » ^'^^"Xffl^fflW  MIIMUHMIW  IUIHMHM!ag==;:5=5a55;=;:i-::-.f  „ 

:-!:i^tmI:»,m,«;,«.»,;.,:,.,iS^   i!!ilji:!iHiS;(lfcfcii«iii«iai«™  :ui::!iiH!itlmli 

;  SFUSD  Client  Pro).  ID:     Ullenthal/3630  Divisadero  Sampled:  08/20/97 

1551  Newcomb  Ave.,  Rm.  103  Received:  OB/21/97  ill 

San  Francisco,  CA  94124  Lab  Pro].  ID:  9708A93  Analyzed:  see  below  g 


Attention:     Bruce  Giannini 


T^itriiniimiiiiiiiiiiillfNI 


Reported:  08/25/97  S 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708A93-01 
Sample  Desc  :  LIQUID,  Ullenthal  1 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Lab  NO:  9708A93-02 

Sample  Desc  :  LIQUID, Ullenthal  1  duplicate 

Lead 

mg/L 

08/22/97 

0,0050 

N.D. 

Lab  No:  9708A93-03 
Sample  Desc  :  LlQUID,Ulierrthal  2 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Lab  No:  9708A93-O4 

Sample  Desc  :  UQUID.UIIenthal  2  duplicate 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Lab  NO"  9708A93-05 
Sample  Desc  :  UQUID,Lilienthal  3 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Lab  No:  9708A93-06 
Sample  Desc  :  UQUID,Lilienthal  4 

Lead 

mg/L 

08/22/97 

0.0050 

N  D. 

Lab  No:  9706A93-07 
Sample  Desc  :  UQUID,Liliemhal  5 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Anaiytes  reported  as  N.D.  ware  not  prasgrtt  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


snena  i-iynn 
Project  Manager 


Page: 


08/25/97    16:08         TX/RX  NO. 9188         P. 007 


^PflliniS  660  Chesapeake  Drive  Redwood  City,  CA  94063       (650)364-9600  FAX  (650)  364-9233 

404  M.  Wiget  Lane  W»lrxit  Cwli,  CA  94598       (510)986-9600  FAX  (510)  988-9673 

Ylfl\yf}QQ\  619  Striker  Avenue,  Suite  8     S»cr»l*v«nU5,  CA  95834  (916)  921-9600  FAX  (916)  91 1 .0JO0 


:-=§ij-:  z :  — r^j^.^^.^n;;:;:;;;:,;,;.;:;;^  L,  ,:;,;,„  . .  -,r^i.-:..-.-T^ 

I  SFUSD  "       "  5    1     =  cltert  Proj'.  ID:    Oi^thal/3630  DMsadero 

S  1551  Newcomb  Ave ,  Rm.  103 

I  San  Francisco,  CA  94124  Lab  Praj.  ID:  9708A93 

lb 
a 

E  Attention:     Bruce  Giannini 

fcr,.,iji^MTM^.mitit*tttijwwHiwiw»iiaifliiinNiiMiiniiim|iiiiii  niiiiiwtmniiuimiiiiiiiiiiiiiiiiiiHiiiiiiui  HIIIMHjjWMaijiiiiMSSMSMi^g^sis;;;.-,;;,;  ■ 

&?:!  ■    ■     .  ilia'lldllllllilllllllllllllllllllllBllllllllllllllllllllllllllllllllllllllllllllllllHB  II  llll  Illilllllllllllllllllllllll  llilllillili'  I   — :i-H!-==--V= 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708A93-08 
Sample  Desc  :  LIQUID, Lilienthal  6 

Lead 

mg/L 

DS/22/97 

0  0050 

N.D. 

Lab  No:  9708A93-09 
Sample  Desc  UQUID,Lilienthal  7 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Lab  No:  970QA93-10 
Sample  Desc  :  LIQUID, Lilienthal  8 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Lab  No:         9708A93-1 1 
Sample  Desc  :  LIQUID, Lilienthal  9 

Lead 

mg/L 

08/22/97 

00050 

N.D. 

Lab  No:  9708A93-12 
Sample  Desc  :  LIQUID, Llllerrthal  10 

Lead 

mg/L 

08/22/97 

0  0050 

N.D. 

Lab  No:  9708A93-13 
Sample  Desc  :  LIQUID.Lilienthal  11 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

UbNo:  9708A93-14 
Sample  Desc  :  UQUID.LMienthai  12 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

r=^==^Ki^aa»niinriimiiiiiiiiiiiiiiiiiiiiiiiuiiiiii 

Sampled:  08/20/97  iij 
Received:  08/21/97  | 
Analyzed:  see  below  jjj 


Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


Page:  2 


08/25/97    16:08         TX/RX  NO. 9188         P. 008 


7  :- : :ypy                                          sc.  sr:  f.  9/2? 

^minia              6S0 Chesapeake  Drive  Redwood  City,  CA  94063  «S50)  36<-96O0  FAX  (650)  364.9253 

^CHUV^                   404  M  Wiget  Lane  Walnut  Creek,  CA  94598  (510)  988-9600  FAX  (510)  988-9673 

6195triker  Aveoue,  Suite  8  Sacramento.  CA  95834  (916)  911-9600  FAX  (9l6)  921-0100 


Analytical 


immiiMSSSSE 


SFUSD 

1551  Newcomb  Ave.,  Rm.  103 
San  Francisco,  CA  941 24 


Attention: 

"■L'j_-!«eninfflmiifmii:l 

—  Hllllll! 


Bruce  Gianninj^ 

ilPllliia^ii^iuiiriiiiiiii 


"Client  Proj  ID:  Lilienthal/3630  Divisadero 
Lab  Pro).  ID:  9708A93 


LABORATORY  ANALYSIS 


Sampled:  09/20/97  | 

Received:  08/21/97  I 

Analyzed;  see  below  | 

Repor^:jrj8yg5/97 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708A93-15 

Sample  Oesc  :  LlQUID.Lilienthal  13 

Lead 

mg/L 

08/22/97 

0.0050 

0.0064 

Lab  NO;  9708A93-16 
Sample  Desc  :  LIQUID, Lilienthal  14 

Lead 

mg/L 

OB/22/97 

0  0050 

N.D. 

Lab  No:  9708A93-17 
Sample  Desc  :  LIOUID.Lilienthal  15 

Lead 

mg/L 

08/22/97 

00050 

N.D. 

Lab  No:  9708A93-18 
Sample  Desc :  LIOUID.Lilienthal  16 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Lab  No:  9706A93-19 

Sample  Desc  .  LlQUID,Lilienthal  17 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Lab  No:  9708A93-20 
Sample  Desc :  LIQUlD.Lilienthal  18 

Lead 

mg/L 

08/22/97 

0.0050 

0-0086 

Lab  No:  9708A93-21 

Sample  Desc :  UQUID,Lilienthal  19 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

malytee  reported  as  N.D.  were  not  present  above  the  slated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


Page.  3 


08/25/97  16:08 


TX/RX  NO. 9188  P. 009 


as 


SPrniOia  6&0  C^S**1"  Drivc  Redwood  City,  CA  94063      (6501  364.9600         FAX  (650)  364-9139 

V^CMUV^  4M  N  Wiget  L»n«  Walnut  Creek,  CA  94598       (510)  988-9600         FAX  (510)  988-967} 

AlldlytiCdl  B19SlrikerA«WW,  SuJteS     Sacramento,  CA  95834  (916)  911-9600  FAX  (916)  91  l-OlOO 


■  SFUSD 

n  1551  NewcombAve.,  Rm.  103 
||  San  Francisco,  CA  94124 

in 

I  Attention:     Bruce  Glanrtlnl 

llljiSCT^l?''!--: :   .   ,-r  r        rm  1  . 

Iintiwwtniiiiiiiiimiiriv;'-*-- -—     ~  -    =r=-r— =:—•=*=•= 


Client  Proj.  ID:  Lilienthal /3630  Divisadero 
Lab  Proj.  ID:  9708A93 


^.jw^i^Lrjin.:..:  ; 


jjBHggljjMjjijgjjpa 

Sampled:  08/20/97"  _1i 
Received:  08/21/97  I 
Analyzed:  see  below  HI 

Reported:  0B/25/97  | 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lib  No:  9708A93-22 
Sample  Desc  :  LIQUID. Lilienthal  20 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Lab  No:  9708A93-23 
Sample  Desc  :  LIQUID, Lilienthal  21 

Lead 

mg/L 

0Q/22/97 

0.0050 

N.D. 

Lab  No:  9708A93-24 
Sample  Desc  :  LIQUID, Lilienthal  22 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Lab  No:  9708A93-25 
Sample  Desc  '  LIQUID,Lilienthel  23 

Lead 

mg/L 

08/22/97 

00050 

N.D. 

Lab  No.  9708A93-26 
Sample  Desc  :  LIQUID, Lilienthal  24 

( 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Lab  No:  9708A93-27 
Sample  Desc  :  UQUID.Ulienthal  25 

Lead 

mg/L 

08/22/97 

0.0050 

1 

0.032 

Lab  No:  9708A93-28 

Sample  Desc  :  LIQUID.Lilienthal  14  Duplicate 

-i 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#12iO 


Sheila  Flynn 
Project  Manager 


Page: 


08/25/97    16:08         TX/RX  NO. 9188         P. 010 


^^^^V         ^PfniOitl  6  SO  Chesapeake  Drwe  Redwood  City,  CA  94 06 3       (650)  364-9600  FAX  (650)  364-9235 

f     j    \  404  N  Wiget  Lane  Creek,  CA  94598       (510)  988.9600         FAX  (510)  988-9673 

l^^j^^T     A-OSl^^tiCtil  Bl 9  Striker  Avenue,  Suite  8    Sacramento,  CA  95334  (916)  921-9600  FAX  (916)  921-0100 


IFUSd"       " Q'ient  Prdi."lD": '  Lfliemhai/Ieao  bivisadero  Sampled:  08/20/97  1 

551  Newcomb  Ave  ,  Rm  103  Received:  08/21/97  | 

Ian  Francisco,  CA  94124  Lab  Proj.  ID:  9708A93  Analyzed:  see  below  g 


Mention:     Bruce  Giannini   


LABORATORY  ANALYSIS 


vnalyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


ab  No:  9708A93-29 

Sample  Desc  :  LIQUID, Lilienthal  23  Duplicate 


Lead 


mg/L 


08/22/97 


0.O05D 


N.D. 


alytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

EQUOIA  ANALYTICAL  -  ELAP#1210 


leiia  Flynn 
oject  Manage 


Page 


08/25/97     16:08         TX/RX  NO. 9188  P. 011 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4  7  741 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  LONGFELLOW  ES  Date  Sampled  8/22/97 

San  Francisco,  CA   94124  _  .  „ 

Date  Received  8/25/97 

Date  Analyzed  9/1/9  7 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 

1 

1 .5 

1.0 

Micro  47741-01 

SINK  FAUCET 

1ST  LEVEL  KITCHEN 

FIRST  DRAW 

Ciient 

2 

<      1 .0 

1.0 

crc  47741-02 

DRINKING  FOUNTAIN 
1ST  LEVEL  HALL 
FIRST  DRAW 

Client 

3 

1  .9 

1.0 

Micro  47741-03 

DRINKING  FOUNTAIN 
1ST  LEVEL  HALL 
FIRST  DRAW 

Client 

4 

<      1  .0 

1.0 

Micro  47741-04 

DRINKING  FOUNTAIN 
2ND  LEVEL  HALL 
FIRST  DRAW 

Client 

5 

1 .2 

1.0 

Micro  47741-05 

DRINKING  FOUNTAIN 
2ND  LEVEL  HALL 
FIRST  DRAW 

Technical  Ruppn/isor     *  ^ — ^ — ^  9/6/97  Analyst:   al  

Farid  RariiezTanzadeIirM.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead -analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7  741 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  LONGFELLOW  ES  DateSampied  8/22/97 

San  FranciSCO,  CA    94124  Date  Received  8/25/97 

Date  Analyzed  9/1/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

6 

Micro 

47741-06 

1  . 6 

1.0 

DRINKING  FOUNTAIN 
BASEMENT  LEVEL  HALL 
FIRST  DRAW 

Client 

7 

Micro 

47741-07 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
PLAY  YARD 
FIRST  DRAW 

3.5 

Client 

8 

Micro 

47741-08 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
PLAY  YARD 
FIRST  DRAW 

<      1  .0 

Client 

9 

Micro 

47741  -9 

1.0 

DRINKING  FOUNTAIN 

1ST  LEVEL  CLASSROOM  #11 

FIRST  DRAW 

2.1 

Client 

1  0 

Micro 

47741-10 

1.0 

DRINKING  FOUNTAIN 

1ST  LEVEL  CLASSROOM  #109 

1.2 

Technical  Supervisor:     f  — \S*  - ^~  "^/6/97  Analyst:   bk  

Farid  Ranr^ez^zadelT^f&S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacTarfalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  9460B  •  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In     47  741 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  LONGFELLOW  ES  Date  Sampled  8/22/97 

San  Francisco,  CA   94124  n  ,  D    .  . 

Date  Received  8/25/97 

Date  Analyzed  9/1/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


Micro  47741-11 
BLANK 


Client 


1  1 


Micro  47741-12 
SPIKED 


<      1  .0 


57.6 


1.0 


2.2 


Technical  Supervisor:       1  '     \  <  "9/6/97   Analyst:  ;u- 

Farid  Rame,zart?adeh,\M>S. 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    48  769 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  6 

1551  Newcomb  Avenue,  Rm.  103  LOWELL  HIGH  SCHOOL  Date  Sampled  9/22/97 

San  Francisco,  CA    94124  Date  Received  9/23/97 

Date  Analyzed  9/2  3/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

697-1 

Micro 

48769-01 

1.0 

DRINKING  FOUNTAIN 

CORRIDOR  C90B  ADJACENT  TO  ROOM  129 
FIRST  DRAW 

5.0 

Client 

697-2 

Micro 

48769-02 

<  1.0 

1.0 

DRINKING  FOUNTAIN 

CORRIDOR  C92  ADJACENT  TO  ROOM  112A 

FIRST  DRAW 

Client 

697-3 

Micro 

48769-03 

12.9 

1.0 

DRINKING  FOUNTAIN 

CORRIDOR  C90C  ADJACENT  TO  ROOM  142 

FIRST  DRAW 

Client 

697-4 

Micro 

48769-04 

1 .4 

1.0 

DRINKING  FOUNTAIN 

CORRIDOR  C90A  ADJACENT  TO  ROOM  251 

FIRST  DRAW 

Client 

697-5 

Micro 

48769-05 

3.1 

DRINKING  FOUNTAIN 

CORRIDOR  C90E  ADJACENT  TO  ROOM  771 

FIRST  DRAW 

1.0 

Technical  Superviso 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  irTdTfriking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #T037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
LOWELL  HIGH  SCHOOL 


Micro  Log  In    4  8  7  6  9 
Total  Samples  1  6 
Date  Sampled  9/22/97 
Date  Received  9/2  3/9  7 
Date  Analyzed  9/2  3/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

697-6 

1.6 

1.0 

Micro  48769-06 

DRINKING  FOUNTAIN 

CORRIDOR  C90  ADJACENT  TO  ROOM  T69 

FIRST  DRAW 

Client 

697-7 

<  1.0 

1.0 

Micro  48769-07 

DRINKING  FOUNTAIN 

CORRIDOR  C91  ADJACENT  TO  ROOM  J213 

FIRST  DRAW 

Client 

697-8 

1 .4 

1.0 

Micro  48769-08 

DRINKING  FOUNTAIN 

CORRIDOR  C90  ADJACENT  TO  ROOM  T72 

FIRST  DRAW 

Client 

697-9 

2.4 

1.0 

Micro  48769-09 

DRINKING  FOUNTAIN 

CORRIDOR  C90  ADJACENT  TO  ROOM  339 

FIRST  DRAW 

Client 

697-1  0 

<  1.0 

1.0 

Micro  48769-10 

DRINKING  FOUNTAIN 

CORRIDOR  C90  ADJACENT  TO  ROOM  763 

FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leadana^sisjn_d/inking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #T037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  48769 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  6 

1551  Newcomb  Avenue,  Rm.  103  LOWELL  HIGH  SCHOOL  Date  Sampled  9/22/97 

San  Francisco,  CA  94124  r>  .  D    ■  ^ 

'  Date  Received  9/23/97 

Date  Analyzed  9/2  3/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

697-1 1 

Micro 

48769-11 

1.0 

DRINKING  FOUNTAIN 

ROOM  055  CAFETERIA  ADJACENT 

TO  ROOM  046 

FIRST  DRAW 

3.9 

Client 

697-12 

i 

Micro 

48769-12 

1.0 

DRINKING  FOUNTAIN 

CORRIDOR  C90A  ADJACENT  TO  ROOM  045 

FIRST  DRAW 

2.6 

Client 

697-13 

Micro 

48769-13 

<      1  .0 

1.0 

DRINKING  FOUNTAIN 

CORRIDOR  C90A  ADJACENT  TO  ROOM  041 

FIRST  DRAW 

Client 

697-14 

Micro 

48769-14 

4.1 

1.0 

DRINKING  FOUNTAIN 

ROOM  033  GIRLS  LOCKER  ROOM 

DRINKING  FOUNTAIN 

FIRST  DRAW 

Client 

697-15 

Micro  48769-15 

SPIKE#97-W00774-12 
SPIKED 

21.7 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysfesn^ajjnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate1r+G3^r-^Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 
SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  LOWELL  HIGH  SCHOOL 

San  Francisco,  CA  94124 


Micro  Log  In     4  8  7  6  9 
Total  Samples  1  6 
Date  Sampled  9/22/97 
Date  Received  9/2  3/9  7 
Date  Analyzed  9/23/97 


Detection 


Client  Sample  ID 

Lead  Concentration 

Limit 

Comments 

(PPb) 

(PPb) 

Client 

697-1  6 

Micro 

48769-16 

BLANK 

<  1.0 

1.0 

Technical  Superviso 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  an^ysis^-m-dVinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate>*©37.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


SPmiOia  680  Chesapeake  Drive  Redwood  Cty,  CA  9-1063       (  650)  364-9600         FAX  (650)  364-9233 

^ty^WVia  404  N.  Wlget  Lane  Walnut  Creek,  CA  94598      (510)  9S8.96O0        FAX  (5 JO)  988-9673 

819  Striker  Avenue,  Suite  8    Sacramento,  CA  95&M  <pi<5)  921.96OO  FAX  (9'6j  9il-0l00 


MMfliHiiii:::,.. 
>FUSD 

551  Newcomb  Ave.,  Rm.  103 
5an  Francisco,  CA  941 24 


„  ..lllliliffiHnSHEHIE 


Client  Proj.  ID:  Mahler  CC 
Lab  Pro}.  ID:  9708C09 


r-jassesaaaa'tasiiil 


Mention:      Bruce  Giannini 


Sampled:  08/24/97 

Received:  08/25/97  § 

Analyzed:  see  below  i 

Reported:  08/28/97  | 


LABORATORY  ANALYSIS 


tMlyte 

Unit$ 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

ab  NO.  9708C09-01 
iampie  Desc  :  LIQUID, Mahler  1 

Lead 

mg/L 

08/28/97 

0  0050 

N.D. 

ab  No  9708C09-02 

iampie  Desc .  UOUID,Mahler  1  Duplicate 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

ab  No;  9708C09-03 
Sample  Desc :  UQUID,Mahler  2 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

ab  No.  9708C09-04 
iampie  Desc  :  LIQUID, Mahler  3 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

ab  No:  9708C09-05 

(ample  Desc  :  LIQUID.Mehler  Blank 

Lead 

mg/L 

08/28/97 

0.0050 

N.D.  V 

styles  reported  as  N.D.  were  not  present  above  tie  stated  limit  of  detection. 


=QU0IA  ANALYTICAL  -  ELAP#1210 


Page: 


08/29/97  17:44 


TX/RX  NO. 9320  P. 024 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
MALCOLM  X  ACADEMY 


Micro  Log  In    4  7  6  0  7 
Total  Samples  9 
Date  Sampled  8/16/97 
Date  Received  8/21/97 
Date  Analyzed  8/2  5/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

830-1 

Micro 

47607-01 

1 .7 

1.0 

DRINKING  FOUNTAIN 

C-90  -  BASEMENT  OUTSIDE  005 

FIRST  DRAW 

Client 

830-2 

Micro  47607-02 
SINK  FAUCET 

ROOM  004  -  KITCHEN  SINK  (SOUTH) 
FIRST  DRAW 

7.0 

1.0 

Client 

830-3 

Micro  47607-03 
SINK  FAUCET 

ROOM  004  •  KITCHEN  SINK  (NORTH) 
FIRST  DRAW 

13.7 

1.0 

Client 

830-4 

Micro 

47607-04 

2.8 

1.0 

DRINKING  FOUNTAIN 

C-90  -  BASEMENT  OUTSIDE  ROOM  014 

FIRST  DRAW 

Client 

830-5 

Micro 

47607-05 

1 .5 

1.0 

DRINKING  FOUNTAIN 

C-90  -  FIRST  FLOOR  OUTSIDE  ROOM  109 

FIRST  DRAW 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  anaiyslsln  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
063  PROJECT:  Micro  Log  In    47  607 

5FUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  9 

551  Newcomb  Avenue,  Rm.  103  MALCOLM  X  ACADEMY  Date  Sampled  8/16/97 

Jan  FranciSCO,  CA    94124  Date  Received  8/2  1 /9 7 

Date  Analyzed  8/2  5/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

830-6 

<  1.0 

1.0 

Micro  47607-06 

DRINKING  FOUNTAIN 

C-90  -  FIRST  FLOOR  OUTSIDE  ROOM  103 

FIRST  DRAW 

Client 

830-7 

1.6 

1.0 

Micro  47607-07 

MULTIPLE  DRINKING  FOUNTAIN 

OUTSIDE  IN  PLAYGROUND  6  ONE  DRINKING 

FOUNTAIN  /  ONE  FOUNTAIN 

NON-OPERATIONAL 

FIRST  DRAW 

Client 

830-8 

8.5 

1.0 

Micro  47607-08 

MULTIPLE  DRINKING  FOUNTAIN 
C-92  •  OUTSIDE  204  @  ONE  DRINKING 
FOUNTAIN  (3  TAPS) 
FIRST  DRAW 

Client 

830-9 

<  1.0 

1.0 

Micro 

BLANK 

47607-09 

Technical  Supervisor:    /  —  8/26/97  Analyst:  

Farid  RamezaTizadehJ^ST  . 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leeid-artalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
HORACE  MANN 


Micro  Log  In    4  8  5  2  0 
Total  Samples  1  3 
Date  Sampled  9/15/9  7 
Date  Received  9/15/97 
Date  Analyzed  9/16/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

618-1 

1.2 

1.0 

Micro  48520-01 
DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  AT  MAIN  ENTRANCE 
OF  FACILITY 
FIRST  DRAW 

Client 

618-2 

1.1 

1.0 

Micro  48520-02 
DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  ADJACENT  TO  ROOM 
102 

IN  CORRIDOR  C90 
FIRST  DRAW 

Client 

618-3 

1 .3 

1.0 

Micro  48520-03 
DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  ADJACENT  TO  ROOM 
114 

IN  CORRIDOR  C90 
FIRST  DRAW 

Client 

618-4 

<  1.0 

1.0 

Micro  48520-04 

DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  LOCATED  IN 

CORRIDOR 

C92  2ND  FOUNTAIN  FROM  LEFT 
FIRST  DRAW 

Client 

618-5 

<  1.0 

1.0 

Micro  48520-05 
DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  LOCATED  ADJACENT 
TO 

ROOM  152  IN  CORRIDOR  C95 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In  48520 

3FUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  3 

1551  Newcomb  Avenue,  Rm.  103  HORACE  MANN  Date  Sampled  9/15/97 

San  FranciSCO,  CA    94124  Date  Received  9/15/97 

Date  Analyzed  9/16/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

618-6 

Micro 

48520-06 

<  1.0 

1.0 

DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  LOCATED  ADJACENT 
TO  ROOM  152  IN  CORRIDOR  C92 
FIRST  DRAW 

Client 

618-7 

Micro 

48520-07 

<  1.0 

1.0 

DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  LOCATED  IN 

CORRIDOR 

C95  ADJACENT  TO  ROOM  251 
FIRST  DRAW 

Client 

618-8 

Micro 

48520-08 

<  1.0 

1.0 

DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  IN  C95  ADJACENT  TO 
ROOM  251 
FIRST  DRAW 

Client 

618-9 

Micro  48520-09 

DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  IN  CORRIDOR  C90 

ADJACENT  TO  ROOM  202 

FIRST  DRAW 

<  1.0 

1.0 

Client 

618-10 

Micro 

48520-10 

<  1.0 

1.0 

DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  LOCATED  IN 

CORRIDOR 

C90  ADJACENT  TO  ROOM  202 
FIRST  DRAW 

Technical  Supervisor 


.  1&. 


9/16/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leld-rfnalysfe-ih  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4852  0 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  3 

1551  Newcomb  Avenue,  Rm.  103  HORACE  MANN  Date  Sampled  9/15/97 

San  Francisco,  CA   94124  _  4  _    .   .  nlJt  cln_ 

Date  Received  9/15/9  7 
Date  Analyzed  9/16/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

618-11 

<  1.0 

1.0 

Micro  48520-11 

DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  LOCATED  IN 

CORRIDOR 

C90  ADJACENT  TO  ROOM  302 
FIRST  DRAW 

Client 

618-12 

20.9 

1.0 

Micro  48520-12 

SAMPLE  #97-W00-794-2 
SPIKED 

Client 

618-13 

<  1.0 

1.0 

Micro 

BLANK 

48520-13 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  MARINA  JH 
San  Francisco,  CA  94124 


Micro  Log  In    4  7  7  4  4 
Total  Samples  2  0 
Date  Sampled  8/23/97 
Date  Received  8/2  5/9  7 
Date  Analyzed  8/3  0/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1 

Micro 

BLANK 

47744-01 

<      1  .0 

1.0 

Client 

2 

Micro  47744-02 

DRINKING  FOUNTAIN 

FIRST  FLOOR  OUTSIDE  ROOM  104 

FIRST  DRAW 

2.4 

1.0 

Client 

3 

Micro  47744-03 
SINK  FAUCET 

FIRST  FLOOR  -  ROOM1M  -  COOKING  ROOM 
FIRST  DRAW 

1  .8 

1.0 

Client 

« 

Micro  47744-04 
SINK  FAUCET 

FIRST  FLOOR  -  ROOM104  -  COOKING  ROOM 
FIRST  DRAW 

1 .9 

1.0 

Client 

5 

Micro  47744-05 
SINK  FAUCET 

FIRST  FLOOR  -  ROOM  104  •  COOKING  ROOM 
FIRST  DRAW 

4.4 

1.0 

Technical  Supervisor:  11  — V^^' — """"^  9/7/97  Analyst:  

Farid  Ramezanzacleh,  M.S. 

_       /  ^  *• . 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  7  7  4  4 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  0 

1551  Newcomb  Avenue,  Rm.  103  MARINA  JH  Date  Sampled  8/23/97 

San  Francisco,  CA   94124  n,  _  . 

Date  Received  8/25/97 
Date  Analyzed  8/3  0/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

6 

Micro  47744-06 
SINK  FAUCET 

FIRST  FLOOR  -  ROOM  104  -  COOKING  ROOM 
FIRST  DRAW 

1 .5 

1.0 

Client 

7 

Micro  47744-07 
SINK  FAUCET 

FIRST  FLOOR  -  ROOM104  -  COOKING  ROOM 
FIRST  DRAW 

2.4 

1.0 

Client 

8 

Micro  47744-08 
SINK  FAUCET 

FIRST  FLOOR  -  ROOM104  -  COOKING  ROOM 
FIRST  DRAW 

<  1.0 

1.0 

Client 

9 

Micro 

47744-09 

1.0 

DRINKING  FOUNTAIN 

RRST  FLOOR  OUTSIDE  ROOM  150 

FIRST  DRAW 

6.5 

Client 

1  0 

Micro 

47744-10 

1.0 

DRINKING  FOUNTAIN 

FIRST  FLOOR  OUTSIDE  OF  BUILDING 

OUTSIDE  RM.150 

FIRST  DRAW 

2.1 

Technical  Supervisor:  -V  i —  ^-.^ac — ^^b/i/si  Analyst:   ^  

Farid  Rarfiezan^dehrM.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-andysis^in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7  744 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  2  0 

1551  Newcomb  Avenue,  Rm.  103  MARINA  JH  Date  Sampled  8/23/97 

San  FranciSCO,  CA    94124  Date  Received  8/25/97 

Date  Analyzed  8/3  0/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
THIRD  F 
FIRST  [ 

1  1 

47744-1 1 

MG  FOUNTAIN 
LOOR  OUTSIDE  ROOM  306 
)RAW 

2.7 

1.0 

Client 
Micro 

DRINKI 
SECON 
FIRST  I 

1  3 

47744-12 
HG  FOUNTAIN 

D  FLOOR  OUTSIDE  ROOM  213 
(RAW 

3.0 

1.0 

Client 
Micro 

DRINKI 
SECON 
FIRST  C 

1  4 

47744-13 
MG  FOUNTAIN 

3  FLOOR  OUTSIDE  ROOM  208 
(RAW 

2.9 

1.0 

Client 
Micro 

DRINKI 
SECON 
FIRST  C 

1  5 

47744-14 
4G  FOUNTAIN 

3  FLOOR  OUTSIDE  ROOM  217 
(RAW 

10.3 

1.0 

Client 
Micro 

DRINKI 
SECON 
FIRST  C 

1  6 

47744-15 

YG  FOUNTAIN 

0  FLOOR  INSIDE  ROOM  03B 

>RAW 

8.6 

1.0 

Technical  Supervisor:   ~^  k^^--^..^. — ^  ^--0— — --376/97  Analyst:  

Farid  Rarr^aR2aqeh>M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead" analysis  in  drinking  water  by  the  California  Department  ot  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  7  7  4  4 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  0 

1551  Newcomb  Avenue,  Rm.  103  MARINA  JH  Date  Sampled  8/23/97 

San  Francisco,  CA   94124  _    .  . 

Date  Received  8/25/97 

Date  Analyzed  8/30/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1  7 

Micro  47744-16 

DRINKING  FOUNTAIN 
FIRST  FLOOR  ROOM  036 
FIRST  DRAW 

12.7 

1.0 

Client 

1  8 

Micro 

47744-17 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
FIRST  FLOOR  OUTSIDE  OF  BLDG. 
ROOM  980 
FIRST  DRAW 

2.0 

Client 

1  9 

Micro 

47744-18 

1.0 

DRINKING  FOUNTAIN 

FIRST  FLOOR  OUTSIDE  ROOM  117 

FIRST  DRAW 

1 .5 

Client 

20 

Micro 

47744-19 

1 .8 

1.0 

DRINKING  FOUNTAIN 

FIRST  FLOOR  INSIDE  ROOM  01 B 

FIRST  DRAW 

Client 

2  1 

Micro 

47744-20 

16.0 

1.0 

DRINKING  FOUNTAIN 

FIRST  FLOOR  OUTSIDE  OF  ROOM  002 

FIRST  DRAW 

Technical  Supervisor:     3  ^< -  Y^—y^-^ — -  9/6/97   Analyst:   Q  

Farid  Ramjewfl^dehrMrS. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


063 

5FUSD  -  Asbestos  Control  Program 
551  Newcomb  Avenue,  Rm.  103 
Jan  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
MARINA  JH 


Micro  Log  In    4  918  8 
Total  Samples  4 
Date  Sampled   10/2/9  7 
Date  Received  10/3/97 
Date  Analyzed  10/3/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

DRINKI 
FIRST  F 
FIRST  t 

17A 

49188-01 

MG  FOUNTAIN 
LOOR,  ROOM  03G 
>RAW 

<      1  .0 

1.0 

Client  I                   1  7  B 
Micro  49188-01 

DRINKING  FOUNTAIN 
FIRST  FLOOR,  ROOM  03G 
FIRST  DRAW 

<  1.0 

1.0 

Client 
Micro 

DRINKI 
FIRST  F 
FIRST  C 

17C 

49188-01 

MG  FOUNTAIN 
LOOR,  ROOM  03G 
)RAW 

<  1.0 

1.0 

Client 
Micro 

BLANK 

BLANK 

49188-01 

<  1.0 

1.0 

7 


Technical  Supervisor     ^  ^^Z^^^^J^I1I22  Analyst:   ™  

Farid  Ramezanzadeh,  M>s7\. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaaaf>aiyjsis>  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


C„n„nia  6S0  Chesapeake  Drive  Redwood  City,  CA  94063       (650)  364-9600  FAX  (650)  364-9133 

OC^UUlfl  404  N'  Wiget  Lane  Walnut  Creek.  C A  94598       (510)988-9600         FAX  (510)  9SS.967J 

AricllytiCctl  ?'9  AvCnUC'  Su"'E    Sacramcnt<'  CA  1)5834         *916)9219600  FAX(9i6)9ii-OiOO 


111  SFUSD 

£1551  Newcomb  Ave.,  Rm.  103 
|  San  Francisco,  CA  94124 

E 

I  Attention:     Bruce  Giannini 


Client  Proj.  ID:  Marshall  Elementary 
Lab  Proj.  ID:  9708D25 


Sampled:  08/23/97 
Received:  08/25/97  gj 
Analyzed:  see  below  | 

Reported:  08/29/97  1 

illlMiiliiltiKaaasmiasisijuiiiiiiwi.jiii-bSiia 


LABORATORY  ANALYSIS 


Anatyte 


Units 


Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Sample  Desc  :  LIQUID.Marehall  1 

Lead 

mg/L 

0B/2B/97 

0-0050 

0.0052 

Lab  No:  9708D25-Q2 

Sample  Desc  LIQUID, Marshall  1  Duplicate 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D25-03 
Sample  Desc  :  LIQUID, Marshall  2 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No.  9708D25-04 

Sample  Desc  :  LIQUID, Marshall  2  Duplicate 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D25-O5 
Sample  Desc  :  LIQUID.Marshall  3 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D25-06 
Sample  Desc  :  LIQUID,Marshall  4 

Lead 

mg/L 

08/28/97 

0.0050 

0.0072 

Lab  No:  9708D25-07 
Sample  Desc  :  LIQUID, Marshall  5 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Anaiytes  reported  as  N  D  were  not  present  above  the  steted  limit  of  detection. 


Page: 


08/29/97  17:44 


TX/RX  NO. 9320         P. 002 


Qommia  690  Cb«»f>ei>kc  Drive         Redwood  City.  CA  94063      (650)  J64.?60C         FAX  (6J0)  364-9213 

f    k    \        JC4UUia  404N.%!bn£  Walnut  Oeelc,  CA  9-4598       (510)  9?t<-960©  FAX  (5 10)  9?8-W7? 

fc^w^T1    y^l^^Jy^j^a}  819  Strike  Avenue,  5u,tc  8    Sacramento.  CA  95834         (91 6)  921-9600         FAX  (916)  92 1 -0)00 


rr^iiiammMffiM;cri|P|ini|i|ii 

illiliumiiwir'"Wiiiaiia^..»-i^:i^r--— ij-ME^- 


mjn&iiss*^  ~i  ^"isai?B83Wlillniiii!li  iiiw~rr.^^-rJr::ilals^«sSSpi 

SFUSD  Client  Proj.  ID:     Marshall  Elementary 

1551  NewcombAve.,  Rm  103 

San  Francisco,  CA  94124  Lab  Proj.  ID:  9708D25 

Attention:      Bruce  Glannini 


Sampled:  08/23/97  | 
Received:  08/25/97  S 
Analyzed:  see  below  ,1! 


Reported:  08/29/97  | 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708D25-08 
Sample  Desc  :  LIQUID. Marshall  6 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No.  9708D25-09 
Sample  Desc  :  LIQUID. Marshall  7 

Lead 

mg/L 

08/28/97 

0.0050 

0.0076 

Lab  No:  9708D25-10 
Sample  Desc  :  UQUID.Marshall  8 

Lead 

mg/L 

08/28/97 

0.0050 

0.0093 

Lab  No:  9708D25-11 
Sample  Desc  :  LIQUID,Mar$hall  9 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D25-12 
Sample  Desc  :  LIQUID, Marsha II  io 

Lead 

mg/L 

08/28/97 

00050 

N.D. 

Lab  No:  9708D25-13 
Sample  Desc  :  LIQUI D.Marshall  11 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D25-14 
Sample  Desc  :  UQUID.Marshall  12 

Lead 

mg/L 

08/28/97 

0.0050 

0  0082 

inalyies  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection 


5EQUOIA  ANALYTICAL  -  ELAP  #1210 


Page 


08/29/97  17:44 


TX/RX  NO. 9320  P. 003 


^^^V         Coniinia  6S0  Chesapeake  Driv*  Redwood  City  Ca  94063      (650)564-9600         FAX  (650)  364-9133 

f    k    \        iJCCJllUia  ^04  N,  Wiget  Lane  WaJnui  Creek,  CA  94598        (510)  988  9600  FAX  (5 10)  988-9673 

~r---::=-~  -^s  lytlC^l  B 19  Strike  Avenue,  Suite  8     Sacramento,  CA  95834  (916)921-9600  FAX  (916)  921-0)00 


i  SFUSD  Client  Proj.  ID:     Marshall  Elementary  Sampled:  08/23/97  jj 

!  1551  Newcomb  Ave.,  Rm.  103  Received:  08/25/97  1 

S  San  Francisco,  CA  94124  Lab  Proj.  ID:  9708D25  Analyzed:  see  below 


IU 


Z  Attention:     Bruce  Giannini 

:.'ii>::.!ii:iiiiiiiiiuiiiiiimi 


LABORATORY  ANALYSIS 

Analyte  Units  Date  Detection  Sample 

Analyzed  Limit  Results 


Lab  No:  9708D25-15 
Sample  Desc  .  LIQUID, Marshall  13 

mo  /L 

08/28/97 

VV/  *fVf  9  $ 

D  0050 

n  0066 

Vi  WW 

Lab  No  ^70602^-16 

i  fl  \-f  1  X  VJ  ,                       Jl  UL7L/4J  IU 

Sample  Desc  :  LIQUID.Marshall  14 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No.  9708D25-17 
Sample  Desc  :  LIQUID, Marshall  15 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D25-18 
Sample  Desc  .  LIQUID.Marshall  16 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No.  9708D25-19 
Sample  Desc  :  LIQUID.Marshall  17 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D25-20 
Sample  Desc  LIQUID.Marshall  18 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D25-21 

Sample  Desc  ;  LIQUID. Marshall  Blank 

Lead 

mg/L 

08/28/97 

0.0050 

N.D.  X 

Anaiytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  F_LAP#1210 


Sheila  Flynn  / 
Project  Manager  ' 


Page: 


08/29/97  17:44 


TX/RX  NO. 9320         P. 004 


^7*\         Cnniini  2  680  Chewpcike  Drive  Redwood  City.  CA  94063      (650)  364-9600         FAX  (650)  364-92 i 3 

f    4   J        3Ct[UUl<l  404  N  \^iji«t  Lane  Walnut  Cnrek,  CA  94598       (510)  988-9600  FAX  (5l0j  9S8-9673 

*-"-*3>T     ^J^^Jy^jc^l  819  StliW  Avenue,  Svlt=  a     Sacramento,  CA  95834  (916)  921-9600  FAX  (916!  921-0100 


;-iS.'=!:-!»W»(«l»li)lllllllll  IJinrai0S!JlSS5=^.  !'_'Z.^Sil,KE!.';a!!!|L'l!l!aillll 

Client  Proj.  ID 


1551  Newcomb  Ave.,  Rm.  103 
San  Francisco.  CA  94124 


Marshall  Elementary 
Lab  Proj.  ID:  9708D25 


iasHHsnnqiiilill 


Attention; 

*Sb-.7.----  -■- 


Bruce  Giannini 

~":=  -=^  5;iiiaoicii»iMiiii||  ~ 
^..nissaSiESieiSHKiiiiiill 


Sampled:  08/23/97  iii 
Received:  08/25/97  jj 
Analyzed:  see  below  j 


Reported:  08/29/97  I 

sas»MiLiiiiiililllB======^==S:::!iiniiniiiiiii 


LABORATORY  ANALYSIS 

Anaiyte  Units  Date  Detection  Sample 

Analyzed  Limit  Results 


_ab  No: 
Sample  Desc 


9708025-22 
LIQUID, Marshall  19 


Lead 


mg/L 


08/28/97 


0.0050 


0.046 


ilytes  reported  as  N.D.  ware  not  present  above  the  stated  limit  of  detection. 

iQUOIA  ANALYTICAL  ELAP#1210 


Jila  Flynn 
iject  Manager 


& 


Page: 


08/29/97  17:44 


TX/RX  NO. 9320  P. 005 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  THURGOOD  MARSHALL  HS 

San  Francisco,  CA  94124 


Micro  Log  In    4  8  0  5  0 
Total  Samples  1  9 
Date  Sampled  8/26/97 
Date  Received  9/3/97 
Date  Analyzed  9/3/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

THURGOOD  M.  1 

3.0 

1.0 

Micro  48050-01 

DRINKING  FOUNTAIN 
C90 

FIRST  DRAW 

Client 

THURGOOD  M.  2 

13.3 

1.0 

Micro  48050-02 

DRINKING  FOUNTAIN 
C90 

FIRST  DRAW 

Client 

THURGOOD  M.  3 

1  1.0 

1.0 

Micro  48050-03 

DRINKING  FOUNTAIN 

C90 

FIRST  DRAW 

Client 

THURGOOD  M.  4 

1  1 .3 

1.0 

Micro  48050-04 

DRINKING  FOUNTAIN 
RM.  128  (CAF.) 
FIRST  DRAW 

Client 

THURGOOD  M.  5 

1.0 

Micro  48050-05 

DRINKING  FOUNTAIN 
RM.  128  (CAF.) 
FIRST  DRAW 

44.4 

Technical  Supervisor:    2  !^,"~ — v  '  ~~\/-    L-'"    9/8/97  Analyst:  

Farid  Ramezanzadefi^M^S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  ■  STANDARD  METHOD  3113B 


1 063  PROJECT:  Micro  Log  In    48  05  0 

3FUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  9 

1551  Newcomb  Avenue,  Rm.  103  THURGOOD  MARSHALL  HS  Date  Sampled  8/26/97 

San  FranciSCO,  CA    94124  Date  Received  9/3/97 

Date  Analyzed  9/3/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 

THURGOOD  M.  6 

5.4 

1.0 

Micro  48050-06 

DRINKING  FOUNTAIN 
CM 

FIRST  DRAW 

Client 

THURGOOD  M.  7 

2.9 

1.0 

Micro  48050-07 

DRINKING  FOUNTAIN 
CM 

FIRST  DRAW 

Client 

THURGOOD  M.  8 

1.8 

1.0 

Micro  48050-08 

DRINKING  FOUNTAIN 
CM 

FIRST  DRAW 

Client 

THURGOOD  M.  9 

18.0 

1.0 

Micro  48050-09 

DRINKING  FOUNTAIN 
CM 

FIRST  DRAW 

Client 

THURGOOD  M.  10 

3.1 

1.0 

Micro  48050-10 

DRINKING  FOUNTAIN 
CM 

FIRST  DRAW 

Technical  Supervisor:  ?  -f-^  — \^-^^cC^ — 9/6/97  Analyst:   ™  

Farid  Kamfez^rjzadetvM.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  foTTead "analysis -iri  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In  48050 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  9 

1551  Newcomb  Avenue,  Rm.  103  THURGOOD  MARSHALL  HS  Date  Sampled  8/2  6/9  7 

San  Francisco,  CA  94124  D  '. 

Date  Received  9/3/97 
Date  Analyzed  9/3/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

THURGOOD  M.  11 

7.1 

1.0 

Micro  48050-11 

DRINKING  FOUNTAIN 
BG1 

FIRST  DRAW 

Client 

THURGOOD  M.  12 

9.8 

1.0 

Micro  48050-12 

DRINKING  FOUNTAIN 
GG1 

FIRST  DRAW 

Client 

THURGOOD  M.  13 

12.8 

1.0 

Micro  48050-13 

DRINKING  FOUNTAIN 
BG2 

FIRST  DRAW 

Client 

THURGOOD  M.  14 

20.8 

1.0 

Micro  48050-14 

DRINKING  FOUNTAIN 
GG2 

FIRST  DRAW 

Client 

THURGOOD  M.  15 

41.7 

1.0 

Micro  48050-15 

DRINKING  FOUNTAIN 
C83 

FIRST  DRAW 

Technical  Supervisor:        ^  — \ ?  —  ^-^^ — — gV 6/97  Analyst:  FR 

FaricH^amezarttaaer^M  .S . 

Micro  Analytical  Laboratories,  Inc.  is  accredited  lor  toad  analysis  +n  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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{  MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1 063  PROJECT:  Micro  Log  In  48050 

3FUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  9 

1551  Newcomb  Avenue,  Rm.  103  THURGOOD  MARSHALL  HS  Date  Sampled  8/2  6/9  7 

San  Francisco,  CA    94124  Date  Received  9/3/97 

Date  Analyzed  9/3/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

THURGOOD 

M.  16 

Micro  48050-16 

SINK  FAUCET 
124E 

FIRST  DRAW 

2.4 

1.0 

Client 

THURGOOD 

M.  17 

Micro  48050-17 

DRINKING  FOUNTAIN 
C86 

FIRST  DRAW 

14.3 

1.0 

Client 

THURGOOD 

M.  18 

Micro  48050-18 

SINK  FAUCET 
127  A 

FIRST  DRAW 

21.3 

1.0 

Client 

THURGOOD 

M.  19 

Micro 

BLANK 

48050-19 

<  1.0 

1.0 

Farid  RamezanxadehTtoi.S. 


Technical  Supervisor:     "V  - — — >  ^  L  2 (±121  Analyst:   l]L 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


f  i^V  SPnilOi^)  680  Chesapeake  Dnvc  Redwood  CUy  .  CA  94063       (650)564-9600  FAX  (650,1  364-9233 

f     m     \        JtljUUia  404  N  Viget  Lane  Walnut  Creek,  CA  94598       (510)988-9600  FAX  (5  lOl  98B-967  3 


Analytical 


819  Striker  Avenue,  Sulie  8     Sacromento  CA  95834  (916)  921-9600  FAX  (9 16)  92 1  -0100 


i SFUSD 
?!  1551  Newcomb  Ave.,  Rm  103 
III  San  Francisco,  CA  94124 

I  Attention:      Bruce  Giannini 


vnnqnwuiijuuiiiia!.'!;! 

Client  Pro).  ID.     Marshall  HS 

LabProj.  ID:  9710514 


»~pi»iiiiniMii  :  • . . :  r.  i  rr  1 1 1 1 1  n  i  •  •  •  ■  - 

V'HIIIIIIII  Uli;ili;i.i;:S:i3:=:U  J-U-IIIIIt  I  Mill,,',-  ■ 

Sampled:  10/07/97  Di 
Received:  10/09/97 

Analyzed:  see  below 

in 

Reported:  10/14/97  ilj 

 ill;!!!!      :.      :  ' ...  •  •••<»••  n.m.fsr 


LABORATORY  ANALYSIS 

Analyte  Units  Dale  Detection  Sample 

Analyzed  Limit  Results 


Lab  No:  9710514-01 

Sample  Desc  :  LIQUID, Marshall  2-A 

Lead 

mg/L 

10/13/97 

0.0050 

N.D. 

Lab  No:  9710514-02 
Sample  Desc  :  LIQUID,Marshall  2-B 

Lead 

mg/L 

10/13/97 

0.0050 

0014 

LabNo'  9710514-03 

Sample  Desc  :  LIQUID,Mar9hall  2-C 

Lead 

mg/L 

10/13/97 

0.0050 

N.D. 

LabNo:  9710514-04 

Sample  Desc  UQUID.Marshall  5-A 

Lead 

mg/L 

10/13/97 

0.0050 

N.D. 

LabNo:  9710514-05 

Sample  Desc  :  LIQUID,Marshall  5  B 

Lead 

mg/L 

10/13/97 

0.0050 

0.010 

LabNo:  9710514-06 

Sample  Desc  :  LIQUID,Marshall  5-C 

Lead 

mg/L 

10/13/97 

00050 

N.D. 

LabNo:  9710514-07 

Sample  Desc  :  LIQUID.Marshall  9-A 

Lead 

rng/L 

10/13/97 

0.0050 

0.0080 

Aneiytes  reported  as  N  D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


10/14/97    11:58         TX/RX  NO. 0298         P. 031 


Sequoia 
Analytical 


680  Chesapeake  Drive 

4Q4  M  Wige?  L*ne 

Si 9  Striker  Averse.  Suite  8 


Redwood  City  CA  94063 
Walnut  Cr««k.  CA  9459B 
Sacramento.  CA  95834 


(650)  364-9600 
(SIO)  988-9600 
(9161  921-9600 


FAX  (650)  364  923  3 
FAX  (510)  588  9673 
FAX  (916)  9210100 


mniiMiL't'iiitniitti   ■  .    .  ■   "  -  - — -  , 

SFUSD 

1551  NewcombAve  ,  Rm.  103 
San  Francisco,  CA  94124 

■  -  ■■■.■~T.~-~.-r  ^;r;rr.„nm;^|,lll!ll|ll  T-V-  -I        i  ~  :                -.~-l~.  .::mn 

 ■  >aiiil»:sssr!-:.!  V  -                           '   !inlllli:,i!liii:iiii:j. 

Client  Proj.  ID:     Marshall  HS 
LabProj.  ID:  9710514 

Sampled:  10/07/97  1 
Received:  10/09/97  111 
Analyzed:  see  below  H 

Attention:      Bruce  Giannini 

i|i|iiiiiiiliiiiiiiliiiiu.;..„  -•         i:±-is.Z  zi.s 

Isisi^firi:!!:l,:l!l'!H<'"",,,"::"" 

Reported:  10/14797  | 

.ui.i.d.n.i  i  i:                 :    ."-int.ini.j»iMi.iui.. =._:  .. 

LABORATORY  ANALYSIS 

•jiiilliimiui.il>.  :i: ......r.   mi. 

Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710514-08 

Sample  Desc  :  LIQUID.Marshall  9-B 

Lead 

mg/L 

10/13/97 

0.0050 

0.025 

Lab  No  9710514-09 

Sample  Desc  LlQUiD,Marshall  9-C 

Lead 

mg/L 

10/13/97 

0  0050 

N  D. 

-abNo:  9710514-10 

Sample  Desc  :  LIQUID, Marshall  9-C  (duplicate) 

Lead 

mg/L 

ID/13/97 

0.0050 

N.D. 

.abNo.  9710514-11 

Sample  Desc  :  LIQUID, Marshall  13-A 

Lead 

mg/L 

10/13/97 

0.0050 

N.D. 

.abNo-  9710514-12 

sample  Desc  .  UQUID,Marshall  13-B 

Lead 

mg/L 

10/13/97 

0.0050 

N.D. 

.abNo:  9710514-13 

temple  Desc  :  LIQUID,Marehall  13-C 

Lead 

mg/L 

10/13/97 

0.0050 

N.D. 

5b  No;  9710514-14 

iample  Desc  :  LIQUID, Marshall  14-A 

Lead 

rng/L 

10/13/97 

0.0050 

N.D. 

ilytes  reported  3$  N.D.  were  not  present  above  the  stated  limit  of  detection. 

*:QUOIA  ANALYTICAL  ELAP#1210 


Page 


10/14/97    11:58         TX/RXNO.0298         P. 032 


Sequoia 
Analytical 


660  Cheiapcakc  Drivt 

4 Cm  K  Wiget  bin* 

819  Striker  Avenue.  5ui«  S 


Redwood  Gty  CA  94063 
Walnut  Creel,  CA  94J9K 
Sacramento,  CA  35834 


(650)  36«-9<500 
(510)  98B-9600 
(916)  921-9600 


FAX  (650)  364-9233 
FAX  (510)  988-9673 
FAX  (9161  921-0100 


5!  SFUSD 
";  1551  Newcomb  Ave ,  Rm  103 
San  Francisco,  CA  94124 


iir..sr.iii!;imiiiiiillllil"-  ; : .     :■-:  =  =i::=:!:=:r:::ii:iii;iriiil'vM!; 

Client  Proj  ID'     Marshall  HS 
Lab  Proj.  ID:  9710514 


...  ..-.s.saui'i'ES'ii'.-.-s «...   mm*  

Sampled:  10/07/97 
Received:  10/09/97 
Analyzed:  see  below  | 


il  Attention:      Bruce  Glannlni 

P  rrmetininm  in  ,i„,,;i.-.s.:.ri™»i :  »s  =  a.z  u  -  l;   ..••"■""•"•iiiilillilliliimmssRBB  s 

 li»t,K.,S   :  'i?'»!!!!!!»lgnillil|miHI|il|llllllll  ,    \  ~ 


•!J!S  ilillluclui.iaiib-; 


Reported:  10/14/97 


:£ilUlllll||||ll|glEK;.i 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710514-15 

Sample  Desc  .  LlQUID,Marshall  14-B 

Lead 

mg/L 

10/13/97 

0.0050 

N.D. 

Lab  No:  9710514-16 

Sample  Desc   LIQUID,M0rsriall  14-C 

Lead 

mg/L 

10/13/97 

0.0050 

N.D. 

Lab  No  9710514-17 

Sample  Desc  LIQUID,Mar8hall  15-A 

Lead 

mg/L 

10/13/97 

0.0050 

N.D 

Lab  No:  9710514-18 

Sample  Desc  :  LlQUID.Marshall  15-B 

Lead 

mg/L 

10/13/97 

0.0050 

N.D. 

Lab  No:  9710514-19 

Sample  Desc  :  LlQUID.Marshall  15-C 

Lead 

mg/L 

10/13/97 

0.0050 

N.D. 

Lab  No-  9710514-20 

Sample  Desc  :  LlQUID.Marshall  15-C  (duplicate) 

Lead 

mg/L 

10/13/67 

0.005O 

0.0060 

Lab  No:  9710514-21 

Sample  Desc  :  UQUID.Marshall  17-A 

Lead 

mg/L 

10/13/97 

0.0050 

0.032 

Anafytes  reported  a$  N.D.  were  not  present  above  the  stated  limit  of  detection 

SEQUOIA  ANALYTICAL  -  ELAP  #1210 


Page: 


10/14/97    11:58         TX/RXN0.0298         P. 033 


^Pniini^  680  Chesapeake  Drive  Redwood  Qiy,  CA  940(53      (650)  364-9600         FAX  (650)  364-9233 

m  J        t3CV^U^ia  404  M.  Viget  Lane  Walnut  Oeek.  CA  94598       (510)  988-9600         FAX  (5 iQ)  986-9673 

""^     An3lytiC&l  Avcnuc' SuitcB     Sacrarn«nio,  CA  95834  (916)  921-9600  FAX  (916)  921-0100 


SFUSD 

1551  Newcomb  Ave.,  Rm.  103 
San  Francisco,  CA  94124 

Attention:      Bruce  Glannini 


•■-*<*<"  '  INI»|H|||||l|IWl..T.5i-i 

 s.:....:  iiiiiiniiiiiiilli!!!"'; — r:  .  . 

Client  Proj.  ID:  Marshall  HS 
Lab  Proj.  ID;  9710514 


Sampled:  i 6/07/97 
Received:  10/09/97 
Analyzed:  see  below 

Reported:  10/14/97 


4/97  !!! 

a^p  js.i.i- 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Hesurts 

Lab  NO:  9710514-22 

Sample  Desc  :  LIQUID, Marshall  17-B 

Lead 

mg/L 

10/13/97 

0.0050 

0.0090 

Lab  No.  9710514-23 

Sample  Desc  :  LIQUID, Marshall  17-C 

Lead 

mg/L 

10/13/97 

0.0050 

0.011 

Lab  No:  9710514-24 

Sample  Desc  :  LIQUID, Marshall  18*A 

Lead 

mg/L 

10/13/97 

0.0050 

N.D. 

.abNo:  9710514-25 

Sample  Desc  .  LlQUID,Marshall  18-B 

Lead 

mg/L 

10/13/97 

0.0050 

N.D. 

.abNo:  9710514-26 

Sample  Desc  LIQUID.Marshall  18-C 

Lead 

mg/L 

10/13/97 

00050 

N.D. 

-abNo:  9710514-27 

Sample  Desc  :  LIQUID.Marshall  18-D 

Lead 

mg/L 

10/13/97 

0.0050 

0.010 

abNo:  9710514-28 

Sample  Desc  :  LIQUID.Marshall  18-D  (duplicate) 

Lead 

mg/L 

10/13/97 

0.0050 

0.011 

>lytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 
HQUOIA  ANALYTICAL  -  ELAP#1210 


Paae 


I 


10/14/97    11:58         TX/RXN0.0298         P. 034 


Sequoia 
Analytical 


660  Chesapeake  Drive 

404  N  Wigei  Lnn« 

81?  Striker  Avenue,  Suite  8 


Redwood  City.  CH  94063 
Walnut  Creek,  CA  94598 
Sacmmenro,  CA  95834 


(650)  364-9600 
(510)  98B.&400 
(916)  921-9600 


FAX  (650)  364  9233 
FAX  (510)  988  9673 
FAX  (916)  921-0IOO 


iiii:iiimi"|I|iiimiiiiiiiii|ii„;-ju^ill,:   : 

•  .  .-.=  r- :  v..  -  := '-  =j..=  ::.m:.uni>iimn  ;■: n: ;i;r 

:  SFUSD 

■  1551  Newcomb  Ave.,  Rm.  103 
I  San  Francisco,  CA  94124 

Attention:      Bruce  Giarmini 


Client  Pro],  ID:  Marshall  HS 
LabProj  ID:  9710514 


i  i  =  :-  =-=  -  M!  i  mii: 

••-mru  ■.urn,,-.,.;  ... 


Sampled:  10/07/97 
Received:  10/09/97 
Analyzed:  see  below 

Reported:  10/14/97 


LABORATORY  ANALYSIS 


Analyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No: 
Sample  Desc 


9710514-29 

L  IQUID. Marsha II  Blank 


Lead 


mg/L 


10/13/97 


0.OQ50 


N.D. 


Analytss  rsported  as  N.O,  were  not  present  above  the  stated  limrt  ot  detection 


SEQUOIA  ANALYTICAL  ELAP#1210 


Page;  5 


10/14/97  11:58 


TX/RX  NO. 0298         P. 035 


C  ~  ~  .  ,  r^k  o.  660  Che««ik«  Drivtr  Redwood  City,  CA  94063       (650)  364-9600  FAX  (650)  364-9233 

LAd1  Analytical  i«-»caiiw    »*>  »•-»«»    fax M«n«m 


a»gasa^^                                                    mi  ii"  iiii'iii  mm1  'hi 

SFUSD  Client  Proj.  ID:     Florence  Martin                             Sampled:  08/18/97  1 

!  1551  Newcomb  Ave.,  Rm.  103  Received:  08/22/97  | 

San  Francisco.  CA  94124  Lab  Proj.  ID:  9708B59                                         Analyzed:  see  below  g 

'Attention:      Bruce  Giannini  Reported:  08/27/97  if 

fi:i:*2^^ 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708B59-01 

Sample  Desc  UOUID,F1orence  Martin  1 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  9708B59-02 

Sample  Desc  :  LIQUID, Florence  Martin  1  Dup 

Lead 

mg/L 

08/25/97 

0.0050 

N.D 

Lab  No:  9708B59-03 

Sample  Desc :  UQUID.FIorence  Martin  2 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  9708B59-04 

Sample  Desc  :  LIQUID, Florence  Martin  3 

\ 

Lead 

mg/L 

08/26/97 

00050 

N.D. 

Lab  No:  9708B59-05 

Sample  Desc  :  LIQUID, Florence  Martin  4 

Lead 

mg/L 

08/26/97 

0.0050 

0.018 

Hytee  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

HQUOIA  ANALYTICAL  -  ELAP  #1210 


5  ella  Flynn 
■  >ject  Manager 


Pag» 


i 


08/27/97    11:23         TX/RX  NO. 9237         P. 015  ■ 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In     48  24  0 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  7 

1551  Newcomb  Avenue,  Rm.  103  MCATEER  HS  Date  Sampled  9/6/97 

San  Francisco,  CA   94124  r,  .  D 

Date  Received  9/6/97 
Date  Analyzed  9/6/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKII 

MUUI  1  \J 

FIRST  C 

1 

48240-01 
MG  FOUNTAIN 

OH  I  LA  1  ADDV 
nlUM  LwDD  T 

•RAW 

47.4 

1.0 

Client 
Micro 

SINK  Ft 
CAFETE 
FIRST  [ 

2 

48240-02 
iUCET 

=RIA  KIT.  WEST 
)RAW 

3.4 

1.0 

Client 
Micro 

SINK  Ft 
CAFETt 
FIRST  C 

3 

48240-03 
UJCET 

:RIA  KIT.  CENTER 
)RAW 

<      1 .0 

1.0 

Client 
Micro 

SINK  Ft 
CAFETE 
FIRST  [ 

4 

48240-04 
UJCET 

ERIA  KIT.  EAST 
)RAW 

13.9 

1.0 

Client 
Micro 

DRINKI 
GIRLS' 
FIRST  t 

5 

48240-05 

MG  FOUNTAIN 
LOCKER  ROOM  NORTH 
)RAW 

18.0 

1.0 

Technical  Supervisor:         .w^--^,  c;_      ^.--c  A-^9/8/97  Analyst:   al/sl  

Farid  Rarrr&zanzacJeii,  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  311 3B 


063  PROJECT:  Micro  Log  In    4  8  240 

FUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  7 

551  Newcomb  Avenue,  Rm.  103  MCATEER  HS  Date  sampled  9/6/9  7 

an  FranciSCO,  CA    94124  Date  Received  9/6/97 

Date  Analyzed  9/6/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
BOYS'  I 
FIRST  [ 

6 

48240-06 

HG  FOUNTAIN 
-OCKER  ROOM  NORTH 
>RAW 

9.9 

1.0 

Client 
Micro 

DRINKI 
BOYS'  I 
FIRST  t 

7 

48240-07 

<4G  FOUNTAIN 
.OCKER  ROOM  SOUTH 
)RAW 

3.9 

1.0 

Client 
Micro 

DRINKI 
GYM  LC 
FIRST  C 

8 

48240-08 

MG  FOUNTAIN 
)BBY  EAST 
)RAW 

<  1.0 

1.0 

Client 
Micro 

DRINKI 
GYM  LC 
FIRST  r. 

9 

48240-09 

>JG  FOUNTAIN 
)BBY  WEST 
)RAW 

4.1 

1.0 

Client 
Micro 

BLANK 

1  0 

48240-10 

<      1 .0 

1.0 

Technical  Supervisor:  ^  ^ l  9/7/97  Analyst:   AL/SL  

Farid  Rarr^anzadeXM.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  48240 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  7 

1551  Newcomb  Avenue,  Rm.  103  MCATEER  HS  Date  Sampled  9/6/97 

San  Francisco,  CA   94124  ■  _ 

Date  Received  9/6/97 

Date  Analyzed  9/6/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1 1 

Micro 

48240-11 

DRINKING  FOUNTAIN 
ACADEMIC  -L4  N  HALL 
FIRST  DRAW 

3.6 

1.0 

Client 

1  2 

Micro 

48240-12 

1  0.5 

1.0 

DRINKING  FOUNTAIN 
ACADEMIC  -  L4  S.  HALL  E.  END 
FIRST  DRAW 

Client 

1  4 

Micro 

48240-13 

16.1 

1.0 

DRINKING  FOUNTAIN 
ACADEMIC  •  L3  S.  HALL  -  W.  END 
FIRST  DRAW 

Client 

1  5 

Micro 

48240-14 

1.0 

DRINKING  FOUNTAIN 
ACADEMIC  -  L3  S.  HALL  -  E.  END 
FIRST  DRAW 

5.7 

Client 

1  6 

Micro 

48240-15 

21.1 

1.0 

DRINKING  FOUNTAIN 
ACADEMIC  •  L3  S.  HALL  -  E.  EN  D 
FIRST  DRAW 

Technical  SupprA/isnr-  ' •/■  ~\ cf^  ^C-^  9/1/91  Analyst:   AL/SL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for.lead  analysisjrujrirttcing  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certilicate~fT037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  pan's  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


063  PROJECT:  Micro  Log  In    4  8  240 

iFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  7 

551  Newcomb  Avenue,  Rm.  103  MCATEER  HS  Date  Sampled  g/6/9  7 

;an  Francisco,  CA    94124  Date  Received  9/6/9  7 

Date  Analyzed  9/6/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 

Comments 

Client 

1  7 

Micro 

48240-16 

1.0 

DRINKING  FOUNTAIN 
ACADEMIC  -  L2  N.  HALL 
FIRST  DRAW 

2.9 

Client 

1  8 

Micro 

48240-17 

4.8 

1.0 

DRINKING  FOUNTAIN 
ACADEMIC  -  L2  S.  HALL  -  W.  END 
FIRST  DRAW 

Technical  Supervisor:  ri        -v?— vf*-  9/7/97  Analyst:   AL/SL 


Micro  Analytical  Laboratories,  Inc.  is  accredited iorJeaaNanaiysls  m-drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate~*1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


,l 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    493  2  2 

SFUSD  -  Asbestos  Control  Program  MCATEER  HS  Total  Samples  2 

1551  Newcomb  Avenue,  Rm.  103  Date  Sampled  10/4/97 

San  Francisco,  CA   94124  n  .  0    .  . 

Date  Received  10/7/97 

Date  Analyzed  10/7/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  9 

7.2 

1.0 

Micro  49322-01 

DRINKING  FOUNTAIN  •  CAFETERIA  WEST 
FIRST  DRAW 

Client 

2  2 

5.6 

1.0 

Micro  49322-02 

DRINKING  FOUNTAIN  -  ACADEMIC 
L4  SOUTH  HALL  -  WEST  END 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  ana\sTssa^rink>»g  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certifica4e^#1 037 j  Samples~aTe  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
063  PROJECT:  Micro  Log  In  47943 

IFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  6 

551  Newcomb  Avenue,  Rm.  103  FRANK  McCOPPIN  ES  /  CC  Date  Sampled  8/24/97 

lan  FranciSCO,  CA    94124  Date  Received  9  / 1  /  9  7 

Date  Analyzed  9/2/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

#1 

12.5 

1.0 

Micro  47943-01 

DRINKING  FOUNTAIN 
RM14 

FIRST  DRAW 

Client 

#2 

13.2 

1.0 

Micro  47943-02 

DRINKING  FOUNTAIN 
RM15 

FIRST  DRAW 

Client 

#3 

9.5 

1.0 

Micro  47943-03 

DRINKING  FOUNTAIN 
RM13 

FIRST  DRAW 

Client 

#4 

12.9 

1.0 

Micro  47943-04 

DRINKING  FOUNTAIN 
Ml  16 

FIRST  DRAW 

Client 

#5 

29.8 

1.0 

Micro  47943-05 

DRINKING  FOUNTAIN 
CORRIDOR  2ND  FLOOR 
FIRST  DRAW 

Technical  Supervisor:  ~y(-  ~>C  ^        s/i/9i  Analyst:   £±l 


Farid  Rame^anzadehTM^. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for"  lead  ahalysis^rTcfnnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 

1551  Newcomb  Avenue,  Rm.  103  FRANK 

San  Francisco,  CA  94124 


PROJECT:  Micro  Log  In    4  7  9  4  3 

S.F.U.S.D.  Total  Samples  2  6 

MCCOPPIN  ES  /  CC  Date  Sampled  8/24/97 

Date  Received  9/1/97 
Date  Analyzed  9/2/9  7 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


#  6 


Micro  47943-06 

DRINKING  FOUNTAIN 
RM11 

FIRST  DRAW 


6.1 


1.0 


Client 


#7 


Micro  47943-07 

DRINKING  FOUNTAIN 
RM10 

FIRST  DRAW 


7.4 


1.0 


Client 


#  8 


Micro  47943-08 

DRINKING  FOUNTAIN 
RM  9 

FIRST  DRAW 


5.4 


1.0 


Client 


#9 


Micro  47943-09 

DRINKING  FOUNTAIN 
RM12 

FIRST  DRAW 


2.7 


1.0 


Client 


#10 


Micro  47943-10 

DRINKING  FOUNTAIN 
RM  6 

FIRST  DRAW 


2.8 


1.0 


Technical  Supervisor:   "/■■!—■ '  ^^ZT^^^^T  —   9/7/97  Analyst:  

Farid  Ftomezanz^deh,  MjS. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
)63  PROJECT:  Micro  Log  In  47943 

rUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  6 

151  Newcomb  Avenue,  Rm.  103  FRANK  McCOPPIN  ES  /  CC  Date  Sampled  8/24/97 

m  Francisco,  CA    94124  Date  Received  9/1 /97 

Date  Analyzed  9/2/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
RM  7 
FIRST  C 

#11 

47943-11 
MG  FOUNTAIN 

>RAW 

2.3 

1.0 

Client 
Micro 

DRINKI 
RM  5 
FIRST  r. 

#12 

47943-12 
FOUNTAIN 

)RAW 

4.1 

1.0 

Client 
Micro 

DRINKI 
RM  8 
FIRST  C 

#13 

47943-13 
MG  FOUNTAIN 

>RAW 

3.9 

1.0 

Client 
Micro 

DRINKI 
CORRIC 
FIRST  C 

#14 

47943-14 

MG  FOUNTAIN 
•OR  1ST  FLOOR 
•RAW 

21 .2 

1.0 

Client 
Micro 

DRINKI 
RM  2 
FIRST  C 

#15 

47943-15 
MG  FOUNTAIN 

)RAW 

8.4 

1.0 

~7 /?  /  ^ 

Technical  Supervisor:    ">  — Y'""  sn/91  Analyst:   tk. 

Farid  R^amezanzadet>,  M.S. 


w    A  \  V 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 

1551  Newcomb  Avenue,  Rm.  103  FRANK 

San  Francisco,  CA  94124 


PROJECT:  Micro  Log  In    4  7  9  4  3 

S.F.U.S.D.  Total  Samples  2  6 

MCCOPPIN  ES  /  CC  Date  Sampled  8/24/97 

Date  Received  9/1/97 
Date  Analyzed  9/2/9  7 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 

#16 

5.9 

1.0 

Micro  47943-16 

DRINKING  FOUNTAIN 
RM  3 

FIRST  DRAW 

Client 

#17 

3.0 

1.0 

Micro  47943-17 

DRINKING  FOUNTAIN 
RM  1 

FIRST  DRAW 

Client 

#18 

4.6 

1.0 

Micro  47943-18 

DRINKING  FOUNTAIN 
RM  4 

FIRST  DRAW 

Client 

#19 

<  1.0 

1.0 

Micro  47943-19 

DRINKING  FOUNTAIN 
OUTSIDE  L  -  DF 
FIRST  DRAW 

Client 

#20 

<      1 .0 

1.0 

Micro  47943-20 

DRINKING  FOUNTAIN 
OUTSIDE  R  -  DF 
FIRST  DRAW 

Technical  Supervisor: 


Farid  Ra 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  311 3B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
063  PROJECT:  Micro  Log  In  47943 

5FUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  6 

551  Newcomb  Avenue,  Rm.  103  FRANK  McCOPPIN  ES  /  CC  Date  Sampled  8/24/97 

Jan  Francisco,  CA  941 24  Date  Recejved  Qn/9J 

Date  Analyzed  9/2/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
CC  ROC 
FIRST  C 

#21 

47943-21 

iJG  FOUNTAIN 
)M 

)RAW 

4.2 

1.0 

Client 
Micro 

SINK  Ft 
CC  KIT! 
FIRST  C 

#22 

47943-22 
MJCET 

:hen 

IRAW 

6.0 

1.0 

Client 
Micro 

SINK  Ft 
FACUL" 
FIRST  C 

#23 

47943-23 
VUCET 

nr  room 

IRAW 

1 .6 

1.0 

Client 
Micro 

MULTIP 
YARD 
FIRST  C 

#24 

47943-24 

LE  DRINKING  FOUNTAIN 
IRAW 

<      1 .0 

1.0 

Client 
Micro 

BLANK 

#25 

47943-25 

<      1 .0 

1.0 

Technical  Supervisor:     V  '  9/6/97  Analyst:  

Farid  RamezSqzadehrM^. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  foMeacTafialysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 

1551  Newcomb  Avenue,  Rm.  103  FRANK 

San  Francisco,  CA  94124 


PROJECT:  Micro  Log  In    4  7  9  4  3 

S.F.U.S.D.  Total  Samples  2  6 

MCCOPPIN  ES  /  CC  Date  Sampled  8/24/97 

Date  Received  9/1/97 
Date  Analyzed  9/2/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

#26 

Micro  47943-26 

MULTIPLE  DRINKING  FOUNTAIN 
PRINCIPAL'S  OFFICE 
FIRST  DRAW 

19.4 

1.0 

Technical  Supervisor:    'i \  ^  -v^X— 9/7/97  Analyst:  

Farid  Ramezanzadeh,  M.S. 

v.  \  vl  j 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1 063  PROJECT:  Micro  Log  In    4931  6 

5FUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  5 

1551  Newcomb  Avenue,  Rm.  103  MCCOPPIN  ES  DateSampied  10/4/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/8/9  7 

Date  Analyzed  10/8/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
ROOM  1 
RE-SAfc 

1  A 

49316-01 

1G  FOUNTAIN 
4 

IPLE 

2.0 

1.0 

Client 
Micro 

DRINKI 
ROOM1 
RE-SAfc 

1  B 

49316-02 

HG  FOUNTAIN 
4 

IPLE 

1.9 

1.0 

Client 
Micro 

DRINKI 
ROOM  1 
RE-SAfc 

1C 

49316-03 

HG  FOUNTAIN 
4 

IPLE 

1.9 

1.0 

Client 
Micro 

DRINKI 
ROOM  1 
RE-SAfc 

2A 

49316-04 

MG  FOUNTAIN 
5 

IPLE 

2.1 

1.0 

Client 
Micro 

DRINKI 
ROOM  1 
RE-SAfc 

2B 

49316-05 

NG  FOUNTAIN 
S 

IPLE 

2.1 

1.0 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  wJe^  a^alysis4njirihKjng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4931  6 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  5 

1551  Newcomb  Avenue,  Rm.  103  MCCOPPIN  ES  Date  Sampled  10/4/97 

San  Francisco,  CA  94124  _.  ,  _,  . 

'  Date  Received  10/8/9  7 

Date  Analyzed  10/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKII 
ROOM- 
RE-SAW 

2C 

49316-06 
FOUNTAIN 

5 

PLE 

1 .9 

1.0 

Client 
Micro 

DRINKII 
ROOM1 
RE-SAM 

3A 

49316-07 
FOUNTAIN 

6 

IPLE 

1.8 

1.0 

Client 
Micro 

DRINKI 
ROOM  1 
RE-SAN 

3B 

49316-08 

1G  FOUNTAIN 
6 

IPLE 

1.4 

1.0 

Client 
Micro 

DRINKI 
ROOM1 
RE-SAN 

3C 

49316-09 

*G  FOUNTAIN 
6 

IPLE 

1.7 

1.0 

Client 
Micro 

DRINKI 
CORRir. 
RE-SAN 

4A 

49316-10 

UG  FOUNTAIN 
)OR  2ND  FLOOR 
IPLE 

3.0 

1.0 

Technical  Supervisor: 


/13/97 


Farid  Ram 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  anaVsjs  in  dWnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate~4L1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


063                                                                            PROJECT:  Micro  Log  In    4931  6 

FUSD  -  Asbestos  Control  Program                   S.F.U.S.D.  Total  Samples  1  5 

551  Newcomb  Avenue,  Rm.  103  MCCOPPIN  ES  Date  Sampled  10/4/97 

an  FranciSCO,  CA    94124  Date  Received  1  0/8/9  7 


Date  Analyzed  10/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

4B 

2.4 

1.0 

Micro  49316-11 

DRINKING  FOUNTAIN 
CORRIDOR  2ND  FLOOR 
RE-SAMPLE 

Client 

4C 

2.5 

1.0 

Micro  49316-12 

DRINKING  FOUNTAIN 
CORRIDOR  2ND  FLOOR 
RE-SAMPLE 

Client 

5A 

3.8 

1.0 

Micro  49316-13 

DRINKING  FOUNTAIN 
CORRIDOR  1ST  FLOOR 
RE-SAMPLE 

Client 

5B 

2.6 

1.0 

Micro  49316-14 

DRINKING  FOUNTAIN 
CORRIDOR  1ST  FLOOR 
RE-SAMPLE 

Client 

5C 

3.6 

1.0 

Micro  49316-15 

DRINKING  FOUNTAIN 
CORRIDOR  1ST  FLOOR 
RE-SAMPLE 

Technical  Supervisor:  — ^^J^L  J?0/13/97         Analyst:   EL 

Farid  Rame 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  CertifWtaJ^37T^Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  pan's  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


AUG.  21  199"   4:;0FV  NO.  5294     F.  14/44 

f   i  "X  SpfltlOlPl  680  Chesapeake  Drive  Redwood  City,  CA  94063       (  650)  364-9600  FAX  (650)  364-9133 

#A^J  H  404  N.  Wifiet  Lane  Walnut  Creek,  CA  9459B       (510)  968-9600  FAX  (510)  989.967} 


Analytical 


819  Striker  Avenue.  Suite  8    Sacramento.  CA  95834         (916)  921-9600         FAX  (916)  921.0)00 


I  SFUSD 

|  1551  Newcomb  Ave..  Rm.  103 
=  San  Francisco,  CA  94124 

3 

"„  Attention:     Bruce  Giannini 

jlMHS 


Client  Proj.  ID:  McKinley,~E.S." 
Lab  Proj.  ID:  9708B70 


Sampled:  08/19/97 
Received:  08/22/97 
Analyzed:  see  below 


.  ! I",  Ill  H    I  l;If 


<wawmiT^»iiinniijjnii  j  jiMlimn  iiihiii  win 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708B70-01 

Sample  Desc  UQUlD,McKinley-i  (Blank) 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B70-02 
Sample  Desc  :  LIQUID, McKinley-2 

Lead 

mg/L 

08/26/97 

0.0050 

0.012 

Lab  No:  970BB70-03 

Sample  Desc  :  LIQUID, McKinley-2  (Dup) 

Lead 

mg/L 

08/26/97 

0.0050 

0.011 

Lab  No:  9708B70-04 
Sample  Desc  :  LIQUID, McKlnley-3 

Lead 

mg/L 

08/26/97 

0.0050 

0.011 

Lab  No:  9708B70-O5 
Sample  Desc  :  LIQUID, McKmley-4 

Lead 

mg/L 

08/26/97 

0.0050 

0.0054 

Lab  No:  9708B70-06 
Sample  Desc  :  LIQUID, McKinley-5 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Ub  No:  9708B70-07 
Sample  Desc :  UQUID,McKHiley-6 

Lead 

mg/L 

08/26/97 

0.0050 

0.020 

ArtaJytes  reported  as  N.D.  were  net  present  above  the  stilted  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


08/27/97    17:27         TX/RX  NO. 9248         P. 014 


^Pniinia  630  Ch«ip«l<«  Drive  Redwood  City.  CA  94063       (650)164-9600  FAX  (650)  364-9233 

•^^M  404  N.  Wget  Lane  Walnut  Creek,  CA  94598       {510)  988-9600  FAX  (510)  988-9673 

AnSlytlCfll  819Striker  Avenue.  5uite  8     Sacramento.  CA  95834  (916)  921-9600  FAX  (916)  921-0100 


a^::sc'egs^vitt;ru.iHimiimiiiuiiiiiiM«MMa^^  :::-:-i=g^SBist^liflililira 

jSFUSD  Client  Pro].  ID:     McKinley,  E.S.  Sampled:  08/19/97  I 

1551  Newcomb  Ave.,  Rm.  103  Received:  08/22/97  | 

!  San  Francisoo,  CA  94124  Lab  Proj.  ID:  9708B70  Analyzed:  see  below  jjj 

I 

Attention:   ,  ...^[^.QJSQDjSL  _^         _ii)u  Jjjejportech08/27/97 1  = 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708B70-08 
Sample  Desc  LIQUID, McKinley-7 

Lead 

mg/L 

08/26/97 

0.0050 

0.012 

Lab  No:  9708B70-09 
Sample  Desc :  UQUlD,McKlnley-8 

Lead 

mg/L 

08/26/97 

0.0050 

0.0077 

Lab  No:  9708B70-10 
Sample  Desc :  UQUID,McKinley-9 

Lead 

mg/L 

08/26/97 

0.0050 

0.0062 

Lab  No:         9708B70-1 1 

Sample  Desc :  LIQUID.McKinley-10 

Lead 

mg/L 

08/26/97 

0.0050 

0.013 

Lab  No:  9708B70-12 
Sample  Desc  :  UQUID,McKinley-i  1 

Lead 

mg/L 

08/26/97 

0.0050 

0.027 

Lab  No:  9708B70-13 
Sample  Desc :  LIQUID,McKinley-l2 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  970BB70-14 

Sample  Desc :  LIQUID, McKinley- 13 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

isJytes  sported  as  N.D.  were  not  prssBnt  above  the  stated  limit  of  detection. 

EQUOIA  ANALYTICAL  -  ELAP#1210 


08/27/97    17:27         TX/RX  NO. 9248         P. 015 


J  "\  ^PmiOia  680  Chesapeake  Drive  Redwood  City.  CA  94063       (650)        9600  FAX  (650)  364-9233 

f     4   J        'J    M  404  N.  Wigct  Lane  Walnut  Creek.  CA  94S9B       (510)  988-9600         FAX  (510)  98B-9673 

'  Ari3lytlC3.1  B19  Striker  Avenue,  Suite  B     Sacramento,  CA  95834  (9)6)921-9600  FAX  (916)  921-0100 


i  SFUSD 
i  1551  Newcomb  Ave.,  Rm.  103 
S  San  Francisco,  CA  94124 

£  Attention.      Bruce  Gianninj 


Client  ProJ.  ID:  McKmley.  ES. 
Lab  Proj.  ID:  9708B70 


Sampled:  08/19/97  g 
Receh/ed:  08/22/97  | 
Analyzed:  see  below  HI 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708B70-15 
Sample  Desc  LIQUID,McKinley-14 

Lead 

mg/L 

OB/26/97 

0.0050 

0.0066 

Lab  No:  9708B70-16 
Sample  Desc  :  LlQUID,MeKinley-15 

Lead 

mg/L 

08/26/97 

0.0050 

0.0089 

Lab  No:  9708B70-17 
Sample  Desc :  UQUID,McKinley-16 

Lead 

mg/L 

08/26/97 

0.0050 

0.019 

Lab  No:  9708B70-18 
Sample  Desc  :  LIQUID, McKinley- 17 

Lead 

mg/L 

08/26/97 

0.0050 

0.0077 

Lab  No:  9708B70-19 
Sample  Desc  LIQUID, McKlnley-1 8 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B70-20 

Sample  Desc  :  LIQUID, McKinley-1 8  (Dup) 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B70-21 
Sample  Desc :  LlQUID,McKinley-19 

Lead 

mg/L 

08/26/97 

0.0050 

0.0085 

Analytes  reported  as  N.D.  ware  not  p/eeent  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


08/27/97    17:27         TX/RX  NO. 9248         P. 016 


19:'   4:::FV  ."C.  5294  F. 

Sequoia 
Analytical 


/i  \       SPnilOia  680  Cnes»iX!»ke  Drive         Redwood  C icy,  CA  9406 3      (650)  FAX  (650)  364-9233 

£_  4  -J       ^^^i  404  N  Wigvt  Lane  Walnut  Creek.  CA  94598      (510)  988-9600         FAX  (5 10)  988-9673 

A  1  819  Shiter  Avenue,  Suite  8     Sacramento.  CA  958S4  (916)921-9600  FAX  (916)  921.Q1O0 


uihtttiiiiiiiHiiuiiMiiiutiHiulUlilmllilillllllilll 

SFUSD 

1551  Newcomb  Ave.,  Rm.  103 
San  Francisco,  CA  94124 

Attention:     Bruce  Giannini^ 


Client  Pro).  ID:  McKinley, 
Lab  ProJ.  ID:  9708B70 


Sampled:  08/19/97  % 
Received;  08/22/97  g 
Analyzed:  see  below  j!| 


LABORATORY  ANALYSIS 


Anelyte 

units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708B70-22 

Sample  Desc .  uuuiu,McKiniey-20 

Lead 

mg/L 

08/26/97 

0.0050 

0.0076 

Lab  No:  9708B70-23 

Sample  uesc :  Liuuiu,Mci\jmey-zi 

Lead 

mg/L 

08/26/97 

0.0050 

0.010 

Lab  No:  9708B70-24 

bampie  uesc :  uuuiD.McKlmey-22 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708870-25 

Sample  Desc :  UQUID,McKinley-23 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B70-26 

Sample  Desc  :  LIQUID, McKinley-24 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B70^27 

Sample  Desc :  LIQUID,McKinley-25 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B70-28 

Sample  Desc :  L)QUID,McKinley-25  (Dup) 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

nalytes  reported  as  N.D.  war*  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


heia  Hynn 
reject  Manager 


Page 


08/27/97    17:27         TX/RX  NO. 9248         P. 017 


Page  1 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  in    497  0  5 

SFUSD  -  Asbestos  C  ontrol  PrOQicirti  S.F.U.S.D.  Total  Samples  4 

1551  Newcomb  Avenue.  Rm.  103  MCKINLEY  ES  DateSampk*  9/10/97 

San  Francisco,  CA  94124  _    _       J  J^1J„, 

Date  Received  1  0/18/97 

Date  Analysed  10/18/97 


Client  Sample  ID 


Lead  Concentration 
(Ppb) 


Client  ^ 

MtCfO  49705-01 

DRINKING  FOUNTAIN 
1ST  FLOOR,  ROOM  12 
FIRST  DRAW 


27 


L 


Client 


28 


Micro  4S705-02 

DRINKING  FOUNTAIN 
1ST  FLOOR,  ROOM  12 
FIRST  DRAW 


3.5 


2.3 


Detection 
Limit 
(ppb) 


1.0 


1.0 


Comments 


Client 


30 


Micro    40705  03 

DRINKING  FOUNTAIN 
2ND  FLOOR.  ROOM  27 
FIRST  DRAW 


3  8 


1.0 


Client 


3  1 


Micro  49705-04 

OQIMKING  FOUNTAIN 

2ND  FLOOR  ROOM  27 
FIRST  DRAW 


2.6 


1.0 


Technical  fiiin^rvifinr:   2! \     ^-/Z  Analyst: 

Farid  R^nez 

Micro  Analytical  Laboratories,  inc.  is  accredited  ior^swLa^alysis  invoking  water  by  tho  California  Department  of  Health  Services,  Environmental 
laboratory  Accreditation  Program  (Elap),  Certificate  #1037.  Samples  are  analysed  by  Qraphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  wnn  Method  3H3B  (Standard  Methods  for  the  Examination  of  Water  ami  Wastewater,  18th  edition,  1992,  Amorican  Public  Health 
Association,  American  Water  Works  A&sociation,  Water  Pollution  Control  Fedaretion).  This  report  must  not  bo  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Lauuiatories,  Inc.,  end  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  -  ports  por  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94606  ■  (510)  653-0824 


10/20/97    13:10         TX/RX  NO. 0426         P. 004 


Page  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4  8383 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  6 

1551  Newcomb  Avenue,  Rm.  103  MCKINLEY  ES  Date  Sampled  9/10/97 

San  FranciSCO,  CA    94124  Date  Received  9 / 1  0  / 9  7 

Date  Analyzed  9/10/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

26 

4.8 

1.0 

Micro  48383-01 

DRINKING  FOUNTAIN 
1ST  FLOOR 
ROOM  12 
FIRST  DRAW 

Client 

27 

<  1.0 

1.0 

NOT  ANALYZED 

Micro  48383-02 

DRINKING  FOUNTAIN 
1ST  FLOOR 
ROOM  12 
FIRST  DRAW 

Client 

28 

NOT  ANALYZED 

Micro  48383-03 

DRINKING  FOUNTAIN 
1ST  FLOOR 
ROOM  12 
FIRST  DRAW 

Client 

29 

4.1 

1.0 

Micro  48383-04 

DRINKING  FOUNTAIN 
2ND  FLOOR 
ROOM  27 

Client 

30 

NOT  ANALYZED 

Micro  48383-05 

DRINKING  FOUNTAIN 
2ND  FLOOR 
ROOM  27 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-anajyglsjn^drink^g  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  8383 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  6 

1551  Newcomb  Avenue,  Rm.  103  MCKINLEY  ES  DateSampied  9/10/97 

San  Francisco,  CA   94124  n  .  D 

Date  Received  9/10/97 

Date  Analyzed  9/10/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client                      3 1 

NOT  ANALYZED 

Micro  48383-06 

DRINKING  FOUNTAIN 
2ND  FLOOR 
ROOM  27 

Technical  Supervisor: 


/14/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fo)Se^p^naiysisTrrdnr(King  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  49166 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  0 

1551  Newcomb  Avenue,  Rm.  103  MCKINLEY  ES  Date  Sampled  10/2/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/3/9  7 

Date  Analyzed  10/3/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

2  A 

2.9 

1.0 

Micro  49166-01 

DRINKING  FOUNTAIN 
FIRST  FLOOR,  ROOM  #17 
FIRST  DRAW 

Client 

2B 

2.1 

1.0 

Micro  49166-02 

DRINKING  FOUNTAIN 
FIRST  FLOOR,  ROOM  #17 
FIRST  DRAW 

Client 

2C 

7.7 

1.0 

Micro  49166-03 

DRINKING  FOUNTAIN 
FIRST  FLOOR,  ROOM  #17 
FIRST  DRAW 

Client 

7A 

2.7 

1.0 

Micro  49166-04 

DRINKING  FOUNTAIN 
FIRST  FLOOR,  ROOM  #13 
FIRST  DRAW 

Client 

7B 

2.1 

1.0 

Micro  49166-05 

DRINKING  FOUNTAIN 
FIRST  FLOOR,  ROOM  #13 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  foK|ead  an\dysis>wirjftKjng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate-*J033-  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation,  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In  49166 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  0 

1551  Newcomb  Avenue,  Rm.  103  MCKINLEY  ES  Date  Sampled  10/2/97 

San  Francisco,  CA   94124  _  ,  D    .  . 

Date  Received  10/3/97 

Date  Analyzed  10/3/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
FIRST  F 
FIRST  t 

7C 

49166-06 

MG  FOUNTAIN 
LOOR,  ROOM  #13 
iRAW 

4.4 

1.0 

Client 
Micro 

DRINKI 
FIRST  F 
FIRST  C 

10A 

49166-07 

FOUNTAIN 
LOOR,  ROOM  #16 
)RAW 

4.4 

1.0 

Client 
Micro 

DRINKI 
FIRST  F 
FIRST  C 

1  0B 

49166-08 

MG  FOUNTAIN 
LOOR,  ROOM  #16 
>RAW 

2.0 

1.0 

Client 
Micro 

DRINKI 
FIRST  F 
FIRST  r 

1  OC 

49166-09 

MG  FOUNTAIN 
LOOR,  ROOM  #16 
)RAW 

3.1 

1.0 

Client 
Micro 

BLANK 

BLANK 

49166-10 

<      1  .0 

1.0 

Technical  Supervisor: 


10/7/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  i?vdrtrrtcmg-water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #10377~~5amples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4778  4 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  7 

1551  Newcomb  Avenue,  Rm.  103  MCLAREN  CC  Date  Sampled  8/23/97 

San  FranciSCO,  CA    94124  Date  Received  8/25/97 

Date  Analyzed  8/25/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

MCLAREN  #1 

Micro 

47784-01 

1.6 

1.0 

DRINKING  FOUNTAIN 
1 FL  OFFICE  HALLWAY 
FIRST  DRAW 

Client 

MCLAREN  #2 

Micro 

47784-02 

<     1 .0 

1.0 

DRINKING  FOUNTAIN 

HALLWAY 

FIRST  DRAW 

Client 

MCLAREN  #3 

Micro 

47784-03 

1 .3 

1.0 

DRINKING  FOUNTAIN 

HALLWAY 

FIRST  DRAW 

Client 

MCLAREN  #4 

Micro 

47784-04 

1.1 

1.0 

DRINKING  FOUNTAIN 

HALLWAY 

FIRST  DRAW 

Client 

MCLAREN  #5 

Micro 

47784-05 

5.1 

1.0 

DRINKING  FOUNTAIN 
CAFETERIA 
FIRST  DRAW 

Technical  Supervisor:    7  ^^^^^^-  '^^9/6/91  Analyst:   E£  

Farid  Ramez£*nz;adetCM.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  ol  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    477  8  4 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  7 

1551  Newcomb  Avenue,  Rm.  103  MCLAREN  CC  Date  Sampled  8/23/97 

San  Francisco,  CA   94124  _  ,  _    .    .  0(OC/0, 

Date  Received  8/25/97 
Date  Analyzed  8/25/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

MCLAREN  #6 

Micro  47784-06 

DRINKING  FOUNTAIN 
2FL  HALL 
FIRST  DRAW 

5.0 

1.0 

Client 

MCLAREN  #7 

Micro 

BLANK 

47784-07 

<      1 .0 

1.0 

Technical  Supervisor:     1  7^^-  '   9/6/97   Analyst:    

Farid  RameMnzacfeta^M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


/£>   Sequoia      SW^  ,  »StS»  K  gg« 

I— AnjQVtiC&l  ^  S*rikw  Av<nW.  Suite  8     Sacramento,  CA  95834  isiej  »ii  aow 


uiSFUSD  Client  Proj.  ID:    Harvey  Milk                                 Sampled:  08/16/97  = 

jjj  1551  Newcomb  Ave.,  Rm.  103                                                                            Received:  08/22/97  I 

£  San  Francisco.  CA  94124  Lab  Proj.  ID:  970BB61                                         Analyzed:  see  below  % 

8  = 

I  Attention:     Bruce  Giannini                                                                              Reported:  06/27/97  ■ 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708B61-01 

Sample  Desc  :  LIQUID, Harvey  Milk  1 

Lead 

mg/L 

08/26/97 

0  0050 

N.D. 

Lab  No:  9708B61-02 

Sample  Desc  :  LlQUID.Harvey  Milk  2 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  9708B61-03 

Sample  Desc  :  LIQUID, Harvey  Milk  2  Duplicate 

\ 

N.D. 

Lead 

mg/L 

08/25/97 

0.0050 

Lab  No:  9708B61-O4 

Sample  Desc  :  LIQUID, Harvey  Miik  3 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  9708B61-05 

Sample  Desc  UQUID,Harvey  Milk  4 

Lead 

mg/L 

08/25/97 

0.0050 

0.0093 

Lab  No:  9708B61-06 

Sample  Desc  :  LIQUID,Harvey  Milk  5 

Lead 

mg/L 

08/25/97 

0.0050 

N.D 

Lab  No:  9708B61-07 

Sample  Desc  :  UQUID,Harvey  Milk  6 

Lead 

mg/L 

08/25/97 

0.0050 

0.0067 

alytes  reported  as  N.D.  wore  not  present  above  the  Slated  limit  of  detection , 


EQUOIA  ANALYTICAL  ELAP#1210 


Pag«  1 


08/27/97    11:23         TX/RXN0.9237         P. 011  ■ 


moia 


£D  Seql 

^  Analytical 


KM  OieHDnkc  Dnve  Redwood  Oty.  CA  94063  (650)364.9600 

S  ^     Un"  Wa.nut  Credc,  CA  94598       (5.0)  988-9600 

r9  Silicic,  SMI    WCA^  (9,6)92,-9600 


FAX  (650)  364-9153 
FAX  (510)  988-9673 
FAX  1916)  911-0100 


|  SFUSD 

I  1551  Newcomb  Ave.,  Rm.  103 
Si  San  Francisco,  CA  94124 


~   '  Sampled:  08/16/97  g 

Received:  08/22/97  g 
Analyzed:  &ee  below  | 

Hi 


Client  Proj.  ID:  Harvey  Milk 
Lab  Proj.  ID:  9708B61 


IS  Attention:     Bruce  Giannlnl  Reported:  08/27/97  jjj 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Lrm'rt 

Sample 
Results 

Lab  No:  9708B61-08 

Sample  Desc  :  UQUID.Harvey  Milk  7 

Lead 

mg/L 

08/25/97 

0.0050 

0.0092 

Lab  No:  9708B61-09 

Sample  Desc :  UQUID.Harvey  Milk  8 

Lead 

mg/L 

08/25/97 

0.0050 

0.0070 

Lab  No:  9708B61-10 

Sample  Desc  :  LIQUID, Harvey  Milk  9 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  970BB6M1 

Sample  Desc  .  UQUID.Harvey  Milk  10 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  9708B61-12 

Sample  Desc  :  UQUID.Harvey  Milk  11 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Anarytas  reported  as  N.D.  were  not  present  above  the  staled  limit  of  detection, 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


08/27/97    11:23         TX/RX  NO. 9237 


P. 012 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063                                                                            PROJECT:  Micro  Log  In    476  09 

SFUSD  -  Asbestos  Control  Program                    S.F.U.S.D.  Total  Samples  21 

1551  Newcomb  Avenue,  Rm.  103  MIRALOMA  ES  #722  Date  Sampled  8/17/97 
San  Francisco,  CA  94124 


Date  Received  8/21/97 
Date  Analyzed  8/2  7/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

722-1 

Micro 

47609-01 

1.0 

DRINKING  FOUNTAIN 

1ST  FLOOR  •  C90  OUTSIDE  RM  115 

FIRST  DRAW 

7.7 

Client 

722-2 

Micro  47609-02 

DRINKING  FOUNTAIN 
1ST  FLOOR -RM  107 
FIRST  DRAW 

15.2 

1.0 

Client 

722-3 

Micro 

47609-03 

10.1 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR -RM  105 
FIRST  DRAW 

Client 

722-4 

Micro  47609-04 

DRINKING  FOUNTAIN 
1ST  FLOOR -RM  103 
FIRST  DRAW 

52.6 

2.0 

Client 

722-5 

Micro 

47609-05 

17.6 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR -RM  101 
FIRST  DRAW 

Technical  Supervisor:  _2_ 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  Analysts  in  drinking  water  by  the  California  Department  ot  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
MIRALOMA  ES  #722 


Micro  Log  In    4  7  6  0  9 
Total  Samples  2  1 
Date  Sampled  8/17/97 
Date  Received  8/21/97 
Date  Analyzed  8/27/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

722-6 

Micro 

47609-06 

12.5 

DRINKING  FOUNTAIN 
1ST  FLOOR -RM  100 
FIRST  DRAW 

1.0 

Client 

722-7 

Micro 

47609-07 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR -RM  102 
FIRST  DRAW 

9.6 

Client 

722-8 

Micro 

47609-08 

11.9 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR -RM  106 
FIRST  DRAW 

Client 

722-9 

Micro  47609-09 
SINK  FAUCET 

1ST  FLOOR  -  RM  110  -  FACULTY  LOUNGE 
FIRST  DRAW 

1 .5 

1.0 

Client 

722-10 

Micro 

47609-10 

13.9 

1.0 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  -  RM  001 
FIRST  DRAW 

Technical  Supervisor:       ^c —       — — " — 9i6/91  Analyst:   —  

Farid  Rarrie^a^zader^tvLS. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  cTririking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  MIRALOMA  ES  #722 

San  Francisco,  CA  94124 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

722-1 1 

Micro 

47609-1 1 

20.1 

1.0 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  -  RM  010 
FIRST  DRAW 

Client 

722-12 

Micro 

47609-12 

1.0 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  -  RM  012 
FIRST  DRAW 

9.5 

Client 

722-13 

Micro 

47609-13 

1.0 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  •  RM  014 
FIRST  DRAW 

4.4 

Client 

722-14 

Micro  47609-14 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  -  RM  016 
FIRST  DRAW 

20.6 

1.0 

Client 

722-15 

Micro 

47609-15 

21.1 

1.0 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  •  RM  018 
FIRST  DRAW 

Micro  Log  In    4  7  6  0  9 
Total  Samples  2  1 
Date  Sampled  8/17/9  7 
Date  Received  8/21/9  7 
Date  Analyzed  8/27/97 


Technical  Supervisor:   '7  ^  ^  2         -n  ~""~9/6/97  Analyst:  

Farid  Rame^anzade+vM.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  foMead'analysis  1h  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


I 


Page  4 


MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
MIRALOMA  ES  #722 


Micro  Log  In    4  7  6  0  9 
Total  Samples  2  1 
Date  Sampled   8/17/9  7 
Date  Received  8/21/97 
Date  Analyzed  8/27/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

722-16 

Micro  47609-16 
SINK  FAUCET 

BASEMENT  FLOOR  RM  026  -  FACULTY 

LOUNGE 

FIRST  DRAW 

8.6 

1.0 

Client 

722-17 

Micro  47609-17 
SINK  FAUCET 

BASEMENT  FLOOR  -  KITCHEN  RM  023 
FIRST  DRAW 

17.2 

1.0 

Client 

722-1  8 

Micro  47609-18 
SINK  FAUCET 

BASEMENT  FLOOR  •  KITCHEN  RM  023 
FIRST  DRAW 

40.4 

1.0 

Client 

722-19 

Micro  47609-19 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  -  OUTSIDE  C92 
FIRST  DRAW 

1 1 .6 

1.0 

Client 

722-20 

Micro 

BLANK 

47609-20 

<      1 .0 

1.0 

Technical  Supervisor  'Y  *~< -—y — ^.c^<   n/t/v/  Analyst: 


9/6/97  Analx/Rt-  FR 


Farid  Rame^anzacjeh,  M.S. 


Micro  Analytical  Laboratories,  Inc.  is  accredited  foTiead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  pan's  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  5 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


063  PROJECT:  Micro  Log  In  47609 

;FUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  21 

551  Newcomb  Avenue,  Rm.  103  MIRALOMA  ES  #722  Date  Sampled  8/17/97 

:an  FranciSCO,  CA    94124  Date  Received  8/21/97 

Date  Analyzed  8/2  7/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

722-21 

Micro  47609-21 

DRINKING  FOUNTAIN 
ROOM  123 
FIRST  DRAW 

24.7 

1.0 

1  /j  / 7 

Technical  Supervisor    V   y~ — —  9/6/97  Analyst:   ™  

Farid  Rarfiez^zaden>M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaB  analysis'  tir drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  311 3B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 

5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


OCT-16-87  THU  02:51  PH 


P.  02.' 11 


Page  1 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1  063  PROJECT:  Micro  u>g  In    4961  0 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  28 

1551  Newcomb  Avenue,  Rm.  103  MIRA  LOMA  Date  Sampled  10/ 15/97 

San  Francisco,  CA    94124  ~  .  a        .  ,....,„, 

Date  Received  10/16/9  7 

Date  Analyzed  10/16/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Clfen!  |  722-2A 

Micro  49610-01 

DRINKING  FOUNTAIN 
1ST  FLOOR  ROOM  107 
1ST  DRAW 

22.0 

1,0 

Client 

722-2B 

Micro 

49610-02 

i 

DRINKING  FOUNTAIN 
1ST  FLOOR  ROOM  107 
2ND  DRAW 

6.2 

1.0 

i 

; 

Client 

722-2C 

i 

Micro  49610-03 

DRINKING  FOUNTAIN 
1ST  FLOOR  ROOM  107 
3RD  DRAW 

18.9 

1.0 

Client 

722-5A 

Micro 

49610-04 

1.0 

'  DRINKING  FOUNTAIN 
i  1ST  FLOOR  ROOM  101 
|  1ST  DRAW 

1 

1  0.8 

!  Client 

722-5B 

!  Micro 

49610-05 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR  ROOM  101 
2ND  DRAW 

! 

7.0 

Technical  Supervisor:      y  ^  '><r~x — -^10/l6/97         Analyst:  £5  

Micro  Analytical  Laboratories.  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 

accordance  with  Mothod  31138  (Standard  Methods  *or  tt>e  examination  ot  Wato'  and  Wastewater.  18th  edition,  19G2.  .Vinorlean  Public  HoartCi 

Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  tuli,  with  the 
approval  of  Mico  Analytical  Laboratones,  Inc. ,  end  pertains  only  to  the  samples  analyzed,  Unit  explanation;  ppb=  parts  partition. 

5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94606  -  (510)  653-0824 


10/16/97    14:52         TX/RX  NO. 0360         P. 002 


OCT- 16- 97  THU  02:51  PM 


P,  03/11 


Page  2 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Lag  In  49610 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  26 

1551  Newcomb  Avenue,  Rm.  103  MIRA  LOMA  Date  Sampled  10/15/97 

San  Francisco,  CA    94124  Date  Received  1  0/1  6/97 

Date  Analyzed  10/16/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

722-5C 

Micro 

49610-06 

9.0 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR  ROOM  101 
3RD  DRAW 

Client 

722-8A 

Micro 

49610-07 

1.4 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR  ROOM  106 
1ST  DRAW 

Client  |                7  22-8  B 

Micro 

49610-08 

1.8 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR  ROOM  106 
?ND  DRAW 

i 
j 

Client 

722-8C 

Micro 

49610-09 

2.1 

1.0 

I 

DRINKING  FOUNTAIN 
1ST  FLOOR  ROOM  106 
3RD  DRAW 

I 
i 

! 

Client 

722-10A 

Micro 

49610-10 

18,9 

1.0 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  ROOM  001 
1ST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  fead  analysis'  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP).  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  tho  Examination  of  Water  and  wastewater,  1B1h  odttion,  1902.  Hmencon  Public  H«alth 
Association,  Amertcan  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  camples  analyzed.  Unit  explanation:  ppi>  -  p«rts  per  bmion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


10/16/97    14:52         TX/RX  NO. 0360         P. 003 


OCT- 1 6- 97  THU  02:51  PI1 


P.  04/ ll 


Page  3 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Lsg  In    4  9610 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D,  Total  S<imples  28 

1551  Newcomb  Avenue,  Rm.  103  MIRA  LOMA  Date  Sampled  10/15/97 

San  Francisco,  CA   94124  n  .  „    .    .  „_.„_,_, 

Date  Received  10/16/97 

Date  Analyzed  1  0/16/9  7 


Detection 

Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(ppb) 

Comments 

Client 

722-10B 

Micro  49610-11 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  ROOM  011 
2ND  DRAW 

36.8 

i.o  i 

i 
i 

': 

Client 

722-1  0C 

\ 

Micro 

49610-12 

18.9 

1.0 

DRINKING  FOUNTAIN 
BAStWtNT  FLOOOR  ROOM  001 
3RD  DRAW 

Client 

722-1  1A 

! 

Micro 

49610-13 

1.0 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  ROOM  010 
1ST  DRAW 

5.1 

Client 

722-1  1  B 

Micro 

49610-14 

2.8 

1.0 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  ROOM  010 
2ND  DRAW 

Client 

722-1  1C 

Micro 

49610-15 

8.0 

1.0 

DRINKING  FOUNT  AW 
BASEMENT  FLOOR  ROOM  010 
3RD  DRAW 

Technical  Supervisor:      '  '  — y^— xj^"1— -io/ip/97         Analyst:  FR 

Farid  Rame 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leadj^vslvjnjdrinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037,  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 

atc&>rd»m,-t>  with  M*the0  31136  (SlWrtCP'f  M^trxsO*  tt>t  «iO  Excnii-iat-'on       Wotor  onfl  Woatowatof,  1StH  (xjltlon,  1902,  «.mgrtcsm  PuOlie  H^altfl 

Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  bo  reproduced  except  in  full,  with  the 
approval  ol  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  sample*  analysed.  UnK  explanation:  ppb  =  parts  per  b  llion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


10/16/97    14:52         TX/RX  NO. 0360         P. 004 


CT-ie-97  THU  02:52  PI1 


P.  05/11 


Page  4 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  in    4  961  0 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  8 

1551  Newcomb  Avenue,  Rm.  103  MIRA  LOMA  Date  Sampled  1 0/15/97 

San  Francisco,  CA    94124  Date  Received  1  0/1  6/97 

Date  Analyzed  10/16/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

722-14A 

2.9 

1.0 

Micro  49610-16 

I  DRINKING  FOUNTAIN 

BASEMESWT  FLOOR  ROOM  016 
I  1ST  DRAW 

':  Client 

i 

j  Micro 

!  DRINKS 
BASEM 
2ND  DF 

i 
i 

722-1  4B 

1.7 

49610-17 

HQ  FOUNTAIN 

ENT  FLOOR  ROOM  016 

AW 

1.0 

Client 
Micro 

DR1NKH 
BASME 
3RD  DB 

722-14C 

3.7 

1.0 

49610-16 

•JG  FOUNTAIN 

TT  FLOOR  ROOM  016 

AW 

Client 

722-15A 

2.7 

1.0 

Micro  49610-19 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  ROOM  01 6 
1ST  DRAW 

Client 

722-15B 

7.5 

1.0 

Micro  49610-20 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  ROOM  018 
2ND  DRAW 

r:  *?  l^M^ — — -sz- 


Technical  Supervisor:    /  fL&<~~^^\£jP          10/16/97        Analyst:  EL 

FaridRa 


Micro  Analytical  Laboratories,  Inc.  Is  accredited  tor Taad-ahaTygis  in  jrinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037    Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  m 

accordance  writfl  Method  3113B  (Slcn&orO  Methods  'or  the  Examination  of  Water  and  Wastewater,  18th  edition,  1»92,  American  Public  Health 
Association,  American  Water  WorK*  Association.  Water  Pollution  Control  Federation)  This  report  must  not  be  reprotfocetl  wmpt  m  hi*.  *ith  rrm 
approval  of  Micro  Analytical  Laboratories.  Inc..  and  pertains  only  to  the  sample*  analyzed,  Unit  explanation:  ppb  =  parts  per  billion. 

5900  MOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CAUFORNIA  94608  -  (510)  653-0824 


10/16/97  14:52 


TX/RX  NO. 0360  P. 005 


OCT- 16-97  THU  02:52  PI1 


P,  06/11 


Page  5 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Login    4  961  0 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  8 

1551  Newcomb  Avenue,  Rm.  103  MIRA  LOMA  Datesarpied  10/15/97 

San  Francisco,  CA   94124  _  .  _    .    .  ,_,„_,>,-, 

'  Date  Received  10/16/97 

Date  At  aly?ed  10/16/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client  j                722-1  5C 

Micro  49610-21 
DRfNKING  FOUNTAIN 
BASMEN7  FLOOR  ROOM  018 
3RD  DRAW 

6.7 

1.0 

Client  j              722-1 7A 

Micro  49610-22 

SWK  FAUCET 

BASEMENT  FLOOR  ROOM  013  KITCHEN 
1ST  DRAW 

3.8 

1.0 

I 

Client  |               722-1  7B 

Micro  49610-23 

SINK  FAUCET 

BAS6MSNT  FLOOR  ROOM  023  KITCHEN 
2ND  DRAW 

 .. 

I  

1  .8 

i.o  ! 

i 

j 

i 

Client!                 722-1 7C 

Micro  49610-24 

SINK  FAUCET 

BASEMENT  FLOOR  ROOM  023  KITCHEN 
3RD  DRAW 

12.9 

1.0 

Client  j               722-1 8A 

Micro  49610-25 

SINK  FAUCET 

BASEMENT  FLOOR  ROOM  023  KITCHEN 
1ST  DRAW 

1  2.0 

1.0 

Technical  Supervisor: 


10/16/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  (oiMgad  ayiarysts-ifi-qrinking  water  by  the  California  Department  erf  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate~?l037.  Samples  are  analyred  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 

nsMfdonM  with  Mothcd  (Standard  ^J>ot^t-fC  *<V  Mw>  5=y<»>n^3»">«  "M  Watsr  snd  vVactawfitar,  Ifllh  edition,  1009,  Airmrtean  Public  Health 

Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation),  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories.  Inc  .  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


10/16/97    14:52         TX/RX  NO. 0360         P. 006 


OCT- 16- 97  THU  02:52  PM 


P.  07/11 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4961  0 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  28 

1551  Newcomb  Avenue,  Rm.  103  MIRA  LOMA  Date  Sampled  1 0/15/97 

San  Francisco,  CA    94124  Date  Received  1  0/1  6/9  7 

Date  Analyzed  10/16/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

722-18B 

Micro  49610-26 

,  SINK  FAUCET 
BASEMENT  FLOOR  ROOM  023  KITCHEN 
2ND  DRAW 

2.9 

1.0 

i 

Client 

722-18C 

Micro  49610-27 
SINK  FAUCET 

BASEMENT  FLOOR  BOOM  023  KITCHEN 
3RD  DRAW 

35.9 

1.0 

I 

Client 

722-20A 

Micro 

BLANK 

49610-28 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc  is  accredited  foNQad^atysisftv drinking  water  by  the  California  Department  of  HealtM  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 

steevreianeo  witr,  Methoo  3ii3fi  (Standard  Mothods  lor  iho  Examination  of  Walor  and  Wastewater.  18th  edition.  1992.  American  Public  Health 

Association,  American  Water  Works  Association.  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  tfte 
approval  of  Micro  Analytical  Laboratories.  Inc..  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLUS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


10/16/97     14:52         TX/RX  NO. 0360  P. 007 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
MISSION  ANNEX  (1) 
1950  MISSION 


Micro  Log  In     4  8  2  4  2 
Total  Samples  5 
Date  Sampled  9/5/97 
Date  Received  9/6/97 
Date  Analyzed  9/6/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

2 

i 

! 

Micro 

48242-01 

37.8 

i 

SINK  DRINKING  FOUNTAIN 
PORTABLE  #4 
FIRST  DRAW 

1.0 

j 

Client 

3 

Micro 

48242-02 

12.2 

1.0 

SINK  DRINKING  FOUNTAIN 
PORTABLE #5 
FIRST  DRAW 

Client 

Micro 

48242-03 

21.7 

1.0 

SINK  DRINKING  FOUNTAIN 
PORTABLE  #6 
FIRST  DRAW 

Client 

6 

Micro 

BLANK 

48242-04 

<      1 .0 

1.0 

Client 

7 

Micro 

48242-05 

21.6 

1.0 

SINK  DRINKING  FOUNTAIN 
PORTABLE  «9 
FIRST  DRAW 

Technical  Supprvisnr    2  'C'  ~^ V _ 2 >£—L *ni3i  Analyst:   al/sl 


Micro  Analytical  Laboratories,  Inc.  is  accredited  foNeadJanalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In     4  8021 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2 

1551  Newcomb  Avenue,  Rm.  103  MISSION  ANNEX  CC  Date  Sampled  8/23/97 

San  FranciSCO,  CA    94124  Date  Received  8/30/97 

Date  Analyzed  8/30/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

SINK  Ft 
STAFF 
FIRST  [ 

2 

48021-01 

UJCET 

LOUNGE 

)RAW 

3.6 

1.0 

Client 
Micro 

FIELD  E 

5 

48021-02 
LANK 

<  1.0 

1.0 

Technical  Supervisor:        *-  "-^ — ^   9/8/97  Analyst:  

Farid  Ranrre2^f^adehTM»S . 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacTanalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
MISSION  ANNEX  CC 


Micro  Log  In     4  8  2  41 
Total  Samples  2 
Date  Sampled  9/5/97 
Date  Received  9/6/97 
Date  Analyzed  9/6/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppD)  (ppb) 


Client 

1 

Micro  48241-01 

SINK  FAUCET 
KITCHEN  421  BARTLETT 
FIRST  DRAW 

4.6 

1.0 

Client 

4 

Micro   48241  -02 

SINK  FAUCET 
KITCHEN  2950  MISSION 
FIRST  DRAW 

7.2 

1.0 

Technical  Supervisor: 


Farid  Ramez. 


9/7/97 


Analyst: 


AL/SL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaoNanaly&s  irvjjrinl)ing  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #lb9^-%amples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    492  0  7 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  9 

1551  Newcomb  Avenue,  Rm.  103  1950   MISSION  Date  Sampled  10/3/97 

San  FranciSCO,  CA    94124  (MISSION   ANNEX)  Date  Received  10/4/97 

Date  Analyzed  10/4/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

4A 

I 

Micro 

49207-01 

8.7 

1.0 

SINK  DRINKING  FOUNTAIN 
PORTABLE  #6 

Client 

4B 

Micro 

49207-02 

1.0 

SINK  DRINKING  FOUNTAIN 
PORTABLE  #6 

7.5 

Client 

4C 

Micro 

49207-03 

10.3 

1.0 

SINK  DRINKING  FOUNTAIN 
PORTABLE  #6 
FIRST  DRAW 

Client 

3A 

Micro 

49207-04 

1.0 

SINK  DRINKING  FOUNTAIN 
PORTABLE  #5 

4.0 

Client 

3B 

Micro 

49207-05 

3.8 

1.0 

SINK  DRINKING  FOUNTAIN 
PORTABLE  #5 

Technical  Supervisor:    1 ;  £g  —  iQ/7/97  Analyst:   OL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaaaTlalysisTrrdnnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  9  2  0  7 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  9 

1551  Newcomb  Avenue,  Rm.  103  1950   MISSION  Date  Sampled  1 0/3/97 

San  Francisco,  CA   94124  (MISSION  ANNEX)  Date  Received  1 0/4/97 

Date  Analyzed  10/4/9  7 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 

3C 

Micro 

49207-06 

1  1.5 

1 

.0 

SINK  DRINKING  FOUNTAIN 
PORTABLE  #5 
FIRST  DRAW 

Client 

2A 

Micro 

49207-07 

8.1 

1 

.0 

SINK  DRINKING  FOUNTAIN 
PORTABLE  #4 

Client 

2B 

Micro 

49207-08 

1 

.0 

SINK  DRINKING  FOUNTAIN 
PORTABLE  #4 

5.2 

Client 

2C 

Micro 

49207-09 

1  2.6 

1 

.0 

SINK  DRINKING  FOUNTAIN 
PORTABLE  #4 
FIRST  DRAW 

Technical  Supervisor: 


1- 


/97 


Farid  Ramezanz. 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  artetysisJn  drinRmg^water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  783  6 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  8 

1551  Newcomb  Avenue,  Rm.  103  MISSION  HS  Date  Sampled  8/26/97 

San  FranciSCO,  CA    94124  Date  Received  8/2  6/9  7 

Date  Analyzed  8/31/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

725-1 

Micro 

47836-01 

18.9 

1.0 

DRINKING  FOUNTAIN 

GIRLS'  LOCKER  ROOM  •  ROOM  018 

FIRST  DRAW 

Client 

725-2 

Micro  47836-02 

SINK  FAUCET 
BASEMENT  LEVEL 
FIRST  DRAW 

1 .7 

1.0 

Client 

725-3 

Micro 

47836-03 

4.9 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR -C97 
OUTSIDE  ROOM  130 
FIRST  DRAW 

Client 

725-4 

Micro  47836-04 

SINK  FAUCET 

1ST  FLOOR  -  RM  116 

FIRST  DRAW 

7.9 

1.0 

Client 

725-5 

Micro  47836-05 

SINK  FAUCET 

1ST  FLOOR -ROOM  122 

CAFE  KITCHEN  -  NORTH  WALL 

FIRST  DRAW 

7.6 

1.0 

-7  y  0 

Technical  Rnpprvisnr   n  -y>~-^  976/97  Analyst:   tk  

Farid  Rame^anzadeft^^S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater.  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4783  6 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  8 

1551  Newcomb  Avenue,  Rm.  103  MISSION  HS  DateSampied  8/26/97 

San  Francisco,  CA   94124  _  ,  _    .  . 

Date  Received  8/2  6/9  7 

Date  Analyzed  8/31/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

725-6 

Micro  47836-06 

SINK  FAUCET 

1ST  FLOOR -ROOM  122 

CAFE  KITCHEN  -  NORTH  WALL 

FIRST  DRAW 

2.5 

1.0 

Client 

725-7 

Micro  47836-07 

SINK  FAUCET 
1ST  FLOOR -ROOM  122 
CAFE  KITCHEN  -  WEST  WALL 
FIRST  DRAW 

5.3 

1.0 

Client 

725-8 

Micro  47836-08 

SINK  FAUCET 
1ST  FLOOR -ROOM1 22 
CAFE  KITCHEN  -  WEST  WALL 
FIRST  DRAW 

4.8 

1.0 

Client 

725-9 

Micro  47836-09 

SINK  FAUCET 

1ST  FLOOR -ROOM  122 

CAFE  KITCHEN  -  SOUTH  WALL 

FIRST  DRAW 

6.9 

1.0 

Client 

725-10 

Micro  47836-10 

SINK  FAUCET 

1ST  FLOOR -ROOM117 

CAFE  KITCHEN  •  SOUTH  WALL 

FIRST  DRAW 

1 .3 

1.0 

Technical  Supervisor:    1  -LO^--  y — .c-**  9/6/97   Analyst:   

Farid  RamezaT«aderTrM,S. 


Micro  Analytical  Laboratories,  Inc.  is  accredited  lor  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47836 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  8 

1551  Newcomb  Avenue,  Rm.  103  MISSION  HS  Date  Sampled  8/26/97 

San  FranciSCO,  CA    94124  Date  Received  8/26/97 

Date  Analyzed  8/31/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

725-1  1 

<       1  .0 

1.0 

Micro  47836-11 

DRINKING  FOUNTAIN 

2ND  FLOOR  •  C97  OUTSIDE  AUDITORIUM 

FIRST  DRAW 

Client 

725-12 

<       1  .0 

1.0 

Micro  47836-12 

SINK  FAUCET 
2ND  FLOOR  •  ROOM  237 
COOKING  CLASS  SINK 
FIRST  DRAW 

Client 

725-13 

4.5 

1.0 

Micro  47836-13 

SINK  FAUCET 
2ND  FLOOR  -  ROOM  237 
COOKING  CLASS  SINK 
FIRST  DRAW 

Client 

725-14 

1  0.3 

1.0 

Micro  47836-14 

SINK  FAUCET 
2ND  FLOOR  -  ROOM  237 
COOKING  CLASS  SINK 
FIRST  DRAW 

Client 

725-15 

4.3 

1.0 

Micro  47836-15 

DRINKING  FOUNTAIN 

2ND  FLOOR  -  C91  OUTSIDE  AUDITORIUM 

FIRST  DRAW 

Technical  Supervisor:     ""7         -v  r> — y^<^       HS/SJ  Analyst:   ^  

Farid  Rame&ihzadehJdjSN, 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    478  3  6 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  8 

1551  Newcomb  Avenue,  Rm.  103  MISSION  HS  Date  sampled  8/26/97 

San  Francisco,  CA   94124  _    .  . 

Date  Received  8/26/97 

Date  Analyzed  8/31/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 

725-16 

1.8 

1.0 

Micro  47836-16 

DRINKING  FOUNTAIN 

4TH  FLOOR  -  C97  OUTSIDE  ROOM  407 

FIRST  DRAW 

Client 

725-17 

4.5 

1.0 

Micro  47836-17 

DRINKING  FOUNTAIN 

4TH  FLOOR  -  C91  OUTSIDE  ROOM  424 

FIRST  DRAW 

Client 

725-1  8 

<  1.0 

1.0 

Micro 

BLANK 

47836-18 

Technical  Supervisor    j  /fj  ^~ — "^Z^97  Analyst:   ^  

Farid  Ram€^anz^^hTlv1>S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    47  84  5 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  37 

1551  Newcomb  Avenue,  Rm.  103  MONROE  ES  Date  Sampled  8/24/97 

San  Francisco,  CA  94124  .  _       .  „,„_,,„_, 

Date  Received  8/27/97 
Date  Analyzed  8/31/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

Micro 

DRINKI 
101 

NOT  OP 

1 

47845-01 
*G  FOUNTAIN 

^RATIONAL 

SAMPLE  NOT 
RECEIVED 

Client 
Micro 

SINK  01 
101 

2 

47845-02 

LINKING  FOUNTAIN 

2.6 

1.0 

Client 
Micro 

DRINKI 
102 

3 

47845-03 
*G  FOUNTAIN 

3.3 

1.0 

Client 
Micro 

SINK  01 
102 

4 

47845-04 
LINKING  FOUNTAIN 

2.0 

1.0 

Client 
Micro 

DRINKI 
103 

5 

47845-05 
HG  FOUNTAIN 

2.1 

1.0 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  tor  lead  Analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In     47  84  5 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  37 

1551  Newcomb  Avenue,  Rm.  103  MONROE  ES  Date  Sampled  8/24/97 

San  Francisco,  CA   94124  _    .  _ 

Date  Received  8/27/97 
Date  Analyzed  8/31/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppD)  (ppD) 


Client 
Micro 

SINK  Dl 
103 

6 

47845-06 
UNKING  FOUNTAIN 

2.4 

1.0 

Client 
Micro 

DRINKI 
104 

NOT  OP 

7 

47845-07 
MG  FOUNTAIN 

ERATIONAL 

SAMPLE  NOT 
RECEIVED 

Client 
Micro 

SINK  Dl 
104 

8 

47845-08 
UNKING  FOUNTAIN 

6.3 

1.0 

Client 
Micro 

DRINKI 
105 

NOT  OF 

9 

47845-09 
MG  FOUNTAIN 

ERATIONAL 

SAMPLE  NOT 
RECEIVED 

Client 
Micro 

BLANK 

1  0 

47845-10 

<1.0 

1.0 

1  fy  „  , 

Technical  Supervisor:    -/■  h—1   9/7/97  Analyst:   ifL 

Farid  RamezanzadBb,  M.S. 


Micro  Analytical  Laboratories,  Inc.  is  accredited  lorlead  analysis'  in  drinking  water  by  the  California  Department  of  Health  Sen/ices,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In  47845 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  37 

1551  Newcomb  Avenue,  Rm.  103  MONROE  ES  Date  Sampled  8/24/97 

San  Francisco,  CA   94124  _  ,  D    .    .  0/0_/n_ 

Date  Received  8/2  7/9  7 

Date  Analyzed  8/31/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Dl 

IUO 

1  1 

47845-11 
LINKING  FOUNTAIN 

2.3 

1.0 

Client 
Micro 

MULTIP 
LIBRAR 

1  2 

47845-12 

LE  DRINKING  FOUNTAIN 
Y 

1.6 

1.0 

Client 
Micro 

SINK  Dl 
106 

1  3 

47845-13 
LINKING  FOUNTAIN 

5.9 

1.0 

Client 
Micro 

DRINKI 
107 

1  4 

47845-14 
YG  FOUNTAIN 

7.0 

1.0 

Client 
Micro 

SINKD 
107 

1  5 

47845-15 
LINKING  FOUNTAIN 

4.3 

1.0 

Technical  Supervisor:  — — Vc" —         9/7/97  Analyst:   !!5  

Farid  RamezanzadelvM.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater.  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  pans  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In  47845 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  37 

1551  Newcomb  Avenue,  Rm.  103  MONROE  ES  Date  Sampled  8/24/97 

San  Francisco,  CA   94124  _  _ 

Date  Received  8/2  7/9  7 
Date  Analyzed  8/31/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


1  6 


Micro  47845-16 

SINK  DRINKING  FOUNTAIN 
106 


8.6 


1.0 


Client 


1  7 


Micro  47845-17 

SINK  DRINKING  FOUNTAIN 
108 


2.0 


1.0 


Client 


1  8 


Micro  47845-18 

SINK  DRINKING  FOUNTAIN 
110 


2.6 


1.0 


Client 


1  9 


Micro  47845-19 

SINK  FAUCET 
KITCHEN 


Client 


20 


Micro  47845-20 
BLANK 


2.0 


<1.0 


1.0 


1.0 


Technical  Supervisor: 


Analyst: 


FR 


Farid  Ramez^nzadeh,  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  forTead-analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In     47  84  5 

3FUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  37 

1551  Newcomb  Avenue,  Rm.  103  MONROE  ES  Date  Sampled  8/24/97 

San  Francisco,  CA    94124  Date  Received  8/2  7/9  7 

Date  Analyzed  8/31/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
201 

2  1 

47845-21 
MG  FOUNTAIN 

3.0 

1.0 

Client 
Micro 

SINK  Dl 
201 

22 

47845-22 
LINKING  FOUNTAIN 

1  .9 

1.0 

Client 
Micro 

DRINKI 
202 

23 

47845-23 
■JG  FOUNTAIN 

2.4 

1.0 

Client 
Micro 

SINK  Dl 
202 

24 

47845-24 
UNKING  FOUNTAIN 

2.3 

1.0 

Client 
Micro 

DRINKI 
203 

25 

47845-25 
MG  FOUNTAIN 

3.4 

1.0 

Technical  Supervisor:     -y  -f\  _  .  f- — Q^^-—  9/7/97  Analyst:   EL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for -lead-analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  IN< 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  MONROE  ES 

San  Francisco,  CA  94124 

Date  Analyze 


Micro  Log  In 
Total  Samples 
Date  Sampled 
Date  Receive 


Detection 

Lead  Concentration  Limit  qq, 

Client  Sample  ID  (ppb)  (ppb) 


Client 

Micro 

SINK  Dl 
203 

26 

47845-26 
UNKING  FOUNTAIN 

1 .9 

1.0 

Client 
Micro 

SINK  Dl 
204 

27 

47845-27 
UNKING  FOUNTAIN 

2.8 

1.0 

Client 
Micro 

SINK  Dl 
206 

28 

47845-28 
UNKING  FOUNTAIN 

2.3 

1.0 

Client 
Micro 

SINK  Ft 
LOUNG 

29 

47845-29 

IUCET 
E 

2.2 

1.0 

Client 
Micro 

BLANK 

30 

47845-30 

<1.0 

1.0 

Technical  Supervisor: 


Analyst: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Ate 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  editic 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  i 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  i 


FR 


i  Services, 
sorption  Spe 

American 
sd  except  ir 
billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  - 


653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4784  5 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  37 

1551  Newcomb  Avenue,  Rm.  103  MONROE  ES  Date  Sampled  8/24/97 
San  Francisco,  CA  94124 


Date  Received  8/27/97 
Date  Analyzed  8/31/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  F> 
WOMEr* 

3  1 

47845-31 

WCET 
I'S  RM 

2.4 

1.0 

Client 
Micro 

SINK  Ft 
MEN'S  1 

32 

47845-32 
kUCET 

m 

2.3 

1.0 

Client 
Micro 

MULTIP 
2ND  FL 

3  3 

47845-33 

LE  DRINKING  FOUNTAIN 
0OR  DRINKING  FOUNTAIN 

1 .6 

1.0 

Client 
Micro 

SINK  Ft 
BOYS'  F 

34 

47845-34 

MilCET 
IM. 

2.4 

1.0 

Client 
Micro 

SINK  Ft 
GIRLS' 

35 

47845-35 

llilCET 
RM. 

2.3 

1.0 

Technical  Supervisor:    "?  t^'-—  — KJT  9/7/97  Analyst:   !!5  

Farid  Ra^eMnzadetv^.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  Ie3d  analysisjn  prinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    47  845 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  37 

1551  Newcomb  Avenue,  Rm.  103  MONROE  ES  DateSampied  8/24/97 

San  Francisco,  CA   94124  n  ,  _    .  . 

Date  Received  8/27/97 

Date  Analyzed  8/31/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

36 

Micro  47845-36 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  MULTIPLE  DRINKING  FOUNTAIN 

<1.0 

1.0 

Client 

97-W00753-4 

Micro  47845-37 
SPIKED  SAMPLE 

20.4 

1.0 

Technical  Supervisor:     r  ^-r-—-\^--7<^-— — Z  ^l1^1   Analyst:   ™  

Farid  Ramewzacleh>ry1.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for ^ead^analysisTn  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4931  5 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  GEORGE  PEABODY  ES /CC  Date  Sampled  10/4/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/8/9  7 

Date  Analyzed  10/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1-A 

2.3 

1.0 

Micro  49315-01 

DRINKING  FOUNT1AN 

ROOMS 

RE-SAMPLE 

Client 

1-B 

1 .3 

1.0 

Micro  49315-02 

DRINKING  FOUNTIAN 
ROOM  3 
RE-SAMPLE 

Client 

1-C 

2.3 

1.0 

Micro  49315-03 

DRINKING  FOUNTIAN 
ROOM  3 
RE-SAMPLE 

Client 

2-A 

5.6 

1.0 

Micro  49315-04 

DRINKING  FOUNTIAN 
ROOM  9 
RE-SAMPLE 

Client 

2-B 

4.7 

1.0 

Micro  49315-05 

DRINKING  FOUNTIAN 
ROOM  9 
RE-SAMPLE 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leatlanatysisin  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4931  5 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  GEORGE  PEABODY  ES  /CC  Date  Sampled  1  0/4/97 

San  Francisco,  CA   94124  ^  .  _  . 

Date  Received  10/8/97 

Date  Analyzed  10/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

2-C 

8.6 

1.0 

Micro  49315-06 

DRINKING  FOUNTIAN 
ROOM  9 
RE-SAMPLE 

Client 

3-A 

2.1 

1.0 

Micro  49315-07 

DRINKING  FOUNTIAN 
LOBBY  2ND  FLOOR 
RE-SAMPLE 

Client 

3-B 

2.2 

1.0 

Micro  49315-08 

DRINKING  FOUNTIAN 
LOBBY  2ND  FLOOR 
RE-SAMPLE 

Client 

3-C 

3.5 

1.0 

> 

Micro  49315-09 

DRINKING  FOUNTIAN 
LOBBY  2ND  FLOOR 
RE-SAMPLE 

Client 

4-A 

6.4 

1.0 

Micro  49315-10 

DRINKING  FOUNTIAN 
K-1  /  ROOM  2 
RE-SAMPLE 

Technical  Supervisor:  JtjlO/10/97   Analyst:  

Farid  Ramezeirtzadeh,  NitS. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaxLaoalysis  ir^c>inking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  931  5 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  GEORGE  PEABODY  ES /CC  DateSampied  10/4/97 

San  Francisco,  CA    94124  Date  Received  1  0/8/9  7 

Date  Analyzed  10/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

4-B 

4.6 

1.0 

Micro  49315-11 

DRINKING  FOUNT1AN 
K-1  /  ROOM  2 
RE-SAMPLE 

Client 

4-C 

1  1.0 

1.0 

Micro  49315-12 

DRINKING  FOUNT1AN 
K-1  /  ROOM  2 
RE-SAMPLE 

Technical  Supflrvisnr  ~7  XU— ^  :^ — .       —     10/10/97        Analyst:   ^ 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  to  -drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In  47745 

S.F.U.S.D.  S.F.U.S.D.  Total  Samples  24 

1551  Newcomb  Ave.  Room  206  POTRERO  HILL  JH  Date  Sampled  8/23/97 

San  Francisco,  CA   94124  _  ,  _    .  . 

Date  Received  8/2  5/9  7 

Date  Analyzed  8/30/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1 

Micro 

BLANK 

47745-01 

<  1.0 

1.0 

Client 

2 

Micro 

47745-02 

1.0 

DRINKING  FOUNTAIN 

SECOND  FLOOR  -  OUTSIDE  ROOM  203 

FIRST  DRAW 

7.9 

Client 

3 

Micro 

47745-03 

3.8 

1.0 

DRINKING  FOUNTAIN 

SECOND  FLOOR  -  OUTSIDE  ROOM  217A 

FIRST  DRAW 

Client 

4 

Micro 

47745-04 

1.0 

DRINKING  FOUNTAIN 

THIRD  FLOOR  ACROSS  ROOM  310 

FIRST  DRAW 

5.2 

Client 

5 

Micro 

47745-05 

8.0 

1.0 

DRINKING  FOUNTAIN 

THIRD  FLOOR  -  OUTSIDE  ROOM  581 

FIRST  DRAW 

Technical  Supervisor:   V  — Ikz^J^  e"  _l     9/6/97   Analyst:   Q  

Farid  RamezanzactefcLM.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for4eacAinalysis_Jj}>  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc..  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4774  5 

S.F.U.S.D.  S.F.U.S.D.  Total  Samples  24 

1551  Newcomb  Ave.  Room  206  POTRERO  HILL  JH  Date  Sampled  8/23/97 

San  FranciSCO,  CA    94124  Date  Received  8/2  5/9  7 

Date  Analyzed  8/3  0/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

6 

4.6 

1.0 

Micro  47745-06 
SINK  FAUCET 

THIRD  FLOOR  -  FACULTY  LOUNGE 
ROOM  307 
FIRST  DRAW 

Client 

7 

2.0 

1.0 

Micro  47745-07 
SINK  FAUCET 

FIRST  FLOOR  -  CAFETERIA  KITCHEN 
FIRST  DRAW 

Client 

8 

1.4 

1.0 

Micro  47745-08 
SINK  FAUCET 

FIRST  FLOOR  -  CAFETERIA  KITCHEN 
FIRST  DRAW 

Client 

9 

1.9 

1.0 

Micro  47745-09 
SINK  FAUCET 

FIRST  FLOOR  -  CAFETERIA  KITCHEN 
FIRST  DRAW 

Client 

1  0 

1 .5 

1.0 

Micro  47745-10 
SINK  FAUCET 

FIRST  FLOOR  -  CAFETERIA  KITCHEN 
FIRST  DRAW 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis'in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  7  7  4  5 

S.F.U.S.D.  S.F.U.S.D.  Total  Samples  2  4 

1551  Newcomb  Ave.  Room  206  POTRERO  HILL  JH  DateSampied  8/23/97 

San  Francisco,  CA   94124  _t  _    .  . 

Date  Received  8/25/97 

Date  Analyzed  8/30/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1  1 

Micro    47745-1 1 
SINK  FAUCET 

FIRST  FLOOR  -  CAFETERIA  KITCHEN 
FIRST  DRAW 

3.4 

1.0 

Client 

1  2 

Micro 

47745-12 

10.4 

1.0 

DRINKING  FOUNTAIN 

FIRST  FLOOR  -  OUTSIDE  ROOM  108 

FIRST  DRAW 

Client 

1  3 

Micro 

47745-13 

77.6 

2.9 

MULTIPLE  DRINKING  FOUNTAIN 

FIRST  FLOOR  -  OUTSIDE  OF  BLDG.  OF  ROOM 

101 

Client 

1  4 

Micro 

47745-14 

13.9 

1.0 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR 
GIRLS'  GYM  BATHROOM 
FIRST  DRAW 

Client 

1  5 

Micro 

47745-15 

30.2 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  LEVEL 
OUTSIDE  GYM  -  BOYS'  ROOM 
FIRST  DRAW 

7  /;  i  - 

Technical  Supervisor:  J.         — XT~~^  p^O=d  vnisi   Analyst:   al  

Farid  RarnezarizadeK^M^S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  iead.jnalysis  indririking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47745 

S.F.U.S.D.  S.F.U.S.D.  Total  Samples  24 

1551  Newcomb  Ave.  Room  206  POTRERO  HILL  JH  Date  Sampled  8/23/97 

San  Francisco,  CA   94124  _  ,  D    .    .  0,0_#rt, 

Date  Received  8/25/97 

Date  Analyzed  8/30/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  6 

15.3 

1.0 

Micro  47745-16 
DRINKING  FOUNTAIN 

FIRST  FLOOR  -  GYMNASIUM  NORTH  /  WEST 
FIRST  DRAW 

Client 

1  7 

13.8 

1.0 

Micro  47745-17 
DRINKING  FOUNTAIN 

FIRST  FLOOR  •  GYMNASIUM  NORTH  /  EAST 
FIRST  DRAW 

Client 

1  8 

12.5 

1.0 

Micro  47745-18 

MULTIPLE  DRINKING  FOUNTAIN 
FIRST  FLOOR  -  OUTSIDE  GYMNASIUM 
ROOM  130 
FIRST  DRAW 

Client 

1  9 

1 .4 

1.0 

Micro  47745-19 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  LEVEL  •  OUTSIDE  OF  ROOM  030D 
FIRST  DRAW 

Client 

20 

24.7 

1.0 

Micro  47745-20 

DRINKING  FOUNTAIN 

FIRST  FLOOR  -  INSIDE  ROOM  103 

FIRST  DRAW 

Technical  Rupprvisnr     nr  £^£^p^p^^_—  9/6/97  Analyst:   

Farid  Ram'ezanz^dervM.SL 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  pan's  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4774  5 

S.F.U.S.D.  S.F.U.S.D.  Total  Samples  24 

1551  Newcomb  Ave.  Room  206  POTRERO  HILL  JH  Date  Sampled  8/23/97 

San  Francisco,  CA   94124  _       .  „„,_,__ 

Date  Received  8/25/97 
Date  Analyzed  8/30/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 

21 

Micro  47745-21 

DRINKING  FOUNTAIN 

FIRST  FLOOR  -  INSIDE  ROOM  104 

FIRST  DRAW 

14.7 

1.0 

Client 

22 

Micro  47745-22 

DRINKING  FOUNTAIN 

FIRST  FLOOR  -  INSIDE  ROOM  105 

FIRST  DRAW 

14.0 

1.0 

Client 

23 

Micro  47745-23 

DRINKING  FOUNTAIN 

FIRST  FLOOR  -  INSIDE  ROOM  106 

FIRST  DRAW 

33.4 

1.0 

Client 

24 

Micro  47745-24 

DRINKING  FOUNTAIN 

FIRST  FLOOR  -  OUTSIDE  ROOM  103 

FIRST  DRAW 

39.9 

1.0 

Technical  Supervisor:       "V   V^"^^^^  9/6/97  Analyst:    

Farid  RamezaqzacJet},  M^S, 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4831  5 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  POTRERO  HILL  JH  Date  Sampled  9/9/97 

San  FranciSCO,  CA    94124  Date  Received  9/9/97 

Date  Analyzed  9/10/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

25-A 

Micro 

48315-01 

2.1 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 

FIRST  FLOOR  OUTSIDE  OF  BLDG  OF  ROOM 

101 

FIRST  DRAW 

Client 

26-B 

Micro  48315-02 

MULTIPLE  DRINKING  FOUNTAIN 

FIRST  FLOOR  OUTSIDE  OF  BLDG  OF  ROOM 

101 

FIRST  DRAW 

NOT  ANALYZED 

Client 

27-C 

Micro 

48315-03 

1.2 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 

FIRST  FLOOR  OUTSIDE  OF  BLDG  OF  ROOM 

101 

FIRST  DRAW 

Client 

28-A 

Micro 

48315-04 

1.6 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  LEVEL  -  OUTSIDE 
GYM  -  BOYS'  ROOM 
FIRST  DRAW 

Client 

29-B 

Micro  48315-05 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  LEVEL  •  OUTSIDE 
GYM  -  BOYS'  ROOM 
FIRST  DRAW 

NOT  ANALYZED 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leBda?lBlysis  ir^dfioJiifi^  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4  831  5 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  POTRERO  HILL  JH  Date  Sampled  9/9/97 

San  Francisco,  CA  94124 

Date  Received  9/9/97 
Date  Analyzed  9/10/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

30-C 

Micro 

48315-06 

1.5 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  LEVEL  •  OUTSIDE 
GYM  -  BOYS'  ROOM 
FIRST  DRAW 

1.0 

Client 

31-A 

Micro 

48315-07 

1.0 

DRINKING  FOUNTAIN 

FIRST  FLOOR  -  GYMNASIUM  NORTH  /  WEST 
FIRST  DRAW 

5.2 

Client 

32-B 

Micro 

48315-08 

DRINKING  FOUNTAIN 

FIRST  FLOOR  -  GYMNASIUM  NORTH  /  WEST 
FIRST  DRAW 

2.5 

1.0 

Client 

33-C 

Micro 

48315-09 

2.1 

1.0 

DRINKING  FOUNTAIN 

FIRST  FLOOR  -  GYMNASIUM  NORTH  /  WEST 
FIRST  DRAW 

Client 

34-A 

Micro 

48315-10 

10.0 

1.0 

DRINKING  FOUNTAIN 

FIRST  FLOOR  INSIDE  ROOM  103 

FIRST  DRAW 

Technical  Supervisor: 


9/14/97 


Analyst: 


FR 


Farid  R^mezer 

Micro  Analytical  Laboratories,  Inc.  is  accredited  foNea4_anily^»«4n  chunking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4831  5 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  POTRERO  HILL  JH  Date  Sampled  9/9/97 

San  FranciSCO,  CA    94124  Date  Received  9/9/97 

Date  Analyzed  9/10/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

35-B 

Micro 

48315-11 

1.0 

DRINKING  FOUNTAIN 

FIRST  FLOOR  INSIDE  ROOM  103 

FIRST  DRAW 

2.5 

Client 

36-C 

Micro 

48315-12 

1.0 

DRINKING  FOUNTAIN 

FIRST  FLOOR  INSIDE  ROOM  103 

FIRST  DRAW 

2.0 

Technical  Superviso 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  rotJead^anal^sisJajDinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certifical&~#r037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  9  2  2  0 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  0 

1551  Newcomb  Avenue,  Rm.  103  POTRERO  HILL  JH  Date  Sampled  10/3/97 

San  Francisco,  CA  94124  n4  _ .  .  . 

Date  Received  1  0/4/97 
Date  Analyzed  10/4/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  4A 

1  .4 

1.0 

Micro  49220-01 
DRINKING  FOUNTAIN 

BASEMENT  LEVEL  •  GIRL'S  GYM  BATHROOM 
FIRST  DRAW 

Client 

1  4B 

1 .3 

1.0 

Micro  49220-02 

DRINKING  FOUNTAIN 

BASEMENT  LEVEL  -  GIRL'S  GYM  BATHROOM 
FIRST  DRAW 

Client 

1  4C 

1.2 

1.0 

Micro  49220-03 

DRINKING  FOUNTAIN 

BASEMENT  LEVEL  •  GIRL'S  GYM  BATHROOM 
FIRST  DRAW 

Client 

17A 

<  1.0 

1.0 

Micro  49220-04 
DRINKING  FOUNTAIN 

FIRST  FLOOR  -  GYMNASIUM  NORTH  /  EAST 
FIRST  DRAW 

Client 

17B 

<  1.0 

1.0 

Micro  49220-05 
DRINKING  FOUNTAIN 

FIRST  FLOOR  -  GYMNASIUM  NORTH  /  EAST 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leao^analysiSS^udrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    492  2  0 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  0 

1551  Newcomb  Avenue,  Rm.  103  POTRERO  HILL  JH  Date  Sampled  1  0/3/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/4/9  7 

Date  Analyzed  10/4/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

17C 

<  1.0 

1.0 

Micro  49220-06 
DRINKING  FOUNTAIN 

FIRST  FLOOR  -  GYMNASIUM  NORTH  /  EAST 
FIRST  DRAW 

Client 

1  8A 

<  1.0 

1.0 

Micro  49220-07 

MULTIPLE  DRINKING  FOUNTAIN 
FIRST  FLOOR  -  OUTSIDE  GYM  ROOM  130 
FIRST  DRAW 

Client 

1  8B 

<  1.0 

1.0 

Micro  49220-08 

MULTIPLE  DRINKING  FOUNTAIN 

FIRST  FLOOR  -  OUTSIDE  GYM  ROOM  130 

FIRST  DRAW 

Client 
Micro 

MULTIP 
FIRST  F 
FIRST  C 

18C 

<      1 .0 

1.0 

49220-09 

LE  DRINKING  FOUNTAIN 

LOOR  -  OUTSIDE  GYM  ROOM  130 

)RAW 

Client 

BLANK 

<  1.0 

1.0 

Micro 

BLANK 

49220-10 

Technical  Supervi 


isor:     7  *~ 


Farid  Ramez 


10/7/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead^jmatysislrrdrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4  7782 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  21 

1551  Newcomb  Avenue,  Rm.  103  PRESIDIO  CC  #7  DateSampied  8/23/97 

San  Francisco,  CA   94124  _    .  . 

Date  Received  9/1/97 

Date  Analyzed  8/31/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

7-1 

1  .6 

1.0 

Micro  47782-01 

SINK  FAUCET 

ROOM  #1  KITCHEN  FAUCET 

FIRST  DRAW 

Client 

7-2 

5.2 

1.0 

Micro  47782-02 
SINK  FAUCET 

ROOM  #2  KITCHEN  FAUCET 
FIRST  DRAW 

Client 

7-3 

<      1  .0 

1.0 

Micro  47782-03 

DRINKING  FOUNTAIN 

CORRIDOR  ADJACENT  TO  ROOMS  3  &  4 

FIRST  DRAW 

Client 

7-4 

<      1 .0 

1.0 

Micro  47782-04 

SINK  DRINKING  FOUNTAIN 

ROOM  #4  SINK  DRINKING  FOUNTAIN 

FIRST  DRAW 

Client 

7-5 

1.6 

1.0 

Micro  47782-05 

SINK  DRINKING  FOUNTAIN 

ROOM  *3  SINK  DRINKING  FOUNTAIN 

FIRST  DRAW 

Technical  Supervisor: 


Farid  Ra^zar^z^et^M^ 
:redited  for  lead  analysis  indrii 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    477  8  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  21 

1551  Newcomb  Avenue,  Rm.  103  PRESIDIO  CC  #7  Date  Sampled  8/2  3/9  7 

San  FranciSCO,  CA    94124  Date  Received  9  / 1  /  9  7 

Date  Analyzed  8/31/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

7-6 

Micro  47782-06 
SINK  FAUCET 

SINK  FOUNTAIN  IN  MAIN  KITCHEN 
FIRST  DRAW 

6.7 

1.0 

Client 

7-7 

Micro  47782-07 
SINK  FAUCET 

SINK  FOUNTAIN  IN  MAIN  KITCHEN 
ADJACENT  TO  STOVE 
FIRST  DRAW 

1.1 

1.0 

Client 

7-8 

Micro  47782-08 
SINK  FAUCET 

SINK  FOUNTAIN  IN  EMPLOYEE  BREAKROOM 
FIRST  DRAW 

6.3 

1.0 

Client 

7-9 

Micro 

47782-09 

1.1 

1.0 

SINK  DRINKING  FOUNTAIN 

ROOM  #5  SINK  DRINKING  FOUNTAIN 

FIRST  DRAW 

Client 

7-10 

Micro 

47782-10 

<      1 .0 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  #5  ADJ  TO  ACTIVITY  ROOM 
FIRST  DRAW 

- 1 

Technical  Supervisor:    /  S  —  \ ^  " — 9/7/97  Analyst:   £L  

Farid  Ramez^zadenTM^S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead- analysls-in-df  inking  water  by  the  California  Depanment  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater.  18th  edition.  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4778  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  21 

1551  Newcomb  Avenue,  Rm.  103  PRESIDIO  CC  #7  Date  Sampled  8/2  3/9  7 

San  Francisco,  CA   94124  _  #  _    .    .  _ 

Date  Received  9/1/97 

Date  Analyzed  8/31/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

7-1  1 

Micro 

47782-11 

3.1 

1.0 

SINK  DRINKING  FOUNTAIN 

ROOM  #12  SINK  DRINKING  FOUNTAIN 

FIRST  DRAW 

Client 

7-12 

Micro  47782-12 
SINK  FAUCET 

ROOM  #12  SINK  FOUNTAIN  CLOSER  TO 
ACTIVITY  ROOM 
FIRST  DRAW 

15.0 

1.0 

Client 

7-13 

Micro 

47782-13 

1.0 

SINK  DRINKING  FOUNTAIN 

ROOM  #10  SINK  DRINKING  FOUNTAIN 

FIRST  DRAW 

2.2 

Client 

7-14 

Micro 

47782-14 

1  .8 

1.0 

SINK  DRINKING  FOUNTAIN 

ROOM  #7  SINK  DRINKING  FOUNTAIN 

FIRST  DRAW 

Client 

7-15 

Micro 

47782-15 

1 .8 

1.0 

SINK  DRINKING  FOUNTAIN 

ROOM  #9  SINK  DRINKING  FOUNTAIN 

FIRST  DRAW 

•7  /?  0  1 

Technical  Supervisor:  1  --<^<~--.^  ~k  <S-^-^    9/1 /si   Analyst:   £L  

Farid  Ramezanzade^M^. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lealTanalysis^drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


063 

iFUSD  -  Asbestos  Control  Program 
551  Newcomb  Avenue,  Rm.  103 
ian  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
PRESIDIO  CC 


#7 


Micro  Log  In    4  7  7  8  2 
Total  Samples  2  1 
Date  Sampled  8/23/97 
Date  Received  9/1/97 
Date  Analyzed  8/31/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

7-16 

Micro 

47782-16 

1.0 

SINK  DRINKING  FOUNTAIN 

ROOM  *B  SINK  DRINKING  FOUNTAIN 

FIRST  DRAW 

<  1.0 

Client 

7-17 

Micro  47782-17 

DRINKING  FOUNTAIN 
OUTSIDE  DRINKING  FOUNTAIN 
ADJ  TO  ROOM  11 
FIRST  DRAW 

16.2 

1.0 

Client 

7-18 

Micro 

47782-18 

1.0 

DRINKING  FOUNTAIN 
OUTSIDE  DRINKING  FOUNTAIN 
ADJ  TO  ROOM  #5 
FIRST  DRAW 

5.3 

Client 

7-19 

Micro  47782-19 

DRINKING  FOUNTAIN 
OUTSIDE  DRINKING  FOUNTAIN 
ADJ  TO  ROOM  5 
FIRST  DRAW 

12.3 

1.0 

Client 

7-20 

Micro 

47782-20 

21.1 

1.0 

DRINKING  FOUNTAIN 
FIRST  DRAW 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  foNead'anaTysts  In  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In     47  78  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  21 

1551  Newcomb  Avenue,  Rm.  103  PRESIDIO  CC  #7  Date  Sampled  8/23/97 

San  Francisco,  CA   94124  _  ,  D    .    .  n 

'  Date  Received  9/1/97 

Date  Analyzed  8/31/97 


Detection 


Client  Sample  ID 

Lead  Concentration 

Limit 

Comments 

(PPb) 

(PPb) 

Client 

BLANK 

Micro 

47782-21 

BLANK 

<  1.0 

1.0 

v  A  / 

Technical  Supervisor:    L  z^_r — ^  ! — ^1 1 6 ; 9 7   Analyst:   £L  

Farid  RamezaTrttatierCM.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

Micro  Log  In    4  7  9  0  4 
Total  Samples  1  6 
Date  Sampled   8/2  6/9  7 
Date  Received  8/25/97 
Date  Analyzed  9/2/9  7 

Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

#  1 

Micro 

47904-01 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  LOWER  YARD 
INITIAL  DRAW 

5.9 

Client 

#  2 

Micro 

47904-02 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  YARD  BY  STAIRWAY 
INITIAL  DRAW 

4.4 

Client 

#  3 

Micro  47904-03 

DRINKING  FOUNTAIN 

CORRIDOR  C90  SOUTH  SIDE  -  1ST  FLOOR 

INITIAL  DRAW 

32.6 

1.0 

Client 

#  4 

Micro 

47904-04 

4.8 

1.0 

DRINKING  FOUNTAIN 

CORRIDOR  C90  NORTH  SIDE  -  1ST  FLOOR 

INITIAL  DRAW 

Client 

#  5 

Micro  47904-05 

DRINKING  FOUNTAIN 

CORRIDOR  C90  SOUTH  SIDE  -  2ND  FLOOR 

INITIAL  DRAW 

46.9 

1.0 

1063  PROJECT: 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  PRESIDIO  MS 

San  Francisco,  CA  94124 


Technical  Supervisor: 


9/8/97 


Analyst: 


FR 


Farid  flaTRezani 

Micro  Analytical  Laboratories,  Inc.  is  accredited^foHead -analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


; 


Page  2 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  79  0  4 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  6 

1551  Newcomb  Avenue,  Rm.  103  PRESIDIO  MS  Date  Sampled  8/26/97 

San  Francisco,  CA   94124  _  ,  _  . 

Date  Received  8/28/97 

Date  Analyzed  9/2/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

#  6 

1  1 .3 

1.0 

Micro  47904-06 

DRINKING  FOUNTAIN 

CORRIDOR  C90  NORTH  SIDE  -  2ND  FLOOR 

INITIAL  DRAW 

Client 

#  7 

48.7 

1.0 

Micro  47904-07 
DRINKING  FOUNTAIN 

CORRIDOR  C90  SOUTH  SIDE  -  THIRD  FLOOR 
INITIAL  DRAW 

Client 

#  8 

6.9 

1.0 

Micro  47904-08 
DRINKING  FOUNTAIN 

CORRIDOR  C90  NORTH  SIDE  -  THIRD  FLOOR 
INITIAL  DRAW 

Client 

#  9 

<1.0 

1.0 

Micro  47904-09 
SINK  FAUCET 

KITCHEN  ROOM  213,  2ND  FLOOR 
INITIAL  DRAW 

Client 

#  10 

<1.0 

1.0 

Micro  47904-10 
SINK  FAUCET 

KITCHEN  ROOM  213,  SECOND  FLOOR 
INITIAL  DRAW 

Technical  Supervisor:    2  — 2>g — <l^C-- — '    9/8/97   Analyst:   ™  

Farid  Rame^anzade+uM.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  foMead.  anajysis  inNlrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037T~Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  PRESIDIO  MS 
San  Francisco,  CA  94124 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

#  11 

Micro  47904-11 
SINK  FAUCET 

KITCHEN  ROOM  213,  2ND  FLOOR 
INITIAL  DRAW 

1.1 

1.0 

Client 

#  12 

Micro  47904-12 

DRINKING  FOUNTAIN 
ROOM  230,  2ND  FLOOR 
INITIAL  DRAW 

9.2 

1.0 

Client 

#  13 

Micro  47904-13 

DRINKING  FOUNTAIN 
CORRIDOR  C-95, 1ST  FLOOR 
INITIAL  DRAW 

<1.0 

1.0 

Client 

#  14 

Micro  47904-14 

DRINKING  FOUNTAIN 
AREA  147A,  FIRST  FLOOR 
INITIAL  DRAW 

36.6 

1.0 

Client 

#  15 

Micro 

BLANK 

47904-15 

<1.0 

1.0 

Micro  Log  In  4  79  0  4 

Total  Samples  1  6 

Date  Sampled  8/26/97 

Date  Received  8/2  8/9  7 

Date  Analyzed  9/2/9  7 


Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  foMead  analysis  m^drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  7  9  0  4 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  6 

1551  Newcomb  Avenue,  Rm.  103  PRESIDIO  MS  Date  Sampled  8/26/97 

San  FranciSCO,  CA    94124  Date  Received  8/28/97 

Date  Analyzed  9/2/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

#  16 

Micro  47904-16 

DRINKING  FOUNTAIN 
ROOM  021,  BASEMENT 
INITIAL  DRAW 

1  81 

5.0 

Technical  Si ipervisor:    7 y^-^^-  - — -    9 /e/91   Analyst:   

Farid  Rpmfezarizadeh,  M.S. 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead)analys[s)in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate"#1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  9321 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  PRESIDIO  MS  Date  Sampled  1  0/4/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/8/9  7 

Date  Analyzed  10/7/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  A 

<  1.0 

1.0 

Micro  49321-01 

DRINKING  FOUNTAIN 
ROOM  147 A,  1ST  FLOOR 
RE-SAMPLE 

Client 

1  B 

2.0 

1.0 

Micro  49321-02 

DRINKING  FOUNTAIN 
ROOM  147A.1ST  FLOOR 
RE-SAMPLE 

Client 

1  C 

<  1.0 

1.0 

Micro  49321-03 

DRINKING  FOUNTAIN 
ROOM  147A,  1ST  FLOOR 
RE-SAMPLE 

Client 

2A 

1.5 

1.0 

Micro  49321-04 

DRINKING  FOUNTAIN 
CORRIDOR  C-90, 1ST  FLOOR 
RE-SAMPLE 

Client 

2B 

<  1.0 

1.0 

Micro  49321-05 

DRINKING  FOUNTAIN 
CORRIDOR  C-90, 1ST  FLOOR 
RE-SAMPLE 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fof,lead  analysis^lrt-drinking  water  by  the  California  Department  ol  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate-itl-037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
PRESIDIO  MS 


Micro  Log  In     4  9  3  21 
Total  Samples  1  2 
Date  Sampled   10/4/9  7 
Date  Received  10/8/97 
Date  Analyzed  10/7/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

2C 

Micro 

49321-06 

1 .4 

1.0 

DRINKING  FOUNTAIN 
CORRIDOR  C-90, 1ST  FLOOR 
RE-SAMPLE 

Client 

3  A 

Micro 

49321-07 

1.0 

DRINKING  FOUNTAIN 
CORRIDOR  C-90,  2ND  FLOOR 
RE-SAMPLE 

2.6 

Client 

3B 

Micro 

49321-08 

1.0 

DRINKING  FOUNTAIN 
CORRIDOR  C-90,  2ND  FLOOR 
RE-SAMPLE 

<  1.0 

Client 

3C 

Micro  49321-09 

DRINKING  FOUNTAIN 
CORRIDOR  C-90,  2ND  FLOOR 
RE-SAMPLE 

<      1  .0 

1.0 

Client 

4A 

Micro  49321-10 

DRINKING  FOUNTAIN 
CORRIDOR  C-90,  2RD  FLOOR 
RE-SAMPLE 

1  03.2 

3.3 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  a>wlysis  irXcfrmkihg  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037?^~Safliples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  9321 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  PRESIDIO  MS  Date  Sampled  10/4/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/8/9  7 

Date  Analyzed  10/7/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

4B 

Micro  49321-11 

DRINKING  FOUNTAIN 
CORRIDOR  C-90,  3RD  FLOOR 
RE-SAMPLE 

<  1.0 

1.0 

Client 

4C 

Micro  49321-12 

DRINKING  FOUNTAIN 
CORRIDOR  C-90,  3RD  FLOOR 
RE-SAMPLE 

1 .5 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  ffcad-analysis-iri  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
REDDING  ELEMENTARY 
PK  /  CC 


Micro  Log  In    4  7  8  4  8 
Total  Samples  1  1 
Date  Sampled  8/25/97 
Date  Received  8/27/97 
Date  Analyzed  8/31/9  7 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


Micro  47848-01 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  PLAYGROUND 
FIRST  DRAW 


Client 


Micro  47848-02 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  PLAYGROUND 
FIRST  DRAW 


1.0 


1  .0 


1.0 


1.0 


Client 


Micro  47848-03 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  PLAYGROUND 
FIRST  DRAW 


1  .0 


1.0 


Client 


Micro  47848-04 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  PLAYGROUND 
FIRST  DRAW 


9.3 


Client 


Micro  47848-05 

SINK  FAUCET 
FACULTY  ROOM 
FIRST  DRAW 


1 .0 


1.0 


1.0 


Technical  Supervisor:    7/''--^  -^^^8/31/97  Analyst:  

Farid  Rame^ar^adehTM^ 

Micro  Analytical  Laboratories,  Inc.  is  accredited  toj  lead  arjalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3B 
063  PROJECT:  Micro  Log  In    47  84  8 

5FUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  1 

551  Newcomb  Avenue,  Rm.  103  REDDING  ELEMENTARY  Date  Sampled  8/25/97 

Jan  Francisco,  CA  94124  PK  /  CC  Date  Received  8/2?/97 

Date  Analyzed  8/31/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
KITCHE 
FIRST  I 

6 

47848-06 

kUCET 
N 

(RAW 

<  1.0 

1.0 

Client 
Micro 

DRINKI 
2ND  FL 
FIRST  C 

7 

47848-07 

MG  FOUNTAIN 
DOR  HALLWAY 
(RAW 

1  .2 

1.0 

Client 
Micro 

DRINKI 
2ND  FL 
FIRST  C 

8 

47848-08 

MG  FOUNTAIN 
DOR  HALLWAY 
(RAW 

1  8.4 

1.0 

Client 
Micro 

DRINKI 
3RD  FL 
FIRST  C 

9 

47848-09 

MG  FOUNTAIN 
DOR  HALLWAY 
(RAW 

2.6 

1.0 

Client 
Micro 

BLANK 

1  0 

47848-10 

<      1 .0 

1.0 

Technical  Supervisor: 


Farid  Ramezanzadeh,  M.S. 


8/31/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  tor  lead  ahatysis-irAirinking  water  by  the  California  Department  ol  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate—#'r037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition.  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
REDDING  ELEMENTARY 
PK  /  CC 


Micro  Log  In     4  7  8  4  8 
Total  Samples  1  1 
Date  Sampled   8/2  5/9  7 
Date  Received  8/27/97 
Date  Analyzed  8/31/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1 1 

Micro  47848-11 
SPIKED  SAMPLE 

47.2 

1.0 

Technical  Supervisor:  7  — z^=2=^i^l^Z   9/7/97   Analyst:   !l*  

Farid  Ramezanzadeh,  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  forJead  analysis  ir>' drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

3FUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
REDDING  PK 


Micro  Log  In    49  2  8  9 
Total  Samples  4 
Date  Sampled  10/3/97 
Date  Received  10/7/9  7 
Date  Analyzed  10/7/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
2ND  FL 
FIRST  I 

8A 

49289-01 

MG  FOUNTAIN 
OOR  HALLWAY 
)RAW 

1 .4 

1.0 

Client 
Micro 

DRINKI 
2ND  FL 
SECON 

8B 

49289-02 

HG  FOUNTAIN 
OOR  HALLWAY 
D  DRAW 

1.1 

1.0 

Client 
Micro 

DRINKI 
2ND  FL 
THIRD 

8C 

49289-03 

HG  FOUNTAIN 
DOR  HALLWAY 
DRAW 

1 .2 

1.0 

Client 
Micro 

BLANK 

1  3B 

49289-04 

<      1 .0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  foKlead  ariWySta^in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificat&-#4037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In  47847 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  3  5 

1551  Newcomb  Avenue,  Rm.  103  PAUL  REVERE  ES  /  ANNEX  Date  Sampled  8/26/97 

San  Francisco,  CA   94124  0/0„n, 

Date  Received  8/27/97 

Date  Analyzed  9/1/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


Micro  47847-01 

SINK  DRINKING  FOUNTAIN 
ROOM  214 
FIRST  DRAW 


1 .0 


1.0 


Client 


Micro  47847-02 

SINK  DRINKING  FOUNTAIN 
ROOM  215 
FIRST  DRAW 


1 .0 


1.0 


Client 


Micro  47847-03 

SINK  DRINKING  FOUNTAIN 
ROOM  213 
FIRST  DRAW 


1.0 


1.0 


Client 


Micro  47847-04 

SINK  DRINKING  FOUNTAIN 
ROOM  211 
FIRST  DRAW 


1.0 


1.0 


Client 


Micro  47847-05 

SINK  DRINKING  FOUNTAIN 
ROOM  209 
FIRST  DRAW 


1 .0 


1.0 


7  J/ 

Technical  Supervisor:      V  — ^—x^>^ — 577/97   Analyst:  

Farid  Ramezanz^deh^M^S- 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  (ead_anafysis  w-xWnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    478  47 

3FUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3  5 

1551  Newcomb  Avenue,  Rm.  103  PAUL  REVERE  ES  /  ANNEX  Date  Sampled  8/26/97 

San  FranciSCO,  CA    94124  Date  Received  8/27/97 

Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client  j  6 

Micro  47847-06 

DRINKING  FOUNTAIN 
2ND  FLOOR  HALL 
FIRST  DRAW 

<      1  .0 

1.0 

Client 

Micro 

SINK  Dl 
ROOM  2 
FIRST  C 

7 

47847-07 

UNKING  FOUNTAIN 
08 

•RAW 

1.1 

1.0 

Client 
Micro 

SINK  Dl 
ROOM  2 
FIRST  C 

8 

47847-08 

UNKING  FOUNTAIN 
07 

IRAW 

<      1 .0 

1.0 

Client 
Micro 

SINK  Dl 
ROOM  2 
FIRST  C 

9 

47847-09 

UNKING  FOUNTAIN 
05 

IRAW 

1 .3 

1.0 

Client 
Micro 

SINK  Dl 
ROOM  2 
FIRST  C 

1  0 

47847-10 

UNKING  FOUNTAIN 
03 

)RAW 

<      1 .0 

1.0 

1  /?  // 

Technical  Supervisor     V  fc^<-<—  .  9/7/97  Analyst:   ZL 

Farid  Rame^anztKjeh,  NfcS, 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysts  1n~c?Tink1ng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In  47847 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3  5 

1551  Newcomb  Avenue,  Rm.  103  PAUL  REVERE  ES  /  ANNEX  Date  Sampled  8/26/97 

San  Francisco,  CA   94124  _    „  . 

Date  Received  8/27/97 
Date  Analyzed  9/1/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


1  1 


Micro  47847-11 

SINK  DRINKING  FOUNTAIN 
ROOM  201 
FIRST  DRAW 


1  .0 


1.0 


Client 


1  2 


Micro  47847-12 

SINK  DRINKING  FOUNTAIN 
ROOM  202 
FIRST  DRAW 


1 .0 


1.0 


Client 


1  3 


Micro  47847-13 

SINK  DRINKING  FOUNTAIN 
ROOM  210 
FIRST  DRAW 


1 .2 


1.0 


Client 


1  4 


Micro  47847-14 

DRINKING  FOUNTAIN 
1ST  FLOOR  HALL 
FIRST  DRAW 


1 .0 


1.0 


Client 


1  5 


Micro  47847-15 

MULTIPLE  DRINKING  FOUNTAIN 
PLAY  YARD 
FIRST  DRAW 


1 .0 


1.0 


Technical  Supervisor:     i  K± ; — ^  9/7/97  Analyst:   


Micro  Analytical  Laboratories,  Inc.  is  accredited  fdHead  analysis-in  donking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In  47847 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  35 

1551  Newcomb  Avenue,  Rm.  103  PAUL  REVERE  ES  /  ANNEX  Date  Sampled  8/26/97 

San  FranciSCO,  CA    94124  Date  Received  8/27/97 

Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

BLANK 

1  6 

47847-16 

<      1 .0 

1.0 

Client 
Micro 

SINK  Dl 
ANNEX 
FIRST  C 

1  7 

47847-17 

LINKING  FOUNTAIN 

116 

(RAW 

1 .6 

1.0 

Client 
Micro 

SINK  Dl 
ANNES 
FIRST  t 

1  8 

47847-18 

LINKING  FOUNTAIN 

105 

(RAW 

1 .6 

1.0 

Client 
Micro 

SINK  Dl 
ANNEX 
FIRST  I 

1  9 

47847-19 

LINKING  FOUNTAIN 

106 

>RAW 

1 .7 

1.0 

Client 
Micro 

SINK  Dl 
ANNEX 
FIRST  [ 

20 

47847-20 

RINKING  FOUNTAIN 

113 

)RAW 

9.9 

1.0 

Technical  Supervisor:     X      < „  - , — ^^^C — —9/7/97  Analyst:   !2L 

Farid  Rafhez^nzaden^M^S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  foVlead~analysis-»ft-drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    47  84  7 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  35 

1551  Newcomb  Avenue,  Rm.  103  PAUL  REVERE  ES  /  ANNEX  Date  Sampled  8/26/97 

San  Francisco,  CA   94124  „    „    .  J  , 

Date  Received  8/27/97 

Date  Analyzed  9/1/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


21 


Micro  47847-21 

SINK  DRINKING  FOUNTAIN 
ANNEX  121 
FIRST  DRAW 


1 .0 


1.0 


Client 


22 


Micro  47847-22 

SINK  DRINKING  FOUNTAIN 
ANNEX  122 
FIRST  DRAW 


1  .0 


1.0 


Client 


23 


Micro  47847-23 

SINK  DRINKING  FOUNTAIN 
ANNEX  114 
FIRST  DRAW 


1 .0 


1.0 


Client 


24 


Micro  47847-24 

SINK  DRINKING  FOUNTAIN 
ANNEX  115 
FIRST  DRAW 


1 .4 


1.0 


Client 


25 


Micro  47847-25 

SINK  FAUCET 
ANNEX  OFFICE 
FIRST  DRAW 


1 .2 


1.0 


Technical  Supervisor: 


/7/97 


Analyst: 


FR 


Farid  Ramezan?adelvM.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  In -drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 

1551  Newcomb  Avenue,  Rm.  103  PAUL 

San  Francisco,  CA  94124 


PROJECT:  Micro  Log  In    4  7  8  4  7 

S.F.U.S.D.  Total  Samples  3  5 

REVERE  ES  /  ANNEX  Date  Sampled  8/26/97 

Date  Received  8/27/97 
Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Dl 
ANNEX 
FIRST  C 

26 

47847-26 

LINKING  FOUNTAIN 

RM211 

)RAW 

1.8 

1.0 

Client  |                   2  7 

Micro  47847-27 

SINK  DRINKING  FOUNTAIN 
ANNEX  RM  201 
FIRST  DRAW 

2.5 

1.0 

Client 
Micro 

SINK  Dl 
ANNEX 
FIRST  c 

28 

47847-28 

UNKING  FOUNTAIN 

RM  212 

(RAW 

1 .0 

1.0 

Client 
Micro 

SINK  Dl 
ANNEX 
FIRST  C 

29 

47847-29 

UNKING  FOUNTAIN 

RM202 

)RAW 

2.3 

1.0 

Client 
Micro 

SINK  Dl 
ANNEX 
FIRST  C 

30 

47847-30 

UNKING  FOUNTAIN 

RM  209 

)RAW 

2.6 

1.0 

Technical  Supervisor:         ^■"-••s^ — ytr~  —   9/1/91  Analyst:   EL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis Tn  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  784  7 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3  5 

1551  Newcomb  Avenue,  Rm.  103  PAUL  REVERE  ES  /  ANNEX  Date  Sampled  8/26/97 

San  Francisco,  CA   94124  _  ,  _    .   .  „  ln_ 

Date  Received  8 1 2  7 1 9  7 
Date  Analyzed  9/1/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

SINK  Dl 
ANNEX 
FIRST  I 

3  1 

47847-31 

LINKING  FOUNTAIN 

RM  217 

)RAW 

<  1.0 

1.0 

Client 
Micro 

SINK  Ft 
FACUL- 

32 

47847-32 

VUCET 
rv  ROOM 

1 .3 

1.0 

Client 
Micro 

MULTIP 
PLAYGI 
FIRST  C 

3  3 

47847-33 

LE  DRINKING  FOUNTAIN 

30UND 

)RAW 

1  .5 

1.0 

Client 
Micro 

MULTIP 
ANNEX 
FIRST  t 

34 

47847-34 

LE  DRINKING  FOUNTAIN 
HALLWAY 
)RAW 

4.6 

1.0 

Client 
Micro 

SPIKED 

35 

47847-35 
SAMPLE 

49.4 

1.0 

'  9/7/97  Analvsf  FR 


Technical  Supervisor:     ~V  %,  ^  9/7/97   Analyst: 

Farid  Ramezan^adeh,  M^ 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaii-anaJysis>rtwnking,  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  8  049 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  4 

1551  Newcomb  Avenue,  Rm.  103  ROOFTOP  ES  Date  Sampled  9/1/97 

San  FranciSCO,  CA    94124  Date  Received  9 /3/9 7 

Date  Analyzed  9/3/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
C-90  (S) 
INITIAL 

1 

48049-01 

HG  FOUNTAIN 
-1ST  FLOOR 
SCREENING 

3.5 

1.0 

Client 
Micro 

DRINKII 
C-90  (M 
INITIAL 

2 

48049-02 

4G  FOUNTAIN 
D)- 1ST  FLOOR 
SCREENING 

2.4 

1.0 

Client 
Micro 

DRINKI 
C-90  (N) 
INITIAL 

3 

48049-03 

MG  FOUNTAIN 
-1ST  FLOOR 
SCREENING 

2.9 

1.0 

Client  |  4 

Micro  48049-04 
SINK  FAUCET 

TEACHERS'  LUNCH  ROOM  R-104 
INITIAL  SCREENING 

10.7 

1.0 

Client 
Micro 

SINK  Ft 
KITCHE 
INITIAL 

5 

48049-05 

VUCET 

NR-110A 

SCREENING 

3.1 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  aTTatysisin-drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association.  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0B24 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4  8  049 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  4 

1551  Newcomb  Avenue,  Rm.  103  ROOFTOP  ES  Date  Sampled  9/1/97 

San  Francisco,  CA   94124  _  ,  n  Jnialn* 

Date  Received  9/3/97 
Date  Analyzed  9/3/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

6 

3.9 

1.0 

Micro  48049-06 

DRINKING  FOUNTAIN 

C-90  (S)  •  BASEMENT  LEVEL 

INITIAL  SCREENING 

Client 

7 

5.0 

1.0 

Micro  48049-07 

DRINKING  FOUNTAIN 
007 

INITIAL  SCREENING 

Client 

8 

6.0 

1.0 

Micro  48049-08 

DRINKING  FOUNTAIN 
006 

INITIAL  SCREENING 

Client 

9 

1 .8 

1.0 

Micro  48049-09 

DRINKING  FOUNTAIN 
C-91- BASEMENT  LEVEL 
INITIAL  SCREENING 

Client 

1  0 

6.2 

1.0 

Micro  48049-10 

DRINKING  FOUNTAIN 

C-90  (N)  •  BASEMENT  LEVEL 

INITIAL  SCREENING 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  anaTysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In     4  8  049 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  4 

1551  Newcomb  Avenue,  Rm.  103  ROOFTOP  ES  DateSampied  9/1/97 

San  FranciSCO,  CA    94124  Date  Received  9/3/9  7 

Date  Analyzed  9/3/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

1 1 

Micro 

48049-11 

21.4 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 

EXT.  YARD 

EAST  YARD (GATE) 

INITIAL  SCREENING 

Client 

1  2 

Micro 

48049-12 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
EXT.  YARD 

WEST  YARD  (FENCE) 
INITIAL  SCREENING 

7.2 

Client 

1  3 

Micro 

48049-13 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
EXT.  YARD 
WEST  YARD 
INITIAL  SCREENING 

4.2 

Client 

1  4 

Micro 

BLANK 

48049-14 

<      1 .0 

1.0 

Technical  Supftrvisnr      -y  -iC-^ — -y^~~ y-y  '•       9/6/97  Analyst:   E5  

Farid  Ramezahzadeh,  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacTanaiysisIn"  drlhking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  Amencan  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4  931  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4 

1551  Newcomb  Avenue,  Rm.  103  ROOFTOP  MS  Date  Sampled  1 0/4/9  7 

San  Francisco,  CA  94124  ^  .  0    ■  ^ 

'  Date  Received  10/8/97 

Date  Analyzed  10/8/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


Micro  49318-01 

MULTIPLE  DRINKING  FOUNTAIN 
ROOF 

INITIAL  SCREENING 


Client 


Micro  49318-02 

DRINKING  FOUNTAIN 
R-203 

INITIAL  SCREENING 


25.5 


2.8 


1.0 


1.0 


Client 


Micro  49318-03 

DRINKING  FOUNTAIN 
R-203 

INITIAL  SCREENING 


3.4 


1.0 


Client 


Micro  49318-04 
BLANK 


<  1.0 


1.0 


Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lea>«flalysisNa_djiriKing  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.  F.  U.  S.  D. 
ROOSEVELT  MS 


Micro  Log  In  4  8  2  7  5 

Total  Samples  2  9 

Date  Sampled  9/7/97 

Date  Received  9/8/97 

Date  Analyzed  9/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

MULTIP 
EXT.  YA 
INITIAL 

1 

48275-01 

LE  DRINKING  FOUNTAIN 
RD  C-97,  EAST 
SCREENING 

1  1  .4 

1.0 

Client 
Micro 

MULTIP 
EXT.  YA 
INITIAL 

2 

48275-02 

LE  DRINKING  FOUNTAIN 
RD  C-97,  WEST 
SCREENING 

4.6 

1.0 

Client 
Micro 

MULTIP 
EXT.  YA 
INITIAL 

3 

48275-03 

LE  DRINKING  FOUNTAIN 
RD  EAST 
SCREENING 

21.5 

1.0 

Client 
Micro 

MULTIP 
EXT.  YA 
INITIAL 

4 

48275-04 

LE  DRINKING  FOUNTAIN 
RD  C-96,  EAST 
SCREENING 

3.7 

1.0 

Client 
Micro 

MULTIP 
EXT.  YA 
INITIAL 

5 

48275-05 

LE  DRINKING  FOUNTAIN 
RD  C-96,  WEST 
SCREENING 

2.9 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  forNead^nalysls-^n  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.  F.  U.  S.  D. 
ROOSEVELT  MS 


Micro  Log  In     4  8  2  7  5 
Total  Samples  2  9 
Date  Sampled  9/7/97 
Date  Received  9/8/97 
Date  Analyzed  9/8/97 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 

6 

Micro 

48275-06 

DRINKING  FOUNTAIN 
1ST  FLOOR  C-92,  NORTH 
INITIAL  SCREENING 

6.6 

1.0 

Client 

7 

Micro 

48275-07 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR  C-92,  SOUTH 
INITIAL  SCREENING 

4.3 

Client 

8 

Micro  48275-08 
SINK  FAUCET 

120C,  KITCHEN  NORTH  SINK 
INITIAL  SCREENING 

24.8 

1.0 

Client 

9 

Micro  48275-09 
SINK  FAUCET 

120C,  KITCHEN  CENTER  SINK 
INITIAL  SCREENING 

5.5 

1.0 

Client 

1  0 

Micro  48275-10 
SINK  FAUCET 

120C,  KITCHEN  SOUTH  SINK 
INITIAL  SCREENING 

3.3 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lea*d-a«alyfcis  inUnnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1 063  PROJECT:  Micro  Log  In    482  75 

3FUSD  -  Asbestos  Control  Program  S.  F.  U.  S.  D.  Total  Samples  29 

1551  Newcomb  Avenue,  Rm.  103  ROOSEVELT  MS  Date  Sampled  9/7/97 

San  FranciSCO,  CA    94124  Date  Received  9/ 8/ 9 7 

Date  Analyzed  9/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  1 

Micro  48275-11 
POT  FILLER 

120  KITCHEN  POT  FILLER,  CENTER 
INITIAL  SCREENING 

38.3 

1.0 

Client 

1  2 

Micro  48275-12 

SINK  FAUCET 

120  KITCHEN  SOUTH  WALL 

INITIAL  SCREENING 

2.8 

1.0 

Client 

1  3 

Micro 

48275-13 

1.0 

DRINKING  FOUNTAIN 
2ND  FLOOR  C-92,  NORTH 
INITIAL  SCREENING 

7.4 

Client 

1  4 

Micro  48275-14 

SINK  FAUCET 

2ND  FLOOR  ROOM  205 

INITIAL  SCREENING 

3.0 

1.0 

Client 

1  5 

Micro 

48275-15 

1.0 

DRINKING  FOUNTAIN 
2ND  FLOOR  C-92,  SOUTH 
INITIAL  SCREENING 

4.3 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leatLanalys^s  ]rTd«nking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #10377  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.  F.  U.  S.  D. 
ROOSEVELT  MS 


Micro  Log  In     4  8  2  7  5 
Total  Samples  2  9 
Date  Sampled   9/7/9  7 
Date  Received  9/8/97 
Date  Analyzed  9/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppD) 


Client 

1  6 

6.9 

1.0 

Micro  48275-16 

DRINKING  FOUNTAIN 
2ND  FLOOR  C-95 
INITIAL  SCREENING 

Client 

1  7 

4.6 

1.0 

Micro  48275-17 

DRINKING  FOUNTAIN 
2ND  FLOOR  R.212 
INITIAL  SCREENING 

Client 

1  8 

9.8 

1.0 

Micro  48275-18 

DRINKING  FOUNTAIN 
3RD  FLOOR  C-92,  NORTH 
INITIAL  SCREENING 

Client 

1  9 

4.5 

1.0 

Micro  48275-19 

DRINKING  FOUNTAIN 
3RD  FLOOR  C-92,  SOUTH 
INITIAL  SCREENING 

Client 

20 

1  1.4 

1.0 

Micro  48275-20 

DRINKING  FOUNTAIN 
3RD  FLOOR  C-93 
INITIAL  SCREENING 

Technical  Superviso 


9/9/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories.  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  in  48275 

SFUSD  -  Asbestos  Control  Program  S.  F.  U.  S.  D.  Total  Samples  2  9 

1551  Newcomb  Avenue,  Rm.  103  ROOSEVELT  MS  Date  Sampled  9/7/97 

San  FranciSCO,  CA    94124  Date  Received  9/8/9  7 

Date  Analyzed  9/8/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

2  1 

4.7 

1.0 

Micro  48275-21 

DRINKING  FOUNTAIN 

3RD  FLOOR  C-95,  GIRLS  LOCKER  RM. 

INITIAL  SCREENING 

Client 

22 

7.5 

1.0 

Micro  48275-22 
SINK  FAUCET 

3RD  FLOOR  HOME  EC  CLASS  NORTH  WALL 
INITIAL  SCREENING 

Client 

23 

3.1 

1.0 

Micro  48275-23 
SINK  FAUCET 

3RD  FLOOR  HOME  EC  CLASS  NORTH  WALL 
INITIAL  SCREENING 

Client 

24 

21.2 

1.0 

Micro  48275-24 
SINK  FAUCET 

3RD  FLOOR  HOME  EC  CLASS  NORTH  WALL 
INITIAL  SCREENING 

Client 

25 

4.5 

1.0 

Micro  48275-25 

SINK  FAUCET 

3RD  FLOOR  HOME  EC  CLASS  NORTH  WALL 
INITIAL  SCREENING 

Technical  Supervisor 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  inTJrinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.  F.  U.  S.  D. 
ROOSEVELT  MS 


Micro  Log  In     4  8  2  7  5 
Total  Samples  2  9 
Date  Sampled  9/7/9  7 
Date  Received  9/8/97 
Date  Analyzed  9/8/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppD)  (ppD) 


Client 
Micro 

SINK  Ft 
3RD  FL 
INITIAL 

26 

48275-26 
UJCET 

DOR  HOME  EC  CLASS  NORTH  WALL 
SCREENING 

5.4 

1.0 

Client 
Micro 

SINK  Ft 
3RD  FL 
INITIAL 

27 

48275-27 
UJCET 

DOR  HOME  EC  CLASS  NORTH  WALL 
SCREENING 

4.9 

1.0 

Client 
Micro 

SINK  Ft 
3RD  FL 
INITIAL 

28 

48275-28 
UJCET 

DOR  HOME  EC  CLASS  SOUTH  WALL 
SCREENING 

4.5 

1.0 

Client 
Micro 

BLANK 

29 

48275-29 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


yierVM^\ 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leatTanat^sis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


I063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
3an  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
SF  CHARTER 
EARLY  CHILDHOOD 


Micro  Log  In     4  7  8  3  3 
Total  Samples  9 
Date  Sampled  8/26/97 
Date  Received  8/26/97 
Date  Analyzed  8/31/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


CR-1 


Micro  47833-01 

DRINKING  FOUNTAIN 
DRINKING  FOUNTAIN  ROOM  3 
FIRST  DRAW 


1  .0 


1.0 


Client 


CR-2 


Micro  47833-02 

SINK  FAUCET 

SINK  FAUCET  IN  ROOM  4 

FIRST  DRAW 


1 .0 


1.0 


Client 


CR-3 


Micro  47833-03 

DRINKING  FOUNTAIN 
DRINKING  FOUNTAIN  IN  ROOM  6 
NOT  ENOUGH  PRESSURE  FOR  SAMPLE 
FIRST  DRAW 


1  .9 


1.0 


NOT  ENOUGH 
PRESSURE  FOR 
SAMPLE 


Client 


CR-4 


Micro  47833-04 

SINK  DRINKING  FOUNTAIN 
SINK  DRINKING  FOUNTAIN 
ROOM  1  -  KINDERGARTEN  ROOM 
FIRST  DRAW 


1  .0 


1.0 


Client 


CR-5 


Micro  47833-05 

SINK  DRINKING  FOUNTAIN 

SINK  DRINKING  FOUNTAIN  ROOM  2 

FIRST  DRAW 


1  .0 


1.0 


Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  foNead  analys4*-ih  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate~7M037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 
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MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
SF  CHARTER 
EARLY  CHILDHOOD 


Micro  Log  In     4  7  8  3  3 
Total  Samples  9 
Date  Sampled  8/26/97 
Date  Received  8/26/97 
Date  Analyzed  8/31/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


CR-6 


Micro  47833-06 
SINK  FAUCET 

SINK  FAUCET  IN  KITCHENETTE  AREA 
ADJ  TO  MICROWAVE 
FIRST  DRAW 


2.3 


1.0 


Client 


CR-7 


Micro  47833-07 
SINK  FAUCET 

SINK  FAUCET  IN  ART  ROOM 
FIRST  DRAW 


5.9 


1.0 


Client 


CR-8 


Micro  47833-08 

SINK  DRINKING  FOUNTAIN 

SINK  DRINKING  FOUNTAIN  IN  THE 

BUNGALOW  (2ND  GRADE) 


<  1.0 


1.0 


Client 


BLANK 


Micro  47833-09 
BLANK 


<  1.0 


1.0 


Technical  Supervisor: 


9/6/91 


Farid  Rame 


Analyst: 


FR 


M.S. 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  fa  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
SAN  FRANCISCO  COMMUNITY 


Micro  Log  In    4  7  41  0 
Total  Samples  1  0 
Date  Sampled   8/15/9  7 
Date  Received  8/15/97 
Date  Analyzed  8/15/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
FIRST  C 

1 

47410-01 
IUCET 

RAW  ,  3RD  FLOOR 

5.4 

1.0 

Client 
Micro 

ORINKI 
C90 

FIRST  C 

2 

47410-02 
MG  FOUNTAIN 

RAW,  3RD  FLOOR 

8.9 

1.0 

Client 
Micro 

WATER 

T62 

FIRST  C 

3 

47410-03 
FAUCET 

RAW,  3RD  FLOOR 

<      1 .0 

1.0 

Client 
Micro 

SINK  Of 
002A 
FIRST  C 

4 

47410-04 
)RAW 

34.0 

1.0 

Client 
Micro 

SINK  Dl 
005A 
FIRST  I 

5 

47410-05 
LINKING  FOUNTAIN 

)RAW 

1.9 

1.0 

Technical  Supervisor:     ^ .^--k*?-  ~V  ^  iL— -377/97  Analyst:   2L 

Farid  Ramezahzadeh/M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lea^anafysiV»o_drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  Amencan  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 
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Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
SAN  FRANCISCO  COMMUNITY 


Micro  Log  In    4  7  41  0 
Total  Samples  1  0 
Date  Sampled  8/15/97 
Date  Received  8/15/97 
Date  Analyzed  8/15/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


Micro  47410-06 

DRINKING  FOUNTAIN 
C90 

FIRST  DRAW,  2ND  FLOOR 


3.9 


1.0 


Client 
Micro 


47410-07 

WATER  FOUNTAIN 
T61 

FIRST  DRAW,  WOMEN'S  RR 


1  .4 


1.0 


Client 


Micro  47410-08 

WATER  FOUNTAIN 
T51 

FIRST  DRAW,  MEN'S  RR 


1  .5 


1.0 


Client 


Micro  47410-09 

SINK  DRINKING  FOUNTAIN 
004A 

FIRST  DRAW 


1 .8 


1.0 


Client 


1  0 


Micro  47410-10 
BLANK 


<      1 .0 


1.0 


Technical  Supervisor:       ZLX^ — 2^L^^~—   9/6/97   Analyst:   EL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysts  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 
SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  SAN  FRANCISCO  COMMUNITY 

San  Francisco,  CA  94124 


Micro  Log  In    4  9  2  4  9 
Total  Samples  4 
Date  Sampled  9/30/97 
Date  Received  10/7/97 
Date  Analyzed  10/7/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  D 

002A 

1ST 

4A 

49249-01 
LINKING  FOUNTAIN 

<      1 .0 

1.0 

Client 
Micro 

SINK  Dl 

002A 

2ND 

4B 

49249-02 
LINKING  FOUNTAIN 

<      1 .0 

1.0 

Client 
Micro 

SINK  Dl 

002A 

3RD 

4C 

49249-03 
LINKING  FOUNTAIN 

<  1.0 

1.0 

Client 
Micro 

BLANK 

4D 

49249-04 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  l&adana^sis^hvdrinkiog  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #T03?^  SampleSTsre  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


SCQUOicl  680  Chew  peAe  Drive  Redwood  Gty.  CA  94063       (  650)  364-9600  FAX  (650)  364  9233 

■  *  404  N.  W.gel  L*ne  Wjlnut  Creek.  CA  9459?       (510)  988-9600  FAX  (5)0)  983-9673 

y!^_|^2l|ytiC3l  619  Striker  Avenue,  Suite  8     Sacramento,  CA  95834  (9l6)  911-9600  fAX  (916)  921-0100 


p  SFUSD  Client  Proj.  ID:     San  Miguel  CC 

1 1551  NewcombAve.,  Rm.  103 

Is  San  Francisco,  CA  94124  Lab  Proj.  ID:  9708D01 

"LAnentton.    .JBnjce  Giannlnl     _^.^_^= 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 

Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708D01-01 

Sample  Desc  LIQUID, San  Miguel  1  Duplicate 

N.D. 

Lead 

mg/L 

08/28/97 

0.0050 

Lab  No:  9708D01-02 
Sample  Desc  :  LlQUID.San  Miguel  i 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D01-03 

Sample  Desc  :  LIQUID, San  Miguel  2 

Lead 

mg/L 

08/28/97 

00050 

N.D. 

Lab  No.  9708D01-04 

Sample  Desc  :  LIQUID, San  Miguel  3 

Lead 

mg/L 

08/28/97 

0  0050 

N.D. 

Lab  No:  9708D01-05 

Sample  Desc  :  LIQUID. San  Miguel  4 

Lead 

mg/L 

08/28/97 

0  0050 

N.D. 

Lab  No:  9708D01-06 

Sample  Desc  LlQUID.San  Miguel  5 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:          9708 DQ1 -Q7 

Sample  Desc  .  LlQUID.San  Miguel  6 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Sampled:  08/25/97  ? 
Received:  08/25/97  l 
Analyzed:  see  below  | 

Reported  J 

5_ zz^—  .--^^.miitiiiiiiiiiiTiiiiiiniiittiiiiuut 


Analytes  reported  as  N.D.  wore  not  preeent  above  the  stated  Hmft  of  detection 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page; 


09/02/97    13:23         TX/RX  NO. 9346         P. 005 


Sequoia 
Analytical 


680  Chesapeake  Drive  Redwood  City,  CA  94063 

404  N.  Wiget  Lane  Walnut  Creek,  CA  94598 

819  Striker  Avenue,  Suite  8    Sacramento,  CA  95834 


(650)  364-9600 
(510)  988-9600 
(916)  921-9600 


FAX  (650)  364-9233 
FAX  (510)  988-9673 
FAX  (916)  921-0100 


USD  Client  Prbj.  ID:     George  Moscone  Bern 

51  Newcomb  Ave.,  Rm.  103 

n  Francisco,  CA  94124  Lab  Proj.  ID:  9709158 

ention:  .Brucej3iannini 


LABORATORY  ANALYSIS 

ialyte  Units  Date  Detection  Sample 

Analyzed  Limit  Results 


Sampled:  09/05/97 
Received:  09/05/97 
Analyzed:  see  below 

Reported  09/09/97 


DNo:  9709158-15 
mple  Desc  :  LIQUID,  14 


Lead 

mg/L 

09/08/97 

0.0050 

N.D. 

DNo:  9709158-16 
mple  Desc :  LIQUID,1#5 

Lead 

mg/L 

09/08/97 

0.0050 

0.013 

j  No:  9709158-17 
mple  Desc  :  LIQUID,  16 

Lead 

mg/L 

09/08/97 

0.0050 

N.D. 

3  No:  9709158-18 

nple  Desc  :  LIQUID, 16  duplicate 

Lead 

mg/L 

09/08/97 

0.0050 

N.D. 

'S  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

UOIA  ANALYTICAL  -  ELAP#1210 


Flynn 
t  Manager 


Page 


f  l  "\        ^PmiOijl  680  OwMpeske  Drive  Redwood  City.  CA  94063      (650)  364-9600         FAX  (650)  364-9133 

f    4j        kJ,t  M  HV^JU.  404  N.  Wiget  lane  Walnut  Creek,  CA  94596       (510)  988-9600         FAX  (5)0)  988-9673 


Analytical 


8 19  Striker  Avenue,  Suite  B     Swrramento,  CA  95834  (916J  921-9600  FAX  (91 6}  92 1-0 1 00 


_SK'.i.»»!::SS3SSHB 

?:fliiHi!iiiiniiiiinir  


3  SFUSD  Client  ProJ.  ID;    John  Mulr  E.S.  Sampled:  08/17/97 

1 1551  Newcomb  Ave.,  Rm.  103  Received:  08/22/97  % 

if.  San  Francisco,  CA  94124  Lab  Proj.  ID:  9708B50  Analyzed:  see  below  jjj 

!!!  g 

I  Attention:     Bruce  Giannini    Reported:  08/29/97  !'! 


LABORATORY  ANALYSIS 

Analyte  Units  Date  Detection  Sample 

Analyzed  Limit  Results 


Lab  No:  9708B50-01 

Sample  Desc  :  LIQUID.J.  Muir  1  (Blank) 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708B50-02 
Sample  Desc  .  LIQUID.J.  Mulr  2 

Lead 

mg/L 

08/25/97 

0.0050 

N.D 

Lab  No:  9708B50-03 
Sample  Desc  :  UQUID.J.  Muir  3 

Lead 

mg/L 

08/25/97 

0.005O 

N.D. 

Lab  No.  9708B50-O4 
Sample  Desc  :  LIQUID.J.  Muir  4 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  9708B50-05 
Sample  Desc  :  LIQUID.J.  Mulr  5 

Lead  mg/L  08/25/97  0.0050  N.D. 


Lab  No:  9708B50-06 
Sample  Desc  :  UQUID.J.  Mulr  6 

Lead  mg/L  08/25/97  0-0050  0.0068 


Lab  No:  9708B50-07 
Sample  Desc  :  LIQUID.J.  Muir  7 

Lead  mg/L  08/25/97  0.0050  N.D. 


Anaiytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


08/29/97  17:44 


TX/RX  NO. 9320         P. 026 


toia 


/J\  Sequ< 
~  Analytical 


C60  Chesapeake  Drive 

404  N  Wlgct  Lane 

HI  9  Striker  Avenue.  Suite  8 


Redwood  City  CA  940«a 
Walnut  Creek,  CA  9459S 
Saemmento.  CA  95834 


(650)  364-9600 
(510)  988-9600 
(9io)  92i-9o00 


FAX  (650)  364-9233 
FAX  (510)  988-967 J 
FAX  (916)  95i-OiOO 


a  SFUSD 
\  1S51  NewcombAve.,  Rm.  103 
s  San  Francisco,  CA  941 24 


Client  Proj.  ID:  John  Mulr  E  S. 
Lab  Proj.  ID:  9708B50 


Attention: 


■isp= 


Bruce  Giannini 

;;~:-^'»«'Sii!l!!j'iiuiiHHi  uiin»tritwBBini(ini|i; 

E=^;isaa5asaiiiiiiiiiiiiiliimm»nTirnni'iJl;)unlli 


Sampled 
Received 
Analyzed 


08/17/97 
00/22/97 
see  below 


Reported: ^06^29/97 


LABORATORY  ANALYSIS 

Analyte  Units  Date  Detection  Sample 

Analyzed  Limit  Results 


Lab  No:  9708B50-08 
Sample  Desc  .  LIQUID, J.  Muir  6 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  9708B50-09 
Sample  Desc  :  LIQUID,  J.  Muir  9 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  9708B50-10 
Sample  Desc  :  UQUIDJ.  Muir  10 

Lead 

mg/L 

08/25/97 

0  0050 

N.D. 

Ub  No:         9708B50-1 1 

Sample  Desc  :  LIQUID.J.  Muir  10  (Dup) 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

lalytss  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

EQUOIA  ANALYTICAL  ELAP#1210 


leila  Flynn 
oject  Manager 


Page 


08/29/97     17:44         TX/RX  NO. 9320  P. 027 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  7  3  6  6 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  9 

1551  Newcomb  Avenue,  Rm.  103  NEW  TRADITIONS  CENTER  Date  Sampled  8/14/97 

San  Francisco,  CA   94124  _  _ 

Date  Received  8/14/9  7 

Date  Analyzed  8/21/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 

1 

<      1  .0 

1.0 

Micro 

BLANK 

47366-01 

Client 

2 

4.5 

1.0 

I 

I 

Micro  47366-02 

MULTIPLE  DRINKING  FOUNTAIN 
SOUTH  /  WEST  OF  BASEMENT  (OUTSIDE) 
FIRST  DRAW 

Client 

3 

25.4 

1.0 

Micro  47366-03 
DRINKING  FOUNTAIN 

FIRST  FLOOR  HALLWAY  -  NORTH  OF  RM.  02 
FIRST  DRAW 

Client 

4 

2.9 

1.0 

Micro  47366-04 
SINK  FAUCET 

SECOND  FLOOR  KITCHEN  SINK  RM.  013A 
FIRST  DRAW 

Client 

5 

10.2 

1.0 

Micro  47366-05 

DRINKING  FOUNTAIN 
SECOND  FLOOR  HALLWAY 
SOUTH  OF  RM.  008 
FIRST  DRAW 

Technical  Supervisor: 


"J 


Farid  Rame 


ifTead-analysis  in  dri 


1/7/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  forTead-analysisTn  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    473  6  6 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  9 

1551  Newcomb  Avenue,  Rm.  103  NEW  TRADITIONS  CENTER  Date  Sampled  8/14/97 

San  Francisco,  CA    94124  Date  Received  8/1  4/9  7 

Date  Analyzed  8/21/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

6 

Micro 

47366-06 

1 .7 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
NORTH  /  WEST  OF  BLDG.  (OUTSIDE) 
BASKET  BALL  COURT 
FIRST  DRAW 

Client 

7 

Micro 

47366-07 

3.8 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
NORTH  /  EAST  OF  BLDG  (OUTSIDE) 
FIRST  DRAW 

Client 

8 

Micro  47366-08 
SINK  FAUCET 

SINK  INSIDE  OF  RM.  B-14  -  WEST  WALL 
FIRST  DRAW 

1.6 

1.0 

Client 

9 

Micro  47366-09 
SINK  FAUCET 

SINK  INSIDE  OF  RM.  B-15  -  WEST  WALL 
FIRST  DRAW 

<      1 .0 

1.0 

Technical  Supervisor:    '/  6 ^  •— ^-  - >. ' L^~^  8/22/97   Analyst:  

Farid  Ranieza~rizadehJ\iS> 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead" analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


SEP-02-97  TUE  07:03  AM 


P.  25/30 


P»9« 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  ■  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
NEW  TRADITION 
ELEMENTARY 


Micro  Log  In    480  27 
Total  Samples  4 
Date  Sampled  8/30/9  7 
Date  Received  8/30/97 
Date  Anal/ZEd  a/30/97 


Detection 


Lead  Concentration                   Limit  Comments 
Client  Sample  ID                    <ppb)  (ppb) 

Client  j                 i  o 

Micro  48027-01 
BLANK 

<  1.0 

j 

1.0 

! 

i  i 

Client                      i  i 

Micro  48027-02 
DRINKING  FOUNTAIN 

FIRST  FLOOR  •  HALLWAY,  NORTH  OF  ROOM 
002 

FIRST  DRAW 

<  1.0 

1.0 

i 

Client  i                  1  2 
Micro  48027-03 

DRINKING  FOUNTAIN 

FIRST  FLOOR  -  HALLWAY.  NORTH  OF  ROOM 
002 

SECOND  DRAW 

<1.0 

1.0 

Client                      1  3 

Micro  48027-04 
DRINKING  FOUNTAIN 

FIRST  FLOOR  -  HALLWAY,  NORTH  OF  ROOM 

as 

THIRD  DRAW 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


AL 


Micro  Analytical  Laboratories.  Inc  is  accredited  for  le&TBtiaiysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analysed  by  Graphite  Furnace  Atomic  Abscn/tton  Spectrometry  in 

qcx-oi  dor-vc  with  Mcrthov  OitC>D  (Stcu^lwrd  MutKoda  for  tho  Ewo»>Vtr>t*ti«>»-»  o+  W*tA>*  Arid  Wut&wator,  18tti  oditicn.  1002.  A'riorican  Public  Health 

Association.  American  Water  Works  Association,  Water  Pollution  Control  Federation).  Thie  report  must  not  be  reproduced  except  in  Ml,  with  the 
approval  of  Micro  Analyt-cai  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  bill  on. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


09/02/97  06:57 


TX/RX  NO. 9328         P. 025 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In  47691 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  9 

1551  Newcomb  Avenue,  Rm.  103  NEWCOMER  HS  Date  Sampled  8/22/97 

San  Francisco,  CA   94124  n  .  D    .   .  _ ,„„ /n-, 

Date  Received  8/23/97 
Date  Analyzed  8/2  3/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1 

Micro 

BLANK 

47691-01 

<      1 .0 

1.0 

Client 

4 

Micro  47691-02 

SINK  FAUCET 

SECOND  FLOOR 

TEACHERS'  LIBRARY  /  KITCHEN 

FIRST  DRAW 

7.2 

1.0 

Client 

5 

Micro  47691-03 

SINK  FAUCET 

SECOND  FLOOR 

TEACHERS'  LIBRARY  /  KITCHEN 

FIRST  DRAW 

9.3 

1.0 

Client 

6 

Micro  47691-04 

DRINKING  FOUNTAIN 

FIRST  FLOOR  FRONT  OF  RM  104 

FIRST  DRAW 

1 .3 

1.0 

Client 

Micro  47691-05 

SINK  FAUCET 

FIRST  FLOOR  CAFETERIA  KITCHEN 
FIRST  DRAW 

10.1 

1.0 

Technical  Supervisor:  "7  ■  — "   ^/97   Analyst:   £5  

Farid  Ramezarizaderi,  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead"  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7691 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  9 

1551  Newcomb  Avenue,  Rm.  103  NEWCOMER  HS  Date  Sampled  8/22/97 
San  Francisco,  CA  94124 


Date  Received  8/23/97 
Date  Analyzed  8/23/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

8 

Micro  47691-06 
SINK  FAUCET 

FIRST  FLOOR  CAFETERIA  /  FOOD  AREA 
FIRST  DRAW 

28.7 

1.0 

Client 

9 

Micro 

47691-07 

1.0 

DRINKING  FOUNTAIN 

FIRST  FLOOR  PLAYGROUND  -  NORTH  /  WEST 
FIRST  DRAW 

5.7 

Client 

1  0 

Micro 

47691-08 

24.3 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 

FIRST  FLOOR  PLAYGROUND  -  NORTH  /  EAST 

FIRST  DRAW 

Client 

1  1 

Micro 

47691-09 

21.3 

1.0 

DRINKING  FOUNTAIN 

FIRST  FLOOR  PARKING  LOT  -  SOUTH  /  WEST 
FIRST  DRAW 

Technical  Supervisor:      t   /C«'-  -  "vl   9TB/91   Analyst:  FR 


Farid  Raniezanza^hTM-S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysisTn  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


JCT-20-97  MON  13:09 


P.  02/07 


Page  1 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  .  STANDARD  METHOD  3113B 
1°63  PROJECT:  Micro  Loa  In  49671 

SFUSD  -  Asbestos  Control  Program  S.F.U.s.D.  toku  samples  4 

1551  Newcomb  Avenue.  Rm.  103  NEWCOMER  HS  Dato  Sampl6d  9/10/97 

San  Francisco,  CA   94124  n  ,  . 

Date  Received  10/17/9  7 

Date  Analyzed  10/18/97 


Client  Sample  ID 


L. 


M'cro  49671-01 
SINK  FAUCET 

FIRST  FLOOH  CAFETERIA  -  FOOD  AREA 
FIRST  onAW 


Lead  Concentration 
(PPb) 


1.3 


Detection 
Limit 
<ppb) 


1.0 


Comments 


Client 


Micro  49671-02 
SINK  FAUCET 

FIRST  FLOOR  CAP ETCRIA  -  TOOD  AREA 
FlfiST  DRAW 


1-0 


1  .0 


Client 


Micro  496 

MULTIPLE  PRINKING  FOUNTAIN 
PLAYGROUND  -  NORTH  /  FAST 
FIRST  DRAW 


1.0 


1.0 


Client 


Micro  49671-04 

MULTIPLE  DRINKING  FOUNTAIN 
PLAYGROUND  -  NORTH  /  EAST 
FIRST  DRAW 


1.0 


1.0 


Technical  Supervisor 


Analyst: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  tor  read  anaiySrS^nanRKlng  water  by  the  California  Department  ol  Hearth  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Cenjtlcaic"Tr037.  SarnptSs  are  analyzed  by  Graphite  rurnaea  Atomic  Absorption  Spocirometry  In 
accordance  With  Method  3113B  (Standard  Methods  tor  the  Examination  of  Water  and  Wastewater,  18Th  edition,  1992,  American  Public  Health 
Association,  American  Water  WorKs  Association,  Water  Pollution  Control  Federation).  This  report  must  not  bo  roprodueod  oxcopt  in  lull,  with  the 
approval  ot  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  u™t  explanation:  ppb  »  parts  por  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  65  3-082  4 


10/20/97    13:10         TX/RX  NO. 0426         P. 002 


Page  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In  48372 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  6 

1551  Newcomb  Avenue,  Rm.  103  NEWCOMER  HS  Date  Sampled  9/10/97 

San  Francisco,  CA   94124  _     „    .  , 

Date  Received  9/10/9  7 

Date  Analyzed  9/10/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

2.2 

1.0 

Micro   48372-01      '  OK 

SINK  FAUCET                               &  *^ 
FIRST  FLOOR 
CAFETERIA  FOOD  AREA 
FIRST  DRAW 

Client 

NOT  ANALYZED 

Micro   48372-02                  L  Q 
SINK  FAUCET                             (\  J\ 
FIRST  FLOOR  ^ 
CAFETERIA  FOOD  AREA 
FIRST  DRAW 

Client 

jyic 

NOT  ANALYZED 

Micro   48372-03  , 

SINK  FAUCET                          V  I 
FIRST  FLOOR  A 
CAFETERIA  FOOD  AREA  U 
FIRST  DRAW 

Client 

2.0 

1.0 

Micro  48372-04 

MULTIPLE  DRINKING  FOUNTAIN         /  .  k, 
FIRST  FLOOR  f\rA 
PLAYGROUND  NORTH  /  EAST  I 
FIRST  DRAW  / 

Client 

{7B 

NOT  ANALYZED 

Micro   48372-05  U 

MULTIPLE  DRINKING  FOUNTAIN         f  O 
FIRST  FLOOR                                  V. u 
PLAYGROUND  NORTH  /  EAST 
FIRST  DRAW 

Technical  Supervisor:      '  V- —   *Jj±r3±  Analyst: 


14/97  Analv/st-  FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  in    483  72 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  6 

1551  Newcomb  Avenue,  Rm.  103  NEWCOMER  HS  Date  Sampled  9/10/97 

San  FranciSCO,  CA    94124  Date  Received  9 / 1  0 / 9  7 

Date  Analyzed  9/10/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


Micro  48372-06 

MULTIPLE  DRINKING  FOUNTAIN 
FIRST  FLOOR 

PLAYGROUND  NORTH  /  EAST 
FIRST  DRAW 


bC7 


NOT  ANALYZED 


Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lex2Kt^na)ysisMQ^drif5king  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
NORIEGA  CC 


Micro  Log  In    4  7  4  9  9 
Total  Samples  1  5 
Date  Sampled  8/16/97 
Date  Received  8/18/97 
Date  Analyzed  8/23/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

#  1 

2.7 

1.0 

Micro  47499-01 

DRINKING  FOUNTAIN  / 
ROOM  003 

RIGHT  HAND  CORNER 
FIRST  DRAW 

Client 

#2 

3.1 

1.0 

Micro  47499-02 

DRINKING  FOUNTAIN  / 
ROOM  003 

LEFT  HAND  CORNER 
FIRST  DRAW 

Client 

#  3 

2.7 

1.0 

Micro  47499-03 

SINK  FAUCET 
KITCHEN  AREA  003C 
NORTH  SINK  FAUCET 
FIRST  DRAW 

Client 

#4 

1 .8 

1.0 

Micro  47499-04 

SINK  FAUCET 
KITCHEN  AREA  003C 
EAST  SINK  FAUCET 
FIRST  DRAW 

Client 

#5 

3.5 

1.0 

Micro  47499-05 

DRINKING  FOUNTAIN 
ROOM  001 
BY  NORTH  SIDE 
FIRST  DRAW 

lechnical  Supervisor:  V   9/7/97   Analyst:   ^  

Farid  Rar^ezaflratehTrvt^ 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  .analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3B 

1063  PROJECT:  Micro  Log  In    4  7  4  9  9 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  5 

1551  Newcomb  Avenue,  Rm.  103  NORIEGA  CC  Date  Sampled  8/ 16/9  7 

San  Francisco,  CA  94124  _  .  Q    .  . 

Date  Received  8/1  8/97 
Date  Analyzed  8/23/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

#6 

<     1 .0 

1.0 

Micro  47499-06 

DRINKING  FOUNTAIN 
ROOM  002 

JUST  BY  ENTRANCE  DOOR 
FIRST  DRAW 

Client 

#7 

<     1 .0 

1.0 

Micro  47499-07 

WATER  FAUCET 
ROOM  004 

NORTH  SIDE  CORNER 
FIRST  DRAW 

Client 

#8 

1 .4 

1.0 

Micro  47499-08 

WATER  FAUCET/ 
ROOM  005 
BY  EAST  CORNER 
FIRST  DRAW 

Client 

#9 

<      1 .0 

1.0 

Micro  47499-09 

WATER  FAUCET/ 
ROOM  006 

BY  NORTH  CORNER 
FIRST  DRAW 

Client 

#10 

1 .5 

1.0 

Micro  47499-10 

WATER  FAUCET 
ROOM  007 
BY  EAST  CORNER 
FIRST  DRAW 

Technical  Supervisor:  *-c" — \^  " — ^^AX-^^-sii /si  Analyst 


7/97  Analv/Qt-  AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  pan's  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
NORIEGA  CC 


Micro  Log  In    4  7  4  9  9 
Total  Samples  1  5 
Date  Sampled  8/16/97 
Date  Received  8/18/97 
Date  Analyzed  8/2  3/9  7 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


#11 


Micro   47499-1 1 

DRINKING  FAUCET 
SOUTH  SIDE  OF 
THE  YARD  (OUTSIDE) 
FIRST  DRAW 


1 .4 


1.0 


Client 


#12 


Micro  47499-12 

DRINKING  FOUNTAIN 
OUTSIDE  YARD 

BY  CORNER  OF  ROOM  004  BACK  SIDE 
FIRST  DRAW 


1 .6 


1.0 


Client 


#13 


Micro  47499-13 

DRINKING  FOUNTAIN 
OUTSIDE  YARD 
SOUTH  SIDE 
FIRST  DRAW 


7.2 


1.0 


Client 


#14 


Micro  47499-14 
BLANK 


1.0 


Client 


#15 


Micro  47499-15 

DRINKING  FOUNTAIN 
CORRIDOR  C-90 
FIRST  DRAW 


1.0 


1.0 


1.0 


Technical  Supervisor:      Z  ^~ c  ^  9/7/97  Analyst:   Q  

Farid  Ran^ezaW^eh^j.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  JOHN  O'  CONNELL  HS 

San  Francisco,  CA  94124 


Micro  Log  In    4  7  4  7  5 
Total  Samples  2  0 
Date  Sampled  8/15/97 
Date  Received  8/18/97 
Date  Analyzed  8/21/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1 

Micro 

47475-01 

1.4 

1.0 

DRINKING  FOUNTAIN 
CORRIDOR  •  BASEMENT 
FIRST  DRAW 

Client 

2 

Micro 

47475-02 

1.0 

DRINKING  FOUNTAIN 
CORRIDOR  -  BASEMENT 
FIRST  DRAW 

1 .2 

Client 

3 

Micro  47475-03 

SINK  FAUCET 
CLASS  7 
FIRST  DRAW 

2.0 

1.0 

Client 

4 

Micro 

47475-04 

1.0 

DRINKING  FOUNTAIN 
CORRIDOR  -  1ST  FLOOR 
FIRST  DRAW 

3.2 

Client 

5 

Micro  47475-05 

SINK  FAUCET 
CLASS  108 
FIRST  DRAW 

4.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leadanalysTSTh  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  pan's  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
JOHN  O'  CONNELL  HS 


Micro  Log  In    4  7  4  7  5 
Total  Samples  2  0 
Date  Sampled  8/15/9  7 
Date  Received  8/18/97 
Date  Analyzed  8/21/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 

6 

<  1.0 

1.0 

Micro  47475-06 

SINK  FAUCET 
CLASS  106 
FIRST  DRAW 

Client 

7 

3.3 

1.0 

Micro  47475-07 

SINK  FAUCET 
CLASS  104 
FIRST  DRAW 

Client 

8 

<      1 .0 

1.0 

Micro  47475-08 

SINK  FAUCET 
CLASS  102 
FIRST  DRAW 

Client 
Micro 

DRINKI 
CORRIC 
FIRST  C 

9 

1.7 

1.0 

47475-09 

4G  FOUNTAIN 
OR  1ST  FLOOR 
(RAW 

Client 

1  0 

4.2 

1.0 

Micro  47475-10 

DRINKING  FOUNTAIN 
CLASS  103 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead_anafysis^in-drinkrng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    474  7  5 

3FUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  20 

1551  Newcomb  Avenue,  Rm.  103  JOHN  O'  CONNELL  HS  Date  Sampled  8/15/97 
San  Francisco,  CA  94124 


Date  Received  8/18/97 
Date  Analyzed  8/21/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  1 

6.2 

1.0 

Micro  47475-11 

DRINKING  FOUNTAIN 
CLASS  105 
FIRST  DRAW 

Client 

1  2 

<      1 .0 

1.0 

Micro  47475-12 

SINK  FAUCET 
LOUNGE -1ST  FLOOR 
FIRST  DRAW 

Client 

1  3 

<      1 .0 

1.0 

Micro  47475-13 

SINK  FAUCET 
RM.  115  BATH 
FIRST  DRAW 

Client 

1  4 

8.1 

1.0 

Micro  47475-14 

SINK  FAUCET 
RM110 
FIRST  DRAW 

Client 

1  5 

<  1.0 

1.0 

Micro  47475-15 

DRINKING  FOUNTAIN 
CORRIDOR -1ST  FLOOR 
FIRST  DRAW 

-7  /'         o  /? 

Technical  Supervisor:  ^/  Q  ~ -y^~*-  ^^JyS  9/7/97  Analyst:  

Farid  Remefcanz^deFi^M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysism  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1  063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
JOHN  O1  CONNELL  HS 


Micro  Log  In    4  7  4  7  5 
Total  Samples  2  0 
Date  Sampled  8/15/9  7 
Date  Received  8/18/97 
Date  Analyzed  8/21/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
KITCHE 
cidct  r 

rlrlol  L 

1  6 

47475-16 

VUCET 
N 

IDAUf 
»MAW 

1 .7 

1.0 

Client 
Micro 

SINK  Ft 
KITCHE 
FIRST  t 

1  7 

47475-17 

VUCET 
N 

)RAW 

1.5 

1.0 

Client 
Micro 

SINK  Ft 
KITCHE 
FIRST  C 

1  8 

47475-18 

VUCET 
N 

)RAW 

7.0 

1.0 

Client 
Micro 

DRINKI 
PLAYG 
FIRST  C 

1  9 

47475-19 

MG  FOUNTAIN 

lOUND 

>RAW 

20.6 

1.0 

Client 
Micro 

BLANK 

20 

47475-20 

<  1.0 

1.0 

Technical  Supervisor:  7  ^l=j^Z. — ^x.    <~~~       9/7/97  Analyst:   EE 


Farid  RamesataaderTHvLS. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysTslrrdrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

PROJECT:  Micro  Log  In    4  7  476 

S.F.U.S.D.  Total  Samples  3  1 

JOSE1  ORTEGA  ES  Date  Sampled  8/15/97 

Date  Received  8/18/97 
Date  Analyzed  8/22/97 


063 

;FUSD  -  Asbestos  Control  Program 
551  Newcomb  Avenue,  Rm.  103 
an  Francisco,  CA  94124 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

1 

Micro 

47476-01 

1 .2 

1.0 

SINK  DRINKING  FOUNTAIN 
CLASS -100 
FIRST  DRAW 

Client 

2 

Micro 

47476-02 

8.4 

1.0 

SINK  DRINKING  FOUNTAIN 
CLASS  -101 
FIRST  DRAW 

Client 

3 

Micro 

47476-03 

1.0 

SINK  DRINKING  FOUNTAIN 
CLASS -102 
FIRST  DRAW 

3.2 

Client 

4 

Micro 

47476-04 

1 1 .0 

1.0 

SINK  DRINKING  FOUNTAIN 
CLASS  -103 
FIRST  DRAW 

Client 

5 

Micro 

47476-05 

4.8 

1.0 

DRINKING  FOUNTAIN 
CORRIDOR  -  1ST  FLOOR 
FIRST  DRAW 

Technical  Supervisor: 


v7  ^ — ^ 


'7/97 


Analyst: 


AL 


Farid  Rame^^zader^vJ-S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  foMeacT analysis  in-drinking  water  by  the  California  Department  ot  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  7  4  7  6 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  31 

1551  Newcomb  Avenue,  Rm.  103  JOSE1  ORTEGA  ES  Date  Sampled  8/15/97 

San  Francisco,  CA  94124  _  ,  _    .  ' 

Date  Received  8/1  8/97 
Date  Analyzed  8/22/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

6 

<  1.0 

1.0 

Micro  47476-06 

DRINKING  FOUNTAIN 
CORRIDOR  -  1ST  FLOOR 
FIRST  DRAW 

Client 

7 

16.0 

1.0 

Micro  47476-07 

DRINKING  FOUNTAIN 
CLASS -002 
FIRST  DRAW 

Client 

8 

<      1  .0 

1.0 

Micro  47476-08 

DRINKING  FOUNTAIN 
CLASS  -003 
FIRST  DRAW 

Client 

9 

1.5 

1.0 

Micro  47476-09 

DRINKING  FOUNTAIN 
CLASS  -004 
FIRST  DRAW 

Client 

1  0 

1 .4 

1.0 

Micro  47476-10 

DRINKING  FOUNTAIN 
CLASS  -  007 
FIRST  DRAW 

Technical  Supervisor:    qf.  — ~fx'        9/7/97   Analyst:    

Farid  Ram^zahzadeh,  M.S^ 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lea?  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1 063  PROJECT:  Micro  Log  In    4747  6 

3FUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  31 

1551  Newcomb  Avenue,  Rm.  103  JOSE'  ORTEGA  ES  DateSampied  8/15/97 

San  FranciSCO,  CA    94124  Date  Received  8  / 1  8  /  9  7 

Date  Analyzed  8/22/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  1 

6.6 

1.0 

Micro  47476-11 

DRINKING  FOUNTAIN 
CLASS -011 
FtPST  DRAW 

Client 

1  2 

13.6 

1.0 

Micro  47476-12 

DRINKING  FOUNTAIN 
CLASS  -012 
FIRST  DRAW 

Client 

1  3 

2.8 

1.0 

Micro  47476-13 

DRINKING  FOUNTAIN 
CLASS -013 
FIRST  DRAW 

Client 

1  4 

4.9 

1.0 

Micro  47476-14 

DRINKING  FOUNTAIN 
CLASS  -  014 
FIRST  DRAW 

Client 

1  5 

1 .8 

1.0 

Micro  47476-15 

DRINKING  FOUNTAIN 
CORRIDOR  •  2ND  FLOOR 
FIRST  DRAW 

Technical  Supervisor: 


Farid  Rame; 


ne^an^iadeh^l 


Analyst: 


FR 


M.S. 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead" analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  pan's  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  7  4  7  6 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  31 

1551  Newcomb  Avenue,  Rm.  103  JOSE'  ORTEGA  ES                     Date  Sampled  8/15/97 

San  Francisco,  CA  94124  _#  _    .  . 

Date  Received  8/18/9  7 
Date  Analyzed  8/2  2/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1  6 

Micro  47476-16 

SINK  FAUCET 
ROOM  207A 
FIRST  DRAW 

2.6 

1.0 

Client 

1  7 

Micro 

47476-17 

7.8 

SINK  DRINKING  FOUNTAIN 
CLASS  -  200 
FIRST  DRAW 

1.0 

Client 

1  8 

Micro 

47476-18 

16.7 

1.0 

SINK  DRINKING  FOUNTAIN 
CLASS  -  202 
FIRST  DRAW 

Client 

1  9 

Micro 

47476-19 

1.0 

SINK  DRINKING  FOUNTAIN 
CLASS  -  203 
FIRST  DRAW 

9.3 

Client 

20 

Micro 

47476-20 

14.8 

1.0 

SINK  DRINKING  FOUNTAIN 
CLASS  -204 
FIRST  DRAW 

Technical  Supervisor:      -7  <-'.-'< — ^  Tt^j — — &7^7/97   Analyst:   !!?  

Farid  Rame^arizadelvM^S^ 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4  7  476 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  31 

1551  Newcomb  Avenue,  Rm.  103  JOSE'  ORTEGA  ES  Date  Sampled  8/15/97 

San  Francisco,  CA   94124  _  .  n  . 

'  Date  Received  8/1  8/97 

Date  Analyzed  8/22/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(Ppb) 


Comments 


Client 

21 

2.9 

1.0 

Micro  47476-21 

SINK  DRINKING  FOUNTAIN 
CLASS -205 
FIRST  DRAW 

Client 

22 

14.8 

1.0 

Micro  47476-22 

SINK  DRINKING  FOUNTAIN 
CLASS -206 
FIRST  DRAW 

Client 

23 

1.7 

1.0 

Micro  47476-23 

DRINKING  FOUNTAIN 
CORRIDOR  •  2ND  FLOOR 
FIRST  DRAW 

Client 

24 

1 .7 

1.0 

Micro  47476-24 

SINK  FAUCET 
LOUNGE  -  206A 
FIRST  DRAW 

Client 

25 

30.8 

1.0 

Micro  47476-25 

DRINKING  FOUNTAIN 
CAFETERIA  •  209 
FIRST  DRAW 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  fn  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  7  4  7  6 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  31 

1551  Newcomb  Avenue,  Rm.  103  JOSE'  ORTEGA  ES  Date  Sampled  8/15/97 

San  Francisco,  CA  94124   . 

Date  Received  8/18/97 
Date  Analyzed  $122197 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppD)  (ppb) 


Client 
Micro 

SINK  Ft 
KITCHE 
FIRST  r. 

26 

47476-26 

WCET 
N 

)RAW 

1  .7 

1.0 

Client 
Micro 

SINK  F/ 
KITCHE 
FIRST  r. 

27 

47476-27 

VUCET 
N 

>RAW 

7.4 

1.0 

Client 
Micro 

SINK  Ft 
KITCHE 
FIRST  r. 

2  8 

47476-28 
kUCET 
N 

)RAW 

18.9 

1.0 

Client 
Micro 

MULTIP 
PLAYG 
FIRST  t 

29 

47476-29 

LE  DRINKING  FOUNTAIN 

ROUND 

)RAW 

7.1 

1.0 

Client 
Micro 

MULTIP 
PLAYG 
FIRST  C 

30 

47476-30 

LE  DRINKING  FOUNTAIN 

ROUND 

)RAW 

23.4 

1.0 

^C  9/7/97  Analx/sf  FR 


Technical  Supervisor:     2  ?-'   p^Z2^_  3/ ,/3 '   Analyst: 

Farid  wajmianzacteh,  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  tor  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In  47476 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  31 

1551  Newcomb  Avenue,  Rm.  103  JOSE'  ORTEGA  ES  DateSampied  8/15/97 

San  FranciSCO,  CA    94124  Date  Received  8/18/97 

Date  Analyzed  8/2  2/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 

Limit 

Comments 

(ppb) 

(PPb) 

Client 

3  1 

Micro 

47476-31 

BLANK 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


SPQU013  680  Chewpeake  Drive  Redwood  City,  CA  94063       (650)364-9600         FAX  1650)  364-9233 

4C4  N.  W,«ct  Lane  Walnut  Creek,  CA  94598       {5 10)  988-9600  FAX  (5'0;  988-9G73 

^J-J^Jy~£jC£l  819  Sinker  Avenue.  Suite  8     Sacramento,  CA  05834  (916)921-9600  FAX  (<>l6)  92 1-0 100 


r  hiiiiIHIIIHIIIiIiit^t: 


In  1551  Newcomb  Ave.,  Rm.  103 
IS  San  Francisco,  CA  94124 


Client  Proj.  ID.  J  Parker 
Lab  Proj.  ID:  9708D15 


Sampled.  08/24/97  y 
Received:  08/25/97  y 
Analyzed:  see  below 


s  Attention:      Bruce  Giannini 


 Reported:  06/29/97  if 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:         9708D 15-01 
Sample  Desc  :  UQUID.J.  Parker  1 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D15-02 

Sample  Desc  .  LIQUID  J.  Parker  1  Duplicate 

Lead 

mg/L 

08/28/97 

0.0050 

N  D. 

Lab  No:          9708D 15-03 
Sample  Desc  .  UQUIDJ.  Parker  2 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  NO.  9708D15-04 

Sample  Desc  :  LlQUIDJ.  Parker  2  Duplicate 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D15-O5 
Sample  Desc  :  LlQUIDJ.  Parker  3 

Lead 

mg/L 

08/29/97 

0.0050 

N  D. 

Lab  NO.         9708D 15-06 

Sample  Desc  :  UQUIDJ.  Parker  3  Duplicate 

Lead 

mg/L 

08/29/97 

0.0050 

N.D. 

Lab  No:  9708D15-O7 
Sample  Desc  :  UQUIDJ.  Parker  4 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Analyses  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Rynn 
Project  Manager 


Page: 


09/02/97  13:23 


TX/RX  NO. 9346         P. 009 


loia 


Seciu< 

"    ~  Analytical 


680  Chesapeake  Drive  Redwood  City,  CA  94063      (650)364-9600  FAX  (650)  364-9233 

404  N  Wige!  Lane  Walnut  Creek,  CA  94598       (JlO)  9SS-96O0  FAX  (SlO)  988  9673 

819  Striker  Avenue,  Suite  8     Sacrsmerrto.  CA  95834  (<>l 6)  951-9600  FAX  (9i6)  911-0100 


SFUSD 

1551  Newcomb  Ave.,  Rm.  103 
San  Francisco,  CA  94124 


Client  Proj.  ID;  J.  Parker 
Lab  Proj.  ID:  9708D15 


Mtention:      Bruce  Giannini 

— '  H  SSM 


5r,,T7iTI,ul,lilHIIIII,IHIHtl 


Sampled:  08/24/97 

Received:  08/25/97  | 

Analyzed:  see  below  III 

Reported:  08/29/97  1 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:          9708D1 5-08 
Sample  Desc  :  LIQUID, J.  Parker  5 

Lead 

mg/L 

08/28/97 

0.0050 

N  D. 

.abNo:  9708D15-O9 

Sample  Desc  :  LIQUID.J.  Parker  6 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

jib  No:  9708D15-10 
Sample  Desc  .  LIQUID.J.  Parker  7 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

abNo:  9708D15-11 
■ampJe  Desc  :  LIQUID.J.  Parker  8 

Lead 

mg/L 

08/28/97 

0.0050 

N.D 

abNo.  9708D15-12 
ample  Desc  :  LIQUID, J,  Parker  9 

Lead 

mg/L 

08/2B/97 

00050 

N.D. 

abNo:  9708D15-13 

ample  Desc  :  LIQUID, J.  Parker  10 

Lead 

mg/L 

OB/28/97 

0.0050 

N.D. 

abNo:  9708D15-14 

ample  Desc  :  LIQUID.  J,  Parker  1 1 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

J  ytas  reported  as  N.D.  ware  not  present  above  the  stated  limit  of  detection. 

S  QUOIA  ANALYTICAL  -  ELAP  #1210 


>l  Ha  Flynn 
5i  ect  Manager 


Pajje: 


09/02/97    13:23         TX/RX  NO. 9346         P. 010 


S^QUOlS  660  Chesapeake  Drive  Redwood  City,  CA  94069      (650)364-9600         FAX  (650)  364-9233 

H  404  N  Wiget  Lane  Walnut  Creek,  CA  94598       (510)  988.5600         FAX  (5 10)  988-9673 

Analytical 


404  N  Wiget  Lane 

819  Striker  Avenue.  Suite  8     Sacramento.  CA  95834  (916)921-9600  fAX  (916)  921-OIO0 


HiMiimmnininHHBHffl. 


rHWmtJIIUtmH  fill  111  lltl .  (1:  rTTTTT— =  s  -~^:==-.=_ 

1  SFUSD 

1 1551  NewcombAve.  Rm.  103 
w.  San  Francisco,  CA  94124 


a  Attention: 


Bruce  Giannini 

HI  m  Illlllimhto::— —~ 

•  itnu-  " 


Client  Proj.  ID:     J.  Parker 
Lab  Proj.  ID:  9708D15 

mm  ■•■•^mm 


•:;r:iss=s^E=SiiSSliailllJll 


Sampled:  08/24/97 
Received:  08/25/97 
Analyzed:  see  below 

Reported:  08/29/97 

ir — !=^g'.i'i!;i'niiiiinmimsfeaaB 


H=an»mni||iiiRiiii:,U,„r 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708D15-15 
Sample  Desc  .  LlQUID,J.  Parker  12 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D15-16 
Sample  Desc  :  LIQUID,  J,  Parker  13 

Lead 

mg/L 

08/28/97 

00050 

N.D. 

Lab  No:  9708D15-17 
Sample  Desc  :  UQUIDJ.  Parker  14 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D15-18 
Sample  Desc  :  LIQUID,J.  Parker  15 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D15-19 
Sample  Desc  :  LIQUID, J.  Parker  16 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9706D15-20 
Sample  Desc  :  UQUIDJ.  Parker  17 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:         9708D 15-21 
Sample  Desc  :  LIQUID.J.  Parker  18 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

AnalytBS  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


SheUa  Rynn 
Project  Manager 


Page: 


09/02/97    13:23         TX/RX  NO. 9346         P. 011 


-   ~  Analytical 


UOia  630  Chesapeake  Driv*  Redwood  City.  CA  94063       (650)  i6*-9400  FAX  (650)  364-9133 

404  N,  VCi|jet  Lane  Walnut  Creek  CA  W598       (510)  988-9600  FAX  (510)  988-9673 

S 1 9  Striker  Avenue,  Suite  8     Sacramento.  CA  95834  (916*921-9600  FAX  (9l6)  9214)100 


S  -   -----.-gi.irnin  ■«  J  y^^-ir-ifr,—   :  -rr^  ""VTIT'I  III  IIIHiarfil  Vf" 

SFUSD  Client  Pro).  ID:     J.  Parker 

1551  Newcomb  Ave.,  Rm.  103 

San  Francisco,  CA  94124  Lab  Proj.  ID:  9708D15 

Attention:     Bruce  Glannlnl 

-  :^piifm|ipiiwiiigirjriiiiiiiiiiiiiiiiiMii:;;t;;^;ss^^E==  m  ■■■  ■■--^^ppfm^  iiiiiiiiHiii:;in== 


Sampled:  08/24/97  iii 

Received:  08/25/97  | 

Analyzed:  see  below  % 

 .  Reported:  08/29/97  | 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708D15-22 
Sample  Desc  :  LIQUID,  J.  Parker  19 

UNK] 

mg/L 

nn  /or  /Q7 

VQ/  £t)|Sr 

n  nn*yi 

m  n 

li.U. 

Lab  No:  9708D15-23 
Sample  Desc  :  LIQUID, J.  Parker  20 

LcdU 

mg/L 

flfl  /OR  /Q7 

n  nn^n 

U.UUDU 

IV.  L/. 

uLI  liU>  5/wOUIJ"ti 

Sample  Desc  :  UQUIDJ.  Parker  21 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D15-25 
Sample  Desc .  LIQUID, J.  Parker  22 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No.  9708D15-26 
Sample  Desc  :  LIQUID,  J.  Parker  23 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D15-27 
Sample  Desc :  LIQUID,J.  Parker  24 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No.  9708D15-28 
Sample  Desc :  LIQUID, J.  Parker  25 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

aly»«  reported  as  N.D.  were  not  present  above  the  stated  limit  ol  detection. 


EQUOIA  ANALYTICAL  ELAP#1210 


09/02/97    13:23         TX/RX  NO. 9346         P. 012 


SEF.  2.  19r<  12: 26F-V  SC.  ^2:     F.  1:  26 

SCQUOitl  680  Ch«»peake  Drive  Redwood  Qty,  CA  9<063  (650)  364-9600          FAX  (650)  364-9233 

|                            *  404  N.  Wiget  Lane  Wilmji  Creek.  CA  94598  (510)989-9600         FAX  (510)  98S. 9673 

'    '  -  •         AnSlytiC^l  619  S"*"  Avenue,  Suite  8  &*cr»m*mo.  CA  95834  1916)  921-9600         FAX  (916)  OIi.OiOO 


I  SFUSD  Client  Proj  ID:     J.  Parker 

1  1551  Newcomb  Ave  ,  Rm.  103 

|  San  Francisco,  CA  94124  Ub  Proj.  ID:  9708D1 5 

III  Attention:      Bruce  Giannini 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708D15-29 
Sample  Desc  :  LlQUID,J.  Parker  26 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  97Q8D15-30 
Sample  Desc  :  LIQUID.  J.  Parker  27 

Lead 

mg/L 

08/28/97 

0  0050 

N.D. 

Lab  No:  9708D15-31 

Sample  Desc  :  UQUID.J.  Parker  Blank 

N.D.  ^ 

Lead 

mg/L 

08/28/97 

0.0050 

Lab  No:  9708D15-32 
Sample  Desc  .  LIQUID,  J.  Parker  28 

Lead 

mg/L 

08/28/97 

0.0050 

0.051 

Sampled:  08/24/97  J 
Received;  08/25/97  | 
Analyzed:  see  below 


Anafytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flyn 
Project  Manager 


Page; 


09/02/97    13:23         TX/RX  NO. 9346         P. 013 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
GEORGE  PEABODY  ES 


Micro  Log  In     4  7  9  3  9 
Total  Samples  2  0 
Date  Sampled   8/2  3/9  7 
Date  Received  8/29/97 
Date  Analyzed  9/2/9  7 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


Micro  47939-01 

DRINKING  FOUNTAIN 
RM  4 

FIRST  DRAW 


3.8 


1.0 


Client 


Micro  47939-02 

DRINKING  FOUNTAIN 
RM  3 

FIRST  DRAW 


15.1 


1.0 


Client 


Micro  47939-03 

DRINKING  FOUNTAIN 
RM  5 

FIRST  DRAW 


5.8 


1.0 


Client 


Micro  47939-04 

DRINKING  FOUNTAIN 
RM  6 

FIRST  DRAW 


2.8 


1.0 


Client 


Micro  47939-05 

DRINKING  FOUNTAIN 
CORRIDOR  1ST  FLOOR 
FIRST  DRAW 


4.8 


1.0 


Technical  Supervisor: 


Farid  rtaro^a^iia^eh,  M.S 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  Tor  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  16th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
GEORGE  PEABODY  ES 


Micro  Log  In    4  7  9  3  9 
Total  Samples  2  0 
Date  Sampled  8/23/97 
Date  Received  8/29/97 
Date  Analyzed  9/2/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
RMS 
FIRST  C 

6 

47939-06 
HG  FOUNTAIN 

>RAW 

7.6 

1.0 

Client 
Micro 

DRINKI 
RM  7 
FIRST  [ 

7 

47939-07 
MG  FOUNTAIN 

)RAW 

4.5 

1.0 

Client 
Micro 

DRINKI 
RM10 
FIRST  C 

8 

47939-08 
MG  FOUNTAIN 

)RAW 

7.2 

1.0 

Client 
Micro 

DRINKI 
RM  9 
FIRST  I 

9 

47939-09 
MG  FOUNTAIN 

>RAW 

20.1 

1.0 

Client 
Micro 

DRINKI 
RM11 
FIRST  I 

1  0 

47939-10 
NG  FOUNTAIN 

)RAW 

5.8 

1.0 

Technical  Supervisor:   -j       — ^^^^^   9/4/97  Analyst:   bk  

Farid  flamezan^adelvM^S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis "Tn^drinking  water  by  the  California  Department  of  Health  Sen/ices,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7  9  3  9 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  0 

1551  Newcomb  Avenue,  Rm.  103  GEORGE  PEABODY  ES  DateSampied  8/23/97 
San  Francisco,  CA  94124 


Date  Received  8/29/97 
Date  Analyzed  9/2/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

Micro 

DRINKI 
RM12 
FIRST  C 

1  1 

47939-11 
MG  FOUNTAIN 

(RAW 

9.4 

1.0 

Client 
Micro 

DRINKII 
LOBBY 
FIRST  C 

1  2 

47939-12 

MG  FOUNTAIN 
2ND  FLOOR 
•RAW 

14.0 

1.0 

Client 
Micro 

SINK  Ft 
TEACHI 
FIRST  I 

1  3 

47939-13 
IUCET 

ERS'  LUNCH  ROOM 
•RAW 

9.6 

1.0 

Client 
Micro 

MULTIP 
UPPER 
FIRST  C 

1  4 

47939-14 

LE  DRINKING  FOUNTAIN 

YARD 

•RAW 

<      1 .0 

1.0 

Client 
Micro 

DRINKI 
K-1/  RM 
FIRST  C 

1  5 

47939-15 

NG  FAUCET 
2 

•RAW 

48.2 

1.0 

Technical  Supervisor:    y  — ~~~9/7/97  Analyst:   


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition.  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
GEORGE  PEABODY  ES 


Micro  Log  In    4  7  9  3  9 
Total  Samples  2  0 
Date  Sampled   8/2  3/9  7 
Date  Received  8/2  9/9  7 
Date  Analyzed  9/2/9  7 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


1  6 


Micro  47939-16 

DRINKING  FAUCET 
RM  1 

FIRST  DRAW 


4.3 


1.0 


Client 


1  7 


Micro  47939-17 

DRINKING  FAUCET 
OUTSIDE  RM  2 
FIRST  DRAW 


1.6 


1.0 


Client 


1  8 


Micro  47939-18 

MULTIPLE  DRINKING  FOUNTAIN 
LOWER  YARD 
FIRST  DRAW 


<  1.0 


1.0 


Client 


1  9 


Micro  47939-19 
BLANK 


<  1.0 


1.0 


Client 


20 


Micro  47939-20 

DRINKING  FAUCET 
PRINCIPAL'S  OFFICE 
FIRST  DRAW 


96.7 


3.3 


Technical  Supervisor:   'V  — x — —  9/7/97   Analyst:   ™±  

Farid  Rar>1©zanzao!e*\M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  teao^anaiysis  «>!  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


SeOUOitl  680  Chesapeake  Drive         Redwood  City.  CA  94063      (65  0)  364 .9600        FAX  (650)  364-9233 

f     jj         >~"-»-j,»-*  40*  N.  Wigri  Lane  Walnut  Creek,  CA  94599       (510)  988-9600         FAX  (5l0)  98«-9673 

AlialytiCdl  ^Striker  Avenue,  Suite  8     Sacramento,  CA  95834  (9 1 6)  9}  I  -9600         FAX  (916)  921-0100 


g  SFUSD 
i  1551  Newcornb  Ave.,  Rm.  103 
5  San  Francisco.  CA  94124 

iii  _      .  , 

Attention:     Bruce  Giannml 


uniiiiuim;;! 


MIIIWiyiHIlllllUNIjRSiS 


Client  Proj.  ID:  San  Miguel  CC 
Lab  Proj.  ID:  9706D01 


LABORATORY  ANALYSIS 


whuiiuiw  nis 


—  ii  jpmimiiniLii 

^:^uiliHiilfiiiSB£a=~.-— 

Sampled:  08/25/97  £ 
Received:  08/25/97  | 
Analyzed:  see  below  g 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:          9708D0 1  -08 

Sample  Desc  :  LIQUID, San  Miguel  7 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D01-09 

Sample  Desc  :  LIQUID, San  Miguel  6 

Lead 

mg/L 

08/28/97 

0.0050 

N.D 

Lab  No:  9708001-10 

Sample  Desc  :  LIQUID, San  Miguel  9 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D01-11 

Sample  Desc  :  LIQUID.San  Miguel  10  Blank 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D01-12 

Sample  Desc  :  LIQUID.San  Miguel  1 1 

Lead 

mg/L 

08/28/97 

0.0050 

0.043 

alytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 
EQUOIA  ANALYTICAL  -  ELAP#1210 


5  atia  Flynn 
F  >ject  Manager 


Pag* 


09/02/97    13:23         TX/RX  NO. 9346         P. 006 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  7  3  6  5 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  9 

1551  Newcomb  Avenue,  Rm.  103  SANCHEZ  ES  Date  Sampled  8/14/97 

San  Francisco,  CA   94124  _  .  _ 

Date  Received  8/14/97 

Date  Analyzed  8/14/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1 

Micro 

BLANK 

47365-01 

<  1.0 

1.0 

Client 

2 

Micro 

47365-02 

2.8 

1.0 

DRINKING  FOUNTAIN 

SECOND  FLOOR  HALLWAY  -  NEXT  TO  RM.  20 
FIRST  DRAW 

Client 

3 

Micro 

47365-03 

1 1 .4 

1.0 

DRINKING  FOUNTAIN 

FIRST  FLOOR  HALLWAY  -  NEXT  TO  RM.  12 

FIRST  DRAW 

Client 

4 

Micro 

47365-04 

10.3 

1.0 

DRINKING  FOUNTAIN 

FIRST  FLOOR  HALLWAY  -  NEXT  TO  RM.  6 

FIRST  DRAW 

Client 

5 

Micro  47365-05 

DRINKING  FOUNTAIN 

FIRST  FLOOR  HALLWAY  -  NEXT  TO  RM.  24 

FIRST  DRAW 

23.0 

1.0 

Technical  Supervisor     Y  S£  '  —  ^^<----^/6/97  Analyst:    

Farid  Rarjiezahzadeh/M^. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for-tead-anaiysis  in-drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4736  5 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  9 

1551  Newcomb  Avenue,  Rm.  103  SANCHEZ  ES  Date  sampled  8/14/97 

San  Francisco,  CA   94124  _  ,  n  . 

Date  Received  8/14/97 

Date  Analyzed  8/14/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

6 

Micro 

47365-06 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  LEVEL  OUTSIDE  PLAYGROUND 
SOUTH  /  EAST  SIDE 
FIRST  DRAW 

4.0 

Client 

7 

Micro 

47365-07 

10.4 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  LEVEL  OUTSIDE  PLAYGROUND 
SOUTH  /  WEST  SIDE 
FIRST  DRAW 

Client 

8 

Micro 

47365-08 

8.8 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  LEVEL  OUTSIDE  PLAYGROUND 
SOUTH /WEST  SIDE 
FIRST  DRAW 

Client 

9 

Micro 

47365-09 

1.0 

DRINKING  FOUNTAIN 

HALLWAY  OUTSIDE  BASKETBALL  COURT 
FIRST  DRAW 

4.6 

Technical  Supervisor    'j' S\  ..  .—        N  ^~        -9/6/91  Analyst:  .  ZJL 


me2arjza( 


Farid  RamezanzaderC*4.S. 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fwJaad analysis  in_ drinking  water  by  the  California  Department  ol  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
SANCHEZ  ES 


Micro  Log  In    4  8  0  2  6 
Total  Samples  4 
Date  Sampled   8/3  0/9  7 
Date  Received  8/30/97 
Date  Analyzed  8/30/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 
Micro 

BLANK 

1  0 

<       1  .0 

1.0 

48026-01 

Client 

1  1 

4.7 

1.0 

Micro  48026-02 
DRINKING  FOUNTAIN 

2ND  FLOOR  -  HALLWAY  NEXT  TO  ROOM  024 
FIRST  DRAW 

Client 

1  2 

1  .4 

1.0 

Micro  48026-03 
DRINKING  FOUNTAIN 

2ND  FLOOR  -  HALLWAY  NEXT  TO  ROOM  024 
SECOND  DRAW 

Client 

1  3 

1  .9 

1.0 

Micro  48026-04 
DRINKING  FOUNTAIN 

2ND  FLOOR  -  HALLWAY  NEXT  TO  ROOM  024 
THIRD  DRAW 

Technical  finpprvisnr-    '7  — -^^^p==±  si*'*1   Analyst:   £L  

Farid  RamezaT^zadehTM^. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lellb^zllysis>rdfinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT: 
SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  SCHOOL  OF  THE  ARTS 

San  Francisco,  CA  94124 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

694-1 

Micro  48768-01 

SINK  DRINKING  FOUNTAIN 

INSIDE  CLASSROOM  003,  WEST  FAUCET 

FIRST  DRAW 

34.0 

1.0 

Client 

694-2 

Micro  48768-02 

SINK  DRINKING  FOUNTAIN 

INSIDE  CLASSROOM  003,  EAST  FAUCET 

FIRST  DRAW 

29.8 

1.0 

Client 

694-3 

Micro  48768-03 

DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  IN  CORRIDOR  C90 

ADJACENT  TO  ROOM  003 

FIRST  DRAW 

55.1 

2.0 

Client 

694-4 

Micro  48768-04 

DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  IN  CORRIDOR  C90 

ADJACENT  TO  T60 

FIRST  DRAW 

18.9 

1.0 

Client 

694-5 

Micro  48768-05 

DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  IN  CORRIDOR  C90 

ADJACENT  TO  T50 

FIRST  DRAW 

18.5 

1.0 

Micro  Log  In     4  8  7  6  8 
Total  Samples  2  4 
Date  Sampled  9/17/97 
Date  Received  9/23/97 
Date  Analyzed  9/23/97 


Technical  Supervisor: 


/97 


Analyst: 


FR 


Farid  Ran 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysisTrscUinfcjng  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #T03?y  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc..  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
SCHOOL  OF  THE  ARTS 


Micro  Log  In    4  8  7  6  8 
Total  Samples  24 
Date  Sampled  9/17/97 
Date  Received  9/2  3/9  7 
Date  Analyzed  9/23/97 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


694-6 


Micro  48768-06 

DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  IN  CORRIDOR  C90 

ADJACENT  TO  ROOM  J03 

FIRST  DRAW 


10.4 


1.0 


Client 


694-7 


Micro  48768-07 

DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  IN  CORRIDOR  C93E 

ADJACENT  TO  ROOM  005 

FIRST  DRAW 


5.5 


1.0 


Client 


694-8 


Micro  48768-08 

SINK  DRINKING  FOUNTAIN 

SINK  DRINKING  FOUNTAIN  IN  ROOM  005 

FIRST  DRAW 


5.6 


1.0 


Client 


694-9 


Micro  48768-09 

SINK  DRINKING  FOUNTAIN 

SINK  DRINKING  FOUNTAIN  IN  ROOM  006 

FIRST  DRAW 


Client 


694-10 


Micro  48768-10 

SINK  DRINKING  FOUNTAIN 

SINK  DRINKING  FOUNTAIN  IN  ROOM  026 

FIRST  DRAW 


10.7 


1.0 


4.2 


1.0 


Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fofrea4-aoalySiSHn_tKinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4  876  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  24 

1551  Newcomb  Avenue,  Rm.  103  SCHOOL  OF  THE  ARTS  Date  Sampled  9/17/97 

San  FranciSCO,  CA    94124  Date  Received  9  /  2  3  /  9  7 

Date  Analyzed  9/2  3/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

694-1 1 

Micro 

48768-11 

1.0 

SINK  DRINKING  FOUNTAIN 

SINK  DRINKING  FOUNTAIN  IN  ROOM  025 

FIRST  DRAW 

2.4 

Client 

694-12 

Micro 

48768-12 

1.0 

SINK  DRINKING  FOUNTAIN 

SINK  DRINKING  FOUNTAIN  IN  ROOM  012 

FIRST  DRAW 

9.5 

Client 

694-1  3 

Micro 

48768-13 

4.8 

1.0 

SINK  DRINKING  FOUNTAIN 

SINK  DRINKING  FOUNTAIN  IN  ROOM  013 

FIRST  DRAW 

Client 

694-14 

Micro 

48768-14 

8.5 

1.0 

SINK  DRINKING  FOUNTAIN 

SINK  DRINKING  FOUNTAIN  IN  ROOM  014 

FIRST  DRAW 

Client 

694-15 

Micro 

48768-15 

8.7 

1.0 

SINK  DRINKING  FOUNTAIN 

SINK  DRINKING  FOUNTAIN  IN  ROOM  016 

FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  Itecjgad  afraTyate-illHrinklng  water  by  the  California  Department  ol  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  m 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  4 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 
SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  SCHOOL  OF  THE  ARTS 

San  Francisco,  CA  94124 


Micro  Log  In     4  8  7  6  8 
Total  Samples  2  4 
Date  Sampled  9/17/97 
Date  Received  9/2  3/9  7 
Date  Analyzed  9/2  3/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

694-16 

4.0 

1.0 

Micro  48768-16 

SINK  DRINKING  FOUNTAIN 

SINK  DRINKING  FOUNTAIN  IN  ROOM  018 

FIRST  DRAW 

Client 

694-17 

8.9 

1.0 

Micro  48768-17 

SINK  DRINKING  FOUNTAIN 

SINK  DRINKING  FOUNTAIN  IN  ROOM  014 

FIRST  DRAW 

Client 

694-18 

6.5 

1.0 

Micro  48768-18 

SINK  DRINKING  FOUNTAIN 

SINK  DRINKING  FOUNTAIN  IN  ROOM  020 

FIRST  DRAW 

Client 

694-19 

3.0 

1.0 

Micro  48768-19 

SINK  DRINKING  FOUNTAIN 

SINK  DRINKING  FOUNTAIN  IN  ROOM  021 

FIRST  DRAW 

Client 

694-20 

5.1 

1.0 

Micro  48768-20 

SINK  DRINKING  FOUNTAIN 

SINK  DRINKING  FOUNTAIN  IN  ROOM  022 

FIRST  DRAW 

Technical  Supervisor: 


9/25/97 


Farid  Rame2 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leakd  analytic  in  bwokjng_>ater  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  JHOaz.-'Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
SCHOOL  OF  THE  ARTS 


Micro  Log  In     4  8  7  6  8 
Total  Samples  24 
Date  Sampled  9/17/97 
Date  Received  9/23/97 
Date  Analyzed  9/2  3/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

694-21 

4.0 

1.0 

Micro  48768-21 

SINK  DRINKING  FOUNTAIN 

SINK  DRINKING  FOUNTAIN  IN  ROOM  023 

FIRST  DRAW 

Client 

694-22 

13.6 

1.0 

Micro  48768-22 

DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  IN  CORRIDOR  C92W 

WEST  SIDE  OF  CORRIDOR 

FIRST  DRAW 

Client 

694-23 

19.8 

1.0 

Micro  48768-23 

SPIKE  #97-W00774-19 
SPIKED 

Client 

694-24 

<      1 .0 

1.0 

Micro 

BLANK 

48768-24 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  le, 
Laboratory  Accreditation  Program  (ELAP),  Certificatev 


Analyst: 


FR 


3d  ar^lysis^jndn)iking  water  by  the  California  Department  of  Health  Services.  Environmental 
^03^  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  7  7  6  4 

S.F.U.S.D.  S.F.U.S.D.  Total  Samples  1  6 

1551  Newcomb  Ave.  Room  206  JUNIPERO  SERRA  Date  Sampled  8/19/97 

San  Francisco,  CA   94124  ANNEX  CC  _  .  _    .  rf  0#ocl „, 

Date  Received  8/25/97 
Date  Analyzed  8/3  0/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Dl 
302SA 

1 

47764-01 
LINKING  FOUNTAIN 

5.8 

1.0 

Client 
Micro 

DRINKI 
3025A 

2 

47764-02 
MG  FOUNTAIN 

12.9 

1.0 

Client 
Micro 

SINK  Dl 
3025B 

3 

47764-03 
LINKING  FOUNTAIN 

6.5 

1.0 

Client 
Micro 

DRINKI 
3025B 

4 

47764-04 
MG  FOUNTAIN 

4.1 

1.0 

Client 
Micro 

DRINKI 
MAIN  Y 

5 

47764-05 

MG  FOUNTAIN 
ARD 

2.8 

1.0 

Technical  ftnpprvifinr   ~>l      — — ^"  8/31/97         Analyst:   £L  

Farid  Ramez"aaz£deK.M.S. 

v-      S.  \ 

Micro  Analytical  Laboratories,  Inc.  is  accredited  tor  lead-analysis  in  drinking  water  by  the  Calitornia  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  pan's  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7  764 

S.F.U.S.D.  S.F.U.S.D.  Total  Samples  1  6 

1551  Newcomb  Ave.  Room  206  JUNIPERO  SERRA  Date  Sampled  8/19/97 

San  Francisco,  CA   94124  ANNEX  CC  Date  Recejved  8/25/g7 

Date  Analyzed  8/30/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client  !  6 

Micro  47764-06 

WATER  FAUCET 
3024 

<      1 .0 

1.0 

Client 
Micro 

WATER 
3023 

7 

47764-07 
FAUCET 

<      1 .0 

1.0 

Client 
Micro 

SINK  F/ 
3023 

8 

47764-08 
VUCET 

<      1  .0 

1.0 

Client 
Micro 

WATER 
3021 

9 

47764-09 
FAUCET 

<     1 .0 

1.0 

Client 
Micro 

BLANK 

1  0 

47764-10 

<      1 .0 

1.0 

Technical  finpprvisnr:   ^    fc^~-y^~v^  8/31/97  Analyst:   b*±. 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  ol  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  7  7  6  4 

S.F.U.S.D.  S.F.U.S.D.  Total  Samples  1  6 

1551  Newcomb  Ave.  Room  206  JUNIPERO  SERRA  DateSampied  8/19/97 

San  Francisco,  CA   94124  ANNEX  CC  n  ,  n  . 

Date  Received  8/25/97 
Date  Analyzed  8/30/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppD) 


Client 
Micro 

WATER 
3021 

1  1 

47764-11 
FAUCET 

<      1  .0 

1.0 

Client 
Micro 

WATER 
3021 

1  2 

47764-12 
FAUCET 

<      1 .0 

1.0 

Client 
Micro 

MULTIP 
BACK  1 

1  3 

47764-13 

LE  DRINKING  FAUCET 
ARD  AREA 

<  1.0 

1.0 

Client 
Micro 

DRINKI 
3020 

1  4 

47764-14 
HG  FAUCET 

8.7 

1.0 

Client 
Micro 

SINK  Dl 
3020 

1  5 

47764-15 
LINKING  FOUNTAIN 

<      1 .0 

1.0 

Technical  Supervisor:  ~v  -  A J<   8/31/97         Analyst:   ^  

Farid  RairieziinzadehTM^S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacTanafysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  4 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47764 

S.F.U.S.D.  S.F.U.S.D.  Total  Samples  1  6 

1551  Newcomb  Ave.  Room  206  JUNIPERO  SERRA  Date  Sampled  8/19/97 

San  Francisco,  CA  94124  ANNEX  CC  Date  Recejved  8/25/g7 

Date  Analyzed  8/3  0/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1  6 

Micro  47764-16 

WATER  FAUCET 
3023 

2.5 

1.0 

Technical  Supervisor 


Analyst: 


AL 


Farid  Raajezanzadeb,  M~.$v 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4  9  2  5  0 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3 

1551  Newcomb  Avenue,  Rm.  103  SERRA  ANNEX  CC  Date  sampled  9/29/97 

San  Francisco,  CA   94124  n  .  D    .  . 

'  Date  Received  10/7/97 

Date  Analyzed  10/7/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


2A 


Micro  49250-01 

DRINKING  FOUNTAIN 

3025A 

1ST 


Client 


2B 


Micro  49250-01 

DRINKING  FOUNTAIN 

302SA 

2ND 


4.8 


4.7 


1.0 


1.0 


Client 


2C 


Micro  49250-01 

DRINKING  FOUNTAIN 

302SA 

3RD 


1  1.2 


1.0 


Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  foMeerf  analysis  irTarihking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
JUNIPERO  SERRA  ES 


Micro  Log  In    4  7  7  6  6 
Total  Samples  22 
Date  Sampled  8/21/97 
Date  Received  8/25/97 
Date  Analyzed  8/31/97 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


Micro  47766-01 

WATER  FAUCET 
ADULT  RESTROOM 


1.0 


1.0 


Client 


Micro  47766-02 

SINK  DRINKING  FOUNTAIN 
ROOM  206 


2.9 


1.0 


Client 


Micro  47766-03 

SINK  FAUCET 
ROOM  206 


3.5 


1.0 


Client 


Micro  47766-04 

SINK  DRINKING  FOUNTAIN 
ROOM  207 


3.2 


1.0 


Client 


Micro  47766-05 

SINK  FAUCET 
ROOM  207 


3.5 


1.0 


Technical  Supervisor:    'T  A-^- — yf--^  A( — ^    9/7/97  Analyst:   


Farid  RamezanzadetvM.S. 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  teajy analysts  in  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  ■  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  7  7  6  6 

S.F.U.S.D.  S.F.U.S.D.  Total  Samples  2  2 

1551  Newcomb  Ave.  Room  206  JUNIPERO  SERRA  ES  Date  Sampled  8/21/97 

San  Francisco,  CA   94124  „    „    .  J 

Date  Received  8/25/97 
Date  Analyzed  8/31/97 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


Micro  47766-06 

SINK  DRINKING  FOUNTAIN 
ROOM  208 


2.9 


1.0 


Client 


Micro  47766-07 

SINK  FAUCET 
ROOM  208 


2.7 


1.0 


Client 


Micro  47766-08 

SINK  DRINKING  FOUNTAIN 
ROOM  209 


2.4 


1.0 


Client 


Micro  47766-09 

SINK  FAUCET 
ROOM  209 


3.0 


1.0 


Client 


1  0 


Micro  47766-10 

BLANK 


<  1.0 


1.0 


""7    V  0 
Technical  Supervisor:     2_/^=± — ^'C"  -P       g/6/97  Analyst:   EL 

Fa  rid  Ramezanzadeh,  M.S. 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition.  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL    LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4776  6 

S.F.U.S.D.  S.F.U.S.D.  Total  Samples  22 

1551  Newcomb  Ave.  Room  206  JUNIPERO  SERRA  ES  Date  Sampled  8/21/97 

San  Francisco,  CA  94124  _  ,  '. 

Date  Received  8/25/97 
Date  Analyzed  8/31/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
SINK  NE 

1  1 

47766-1 1 

tUCET 
•AR  STOVE 

1  .4 

1.0 

Client 
Micro 

SINK  Ft 
TEACH 

1  2 

47766-12 
MICET 

ER  RESTROOM 

2.0 

1.0 

Client 
Micro 

SINK  Ft 
2ND  AD 

1  3 

47766-13 
VUCET 

ULT  RESTROOM 

<      1 .0 

1.0 

Client 
Micro 

SINK  Ft 
TEACH 

1  4 

47766-14 
VUCET 

ERS'  LUNCH  ROOM 

1.4 

1.0 

Client 
Micro 

SINK  Ft 
BOYS'  F 

1  5 

47766-15 

VUCET 
IOOU 

2.3 

1.0 

t?  ft  k 

Technical  Supervisor    ' 1  V^-— ^ ^     J   9/7/97  Analyst:   E5  

Farid  Ramezahz^deh'^.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  7  7  6  6 

S.F.U.S.D.  S.F.U.S.D.  Total  Samples  2  2 

1551  Newcomb  Ave.  Room  206  JUNIPERO  SERRA  ES  Date  Sampled  8/21/9  7 

San  Francisco,  CA   94124  _  .  _       J  „ 

Date  Received  8/25/97 

Date  Analyzed  8/31/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 

1  6 

1.6 

1.0 

Micro  47766-16 

SINK  DRINKING  FOUNTAIN 
GIRLS'  ROOM 

Client 

1  7 

3.8 

1.0 

Micro  47766-17 

DRINKING  FOUNTAIN 
HALL  DRINKING  FOUNTAIN 

Client 

1  8 

1 .6 

1.0 

Micro  47766-18 

SINK  DRINKING  FOUNTAIN 
ROOM  205 

Client 

1  9 

<      1  .0 

1.0 

Micro  47766-19 

SINK  FAUCET 
ROOM  205 

Client 

20 

<      1  .0 

1.0 

Micro  47766-20 

BLANK  SAMPLE 

Technical  Supervisor       C-±^^~^A^L    ^l1^1  Analyst:  

Farid  Rar^ezar^derjTMv^. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    47  76  6 

S.F.U.S.D.  S.F.U.S.D.  Total  Samples  2  2 

1551  Newcomb  Ave.  Room  206  JUNIPERO  SERRA  ES  Date  Sampled  8/21/97 

San  Francisco,  CA    94124  Date  Received  8/2  5/9  7 

Date  Analyzed  8/31/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

MULTIP 
PLAY  Y 

21 

47766-21 

LE  DRINKING  FOUNTAIN 
ARD  AREA 

<      1  .0 

1.0 

Client 
Micro 

SPIKED 

97-W00753-2 

47766-22 
SAMPLE 

21.2 

1.0 

fechnical  Supervisor:     "         ~  ■-■ \  *...~A:  >    9/7/97  Analyst:   !Z_ 


Farid  RarnezS 


i 


sz^nzadeh.^.S 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 
S.F.U.S.D. 

1551  Newcomb  Ave.  Room  206 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
JUNIPERO  SERRA 


(SA) 


Micro  Log  In    4  7  7  6  5 
Total  Samples  2  1 
Date  Sampled  8/20/97 
Date  Received  8/25/97 
Date  Analyzed  8/2  5/9  7 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


Micro  47765-01 

SINK  DRINKING  FOUNTAIN 
CAFE 


Client 


Micro  47765-02 

SINK  FAUCET 
OFFICE 


1 .0 


1 .0 


1.0 


1.0 


Client 


Micro  47765-03 

SINK  DRINKING  FOUNTAIN 
GIRLS'  ROOM 


1.5 


1.0 


Client 


Micro  47765-04 

WATER  FAUCET 
GIRLS'  ROOM 


1.0 


1.0 


Client 


Micro  47765-05 

SINK  DRINKING  FOUNTAIN 
BOYS'  ROOM 


2.0 


1.0 


Technical  Supervisor:  3  :  ^' — -V<--A.^        9/7/97  Analyst:   E£  

Farid  RamManzad^h^M^S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    47  76  5 

S.F.U.S.D.  S.F.U.S.D.  Total  Samples  2 1 

1551  Newcomb  Ave.  Room  206  JUNIPERO  SERRA  (SA)  Date  Sampled  8/20/9  7 

San  Francisco,  CA    94124  Date  Received  8/25/97 

Date  Analyzed  8/25/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


Micro  47765-06 

WATER  FAUCET 
BOYS'  ROOM 


1 .0 


1.0 


Client 


Micro  47765-07 

DRINKING  FOUNTAIN 

HALL  OUTSIDE  OF  RESTROOM 


1  .0 


1.0 


Client 


Micro  47765-08 

WATER  FAUCET 
ADULT  RESTROOM 


1.0 


1.0 


Client 


Micro  47765-09 

DRINKING  FOUNTAIN 
CLASSROOM  #5 


1  .0 


1.0 


Client 


1  0 


Micro  47765-10 

BLANK 


1 .0 


1.0 


Technical  Supervisor: 


)  1  - 

Farid  Rarrtezanzad^bTM^j. 


8/31/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  7  7  6  5 

S.F.U.S.D.  S.F.U.S.D.  Total  Samples  2 1 

1551  Newcomb  Ave.  Room  206  JUNIPERO  SERRA  (SA)  Date  Sampled  8/20/97 

San  Francisco,  CA   94124  _  .  _       ^  „,  ri 

Date  Received  8/25/97 
Date  Analyzed  8/25/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Dl 
CLASSF 

1  1 

47765-11 

LINKING  FOUNTAIN 
)OOM  #5 

2.0 

1.0 

Client 
Micro 

DRINKI 
CLASSF 

1  2 

47765-12 

«JG  FOUNTAIN 
)OOM#4 

<      1 .0 

1.0 

Client 
Micro 

SINK  Dl 
CLASSF 

1  3 

47765-13 

LINKING  FOUNTAIN 
)OOM«4 

2.9 

1.0 

Client 
Micro 

DRINKI 
CLASSF 

1  4 

47765-14 

HG  FOUNTAIN 
10OM  #3 

<      1  .0 

1.0 

Client 
Micro 

SINK  Dl 
CLASSF 

1  5 

47765-15 

3INK  FOUNTAIN 
lOOM  #3 

1 .8 

1.0 

n  n 

Technical  Snpervism-  jj        — \f  • — v  z0'0^    8/31/97         Analyst-  FR 


Farid  Ramezanzadeh>^S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacT analysis  In  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    47  76  5 

S.F.U.S.D.  S.F.U.S.D.  Total  Samples  2 1 

1551  Newcomb  Ave.  Room  206  JUNIPERO  SERRA  (SA)  Date  Sampled  8/20/97 

San  Francisco,  CA  94124  _  ,  _       .  .  ,__ 

Date  Received  8/25/97 
Date  Analyzed  8/25/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
CLASSF 

1  6 

47765-16 

MG  FOUNTAIN 
(COM  #2 

1 .0 

1.0 

Client 
Micro 

SINK  Dl 
CLASSF 

1  7 

47765-17 

LINKING  FOUNTAIN 
UX)M*2 

3.5 

1.0 

Client 
Micro 

DRINKI 
CLASSF 

1  8 

47765-18 

*4G  FOUNTAIN 
iOOM  #1 

<      1 .0 

1.0 

Client 
Micro 

SINK  Dl 
CLASSF 

1  9 

47765-19 

LINKING  FOUNTAIN 
?OOM  #1 

1.4 

1.0 

Client 
Micro 

BLANK 

20 

47765-20 

<      1 .0 

1.0 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead -analysisJn  drinking  water  by  the  California  Department  ol  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113FJ  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 
S.F.U.S.D. 

1551  Newcomb  Ave.  Room  206 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
JUNIPERO  SERRA 


(SA) 


Micro  Log  In    4  7  7  6  5 
Total  Samples  2  1 
Date  Sampled  8/20/97 
Date  Received  8/2  6/9  7 
Date  Analyzed  8/2  6/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 

Limit 

Comments 

(ppb) 

(ppb) 

Client 

97-W007  53-1 

Micro 

47765-21 

SPIKED  SAMPLE 

20.6 

1.0 

-\-Lu.  .<]-  xfe   9/7/97  Analvsf  FR 


Technical  Supervisor:  ■  td±  s/" — afc^  ~  -   V'1'?'   Analyst: 

Farid  Ramezafeadeh,  M.S. 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinRIhg  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037^  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4  7  474 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  6 

1551  Newcomb  Avenue,  Rm.  103  SHERIDAN  ES  Date  Sampled  8/15/97 

San  FranciSCO,  CA    94124  Date  Received  8/ 1  8/9  7 

Date  Analyzed  8/21/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
LOUNG 
FIRST  C 

1 

47474-01 

UJCET 
E100F 
•RAW 

<      1 .0 

1.0 

Client 
Micro 

SINK  Ft 
KITCHE 
FIRST  C 

2 

47474-02 

UJCET 
N 102  B 
IRAW 

7.0 

1.0 

Client 
Micro 

SINK  Dl 
CLASSF 
FIRST  C 

3 

47474-03 

LINKING  FOUNTAIN 

1OOM103 

IRAW 

3.7 

1.0 

Client 
Micro 

SINK  Dl 
CLASSF 
FIRST  C 

4 

47474-04 

LINKING  FOUNTAIN 

1OOM104 

>RAW 

2.4 

1.0 

Client 
Micro 

DRINKI 
CORRIC 
FIRST  [ 

5 

47474-05 

NG  FOUNTAIN 
)OR  C101 
)RAW 

1.3 

1.0 

/7  A 

-7  //'     .  JeL-~ — 

Technical  fiupprx/isnr    13  — ^±^4^1— — •  9/6/97   Analyst:   !S  

Farid  Rarne^anzadervM.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  fc^Mead-an^fysisJiv drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
SHERIDAN  ES 


Micro  Log  In     4  7  4  7  4 
Total  Samples  2  6 
Date  Sampled  8/15/97 
Date  Received  8/18/97 
Date  Analyzed  8/21/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
CORRIC 
FIRST  C 

6 

47474-06 

MG  FOUNTAIN 
(OR  C201 
)RAW 

8.6 

1.0 

Client 
Micro 

SINK  Dl 
CLASSF 
FIRST  C 

7 

47474-07 

UNKING  FOUNTAIN 

lOOM  205 

)RAW 

<  1.0 

1.0 

Client 
Micro 

SINK  Dl 
CLASSF 
FIRST  C 

8 

47474-08 

LINKING  FOUNTAIN 

fOOM  204 

)RAW 

<      1  .0 

1.0 

Client 
Micro 

SINK  Dl 
LABOR 
FIRST  I 

9 

47474-09 

LINKING  FOUNTAIN 
VTORY  206A 
)RAW 

4.2 

1.0 

Client 
Micro 

SINK  Dl 
CLASSF 
FIRST  C 

1  0 

47474-10 

LINKING  FOUNTAIN 

lOOM  201 

>RAW 

3.9 

1.0 

Technical  Supervisor:    7  -i~>rt — 9/7/97   Analyst:  FR 

Farid  Ramezanzfe 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysts  1n  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  pan's  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  SHERIDAN  ES 

San  Francisco,  CA  94124 


Micro  Log  In    4  7  4  7  4 
Total  Samples  2  6 
Date  Sampled  8/15/97 
Date  Received  8/18/97 
Date  Analyzed  8/21/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(PPb) 

Comments 

Client 

1  1 

Micro 

47474-1 1 

1.0 

SINK  DRINKING  FOUNTAIN 
LABORATORY  106  A 
FIRST  DRAW 

<      1 .0 

Client 

1  2 

Micro 

47474-12 

31 .0 

1.0 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  12 
FIRST  DRAW 

Client 

1  3 

Micro 

47474-13 

45.1 

1.0 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  11 
FIRST  DRAW 

Client 

1  4 

Micro 

47474-14 

1  8.8 

1.0 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  10 
FIRST  DRAW 

Client 

1  5 

Micro 

47474-15 

12.7 

1.0 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  09 
FIRST  DRAW 

Technical  SnpprviRnr    /   "    9/7/97   Analyst:   ™  

Farid  Ram^zwizaaeth  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysisJn  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  -  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  7  4  7  4 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  6 

1551  Newcomb  Avenue,  Rm.  103  SHERIDAN  ES  DateSampied  8/15/97 

San  Francisco,  CA   94124  _  .  _    .  . 

Date  Received  8/18/97 

Date  Analyzed  8/21/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1  6 

Micro 

47474-16 

29.3 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  08 
FIRST  DRAW 

1.0 

i 

Client 

1  7 

Micro 

47474-17 

11.0 

1.0 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  07 
FIRST  DRAW 

Client 

1  8 

Micro 

47474-18 

17.4 

1.0 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  06 
FIRST  DRAW 

Client 

1  9 

Micro 

47474-19 

34.3 

1.0 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  05 
FIRST  DRAW 

Client 

20 

Micro 

47474-20 

8.5 

1.0 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  04 
FIRST  DRAW 

Technical  Supervisor:     V       ^'~~SK^-    ^^^-^^n '9i  Analyst:   E5L 

Farid  Rar^zafttadeh,  MTS>. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for^iea^tmalysisTrTttrir^king  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47474 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  6 

1551  Newcomb  Avenue,  Rm.  103  SHERIDAN  ES  Date  Sampled  8/15/97 

San  Francisco,  CA  941 24  Date  Recejved  8/ 1 8 /9 7 

Date  Analyzed  8/21/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Dl 
CLASSI 
FIRST  C 

2  1 

47474-21 

LINKING  FOUNTAIN 

tOOM  03 

)RAW 

65.5 

2.5 

Client 
Micro 

SINK  Dl 
CLASSF 
FIRST  r. 

22 

47474-22 
UNKING  FOUNTAIN 
IOOM02 
IRAW 

16.2 

1.0 

Client 
Micro 

SINK  Dl 
CLASSF 
FIRST  C 

23 

47474-23 

UNKING  FOUNTAIN 

lOOM  01 

IRAW 

1  1.1 

1.0 

Client 
Micro 

MULTIP 
PLAYG 
FIRST  t 

24 

47474-24 

LE  DRINKING  FOUNTAIN 

ROUND 

>RAW 

4.0 

1.0 

Client 
Micro 

MULTIP 
PLAYG 
FIRST  [ 

25 

47474-25 

LE  DRINKING  FOUNTAIN 

ROUND 

IRAW 

21.4 

1.0 

Technical  Supervisor:     I  E=±  ^-y/^-~r^c-  <  9/1/91  Analyst: 


Z7/97  Analv/cf  FR 


i 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  fead  analysis  Trfdrinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition.  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In  47474 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  6 

1551  Newcomb  Avenue,  Rm.  103  SHERIDAN  ES  DateSampied  8/15/97 

San  Francisco,  CA   94124  ni  0        .  „.„„,„., 

'  Date  Received  8/18/97 

Date  Analyzed  8/21/97 


Detection 


Client  Sample  ID 

Lead  Concentration 

Limit 

Comments 

(PPb) 

(PPb) 

Client 

2  6 

Micro 

47474-26 

BLANK 

<      1 .0 

1.0 

Technical  Supervisor:       V  a- t -  > z^fe^rr if 1 6 1 9 7   Analyst:   EL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drirTKmg  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4772  7 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  5 

1551  Newcomb  Avenue,  Rm.  103  SHERMAN  ES  Date  Sampled  8/20/97 

San  FranciSCO,  CA    94124  Date  Received  8/25/97 

Date  Analyzed  8/25/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
1ST  FL( 
FIRST  [ 

#  1 

47727-01 
KUCET 

)OR  TEACHER  LOUNGE 
>RAW 

6.3 

1.0 

Client 
Micro 

SINK  Ft 
1ST  FLC 
FIRST  r. 

#2 

47727-02 
VUCET 

>OR  KITCHEN  SINK 
(RAW 

1.1 

1.0 

Client 
Micro 

DRINKII 
1ST  FLC 
FIRST  C 

#3 

47727-03 

YG  FOUNTAIN 

X)R  AUDITORIUM  LOBBY 

>RAW 

1.8 

1.0 

Client 
Micro 

SINK  Dl 
1ST  FLC 
FIRST  C 

#4 

47727-04 

LINKING  FOUNTAIN 
)OR  LIBRARY 
)RAW 

<      1  .0 

1.0 

Client 
Micro 

SINK  F/ 
1ST  FLC 
FIRST  C 

#5 

47727-05 
MJCET 

X)R  LIBRARY  STORAGE 
>RAW 

11.2 

1.0 

Technical  Supervisor:      t  %~c  bcf^^C /—         9/6/97  Analyst: 


9/6/97  Analv/ct-  FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  forlead  analysts  in  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  7  7  2  7 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  5 

1551  Newcomb  Avenue,  Rm.  103  SHERMAN  ES  Date  Sampled  8/20/97 

San  Francisco,  CA   94124  _  ,  _    .  . 

Date  Received  8/25/97 
Date  Analyzed  8/25/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

#6 

Micro 

47727-06 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  PLAYGROUND  BY  LIBRARY 
FIRST  DRAW 

3.7 

Client 

#7 

Micro 

47727-07 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  UPPER  PLAYGROUND  LEVEL 
FIRST  DRAW 

3.4 

Client 

#8 

Micro 

47727-08 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  PLAYGROUND,  SOUTH 
FIRST  DRAW 

3.0 

Client 

#9 

Micro 

47727-09 

1.0 

DRINKING  FOUNTAIN 

2ND  FLOOR  CORRIDOR  -  NORTH 

FIRST  DRAW 

7.5 

Client 

#21 

Micro 

47727-10 

1.0 

DRINKING  FOUNTAIN 

3RD  FLOOR  CORRIDOR  -  NORTH 

FIRST  DRAW 

9.7 

Technical  Supervisor:  'Y 7 — ^^^^^L~--- —  9/7/97  Analyst:  

Farid  Rame^aqiadeh,  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead -analysisJn  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    47  72  7 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  5 

1551  Newcomb  Avenue,  Rm.  103  SHERMAN  ES  Date  Sampled  8/20/97 

San  Francisco,  CA  94124  n  ,  D    .    .  _ 

Date  Received  8/25/97 
Date  Analyzed  8/2  5/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
3RD  FL 
FIRST  C 

#23 

47727-1 1 

HG  FOUNTAIN 

X)R  CORRIDOR,  SOUTH 

>RAW 

1.5 

1.0 

Client 
Micro 

MULTIP 
OUTSID 
FIRST  r. 

#24 

47727-12 

LE  DRINKING  FOUNTAIN 
E  S.  W.  PLAYGROUND 
)RAW 

23.5 

1.0 

Client 
Micro 

DRINKI 
OUTSID 
FIRST  t 

#25 

47727-13 

*G  FOUNTAIN 

E  S.  W.  PLAYGROUND 

)RAW 

7.5 

1.0 

Client 
Micro 

1STFLC 
BLANK 

#26 

47727-14 
K)R  KITCHEN  SINK 

<      1 .0 

1.0 

Client 
Micro 

SPIKED 

#27 

47727-15 

55.0 

2.0 

Technical  Supervisor:   2  s~~^~-\  9/6/97  Analyst:   ™  

Farid  Rarn^nzad^n>^.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  rrr drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  49294 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  5 

1551  Newcomb  Avenue,  Rm.  103  SHERMAN  ES  Date  Sampled  9/30/97 

San  Francisco,  CA   94124  _  .  _  . 

'  Date  Received  10/8/97 

Date  Analyzed  10/8/9  7 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 

24A 

Micro 

49294-01 

1 .3 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  S.W  PLAYGROUND 
FIRST  DRAW 

Client 

24B 

Micro 

49294-02 

1  .7 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  S.W  PLAYGROUND 
FIRST  DRAW 

Client 

24C 

Micro 

49294-03 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  S.W  PLAYGROUND 
FIRST  DRAW 

4.3 

Client 

BLANK 

Micro 

BLANK 

49294-04 

<  1.0 

1.0 

Client 

SHERMAN  S 

Micro 

SPIKE 

49294-05 

95.5 

3.3 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leac;  analwisNndrinkihg  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #TS3ZJ  Samptes_a»  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


/T\  Sequoia 
Analytical 


6A0  CheMpeakc  Drive  Redwood  City,  CA  94063       (650)  364-9600  FAX  (650)  964-9235 

404  N.  Wiget  Line  Walnut  Creek,  CA  94 598       (510)  988-9600         FAX  (510)  9B8-9673 

8  19  Strike  Avenue,  Suite  8    Sacramento,  CA  95834  (916)  921-9600  FAX  (916)  921-0100 


s££ss':»»;,.,  .„»„,„" !!;!!"!!:'!;!;;;!;;  ssaitiiiiiHiiiwiw^^  mi  inn 


SFUSD                                    Client  Proj.  ID:     SloatE.S.  Sampled:  08/14/97 

1551  Newcomb  Ave.,  Rm.  103  Received:  08/14/97  1 

San  Francisco,  CA  94124                 Lab  Proj.  ID:  9708755  Analyzed:  see  below  | 

Attention:     Bruce  Giannlnl    Reported.  08/21/97  l 

apiliillliininniRlllsiRSpossas^  -  '--  ••  --        :-_:======  :^^^^^^=^±^i^»ijlclluiijii  liiiirn  iinnri  >m  i  itn  hi  i  j  n<  1IIM  *M  1 1  lKfr^V*^=Tir?=?^==;^^^=f^???^s?=^===^^r  -    -                        ::-"-=  :  v .--  -■=  -=*rH=i— -rr-=r 

- .jiaLiLjernflfLmswiiairiSBt?;:. ...  .                                  .  =.  •   i-:"  Iill! IIIIWIIIIlMflaluiuuiwiBui^  ::.::_-i^==:ET=  r~~==-~ .... 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  NO:  9708755-01 
Sample  Desc  :  LIQUID,  1 

Lead 

mg/L 

08/19/97 

0.0050 

0.37 

Lab  No:  9708755-02 
Sample  Desc :  UQUID,2 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Lab  No:  9708755-03 
Sample  Desc :  UQUID,3 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Lab  No:  9708755-04 
Sample  Desc  :  LIQUID,  4 

Lead 

mg/L 

08/19/97 

0.0050 

0.0091 

Lab  No:  9708755-05 
Sample  Desc :  LIQUID,5 

Lead 

mg/L 

08/19/97 

0.0050 

0.013 

Lab  No:  9708755-06 
Sample  Desc :  UQUID,6 

Lead 

mg/L 

08/19/97 

0.0050 

0.0068 

Lab  No:  9708755-07 
Sample  Desc :  UQUID,7 

Lead 

mg/L 

08/19/97 

0.0050 

0.018 

.narytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

5EQUOIA  ANALYTICAL  -  ELAP#1210 


iheila  Flynn 
roject  Manager 


Page: 


08/22/97    15:16         TX/RX  NO. 9162  P. 002 


/T\  Sequoia 
Analytical 


680  Chesapeake  Drive  Redwood  City,  CA  94063       (650)  364-9600  FAX  (650)  364-9233 

404  N  Wjfiet  Lane  Walnut  Creek.  CA  9*598       (510)988-9600  FAX  (510)  988-9673 

8 19  Striker  Avenue,  Sul  re  8     S»cr»meruo,  CA  95834  (916)911-9600  FAX  (916)  921-0100 


H SFUSD 
IS  1551  Newcomb  Ave.,  Rm.  103 
|1  San  Francisco,  CA  94124 

ill 

Attention^     Bruce  Giannini 


Client  Proj.  ID:     Sloat  E.S." 
Lab  Proj.  ID:  9708755 

LABORATORY  ANALYSIS 


Sampled:  06/14/97  5 
Received:  08/14/97  || 
Analyzed:  see  below  f 


Reported:  08/21  /97 

:.  j.-ikndUifii^QiUeilliilliuiiiiiiiiiiiiiMiiiiiii  niHim nn nni;imn i 


Analyte 

Units 

Date 

Ano|v7eri 

Detection 
Limit 

Sample 

Results 

Lab  No.  9708755-08 
Sample  Desc  :  UQUID,8 

Lead 

tng/L 

08/19/97 

0.0050 

0.0072 

Lab  No:  9708755-09 
Sample  Desc  :  LIQUID, 9 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Lab  No:  9708755-10 
Sample  Desc  :  LIQUID,  10 

Lead 

mg/L 

08/19/97 

0.0050 

0.0063 

Lab  No:  9708755-11 
Sample  Desc  :  LIQUID,  11 

Lead 

mg/L 

08/19/97 

0.0050 

0.032 

Lab  No:  9708755-12 
Sample  Desc  ;  LIQUID,  12 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Lab  No:  9708755-13 
Sample  Desc  :  LIQUID,  13 

Lead 

mg/L 

06/19/97 

0.0050 

0.0051 

Lab  NO;  9708755-14 
Sample  Desc  :  LIQUID,  14 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  llmrt  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


08/22/97    15:16         TX/RX  NO. 9162         P. 003 


5FV 


fk\  Sequoia 
-  -  Analytical 


680  QKMpcakc  Drive 

■104  N.  Vfigei  Une 

9 1 9  Striker  AveniK,  5u'tc  8 


Redwood  Gty,  CA  940/53 
Wal.uit  Creek,  CA  94598 
S*Crt*wenro,  CA  95834 


(650)  364-9600 
(510)  986-9600 
(916)  921 -9600 


21     F.  4/2. 

FAX  (650)  364-9233 
FAX  (510)  988-9673 
FAX  (916)  9H-0I0O 


SFUSD  Client  Proj.  ID:     Sloat  E  S. 

1551  NewcombAve.,  Rm.  103 

San  Francisco,  CA  94124  Lab  Proj.  ID:  9708755 


Attention:     Bruce  Glannini 


!SiiaunHiii)(ii|| 


'lllllllliiiiiiiiiiiiiiiiiini; 


hiaaiBminTTTTiTOi.inT 


lifti  tnin'i::;:::-.:;:::;  :::=:::;;::;  =:=si=       ■  I 

r— r.;i,iilnli  i  iBiNKKSSsassns 


    lltluiiiiiiiiuiiiiiiHiimiiimiiH! 

Sampled:  08/14/97  Hi 
Received:  0S/1 4/97  p 
Analyzed:  see  below 

Reported:       1797  Jj 


LABORATORY  ANALYSIS 


Analyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708755-15 
Sample  Desc :  UQUID,15 

Lead 

mg/L 

08/21/97 

0.0060 

0.019 

Lab  No:  9708755-16 
Sample  Desc  :  LIQUID,  16 

Lead 

mg/L 

08/19/97 

00050 

0.0068 

Lab  No:          9708755-1 7 
Sample  Desc  :  LIQUID,  17 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Lab  NO:  9708755-18 
Sample  Desc  :  LIQUID,  18 

Lead 

mg/L 

08/19/97 

0.0050 

0.019 

Lab  No:  9708755-19 
Sample  Desc :  LIQUID.19 

Lead 

mg/L 

08/19/97 

0.0050 

0.013 

Lab  No:  9708755-20 
Sample  Desc :  UQUID,20 

Lead 

mg/L 

08/19/97 

0.0050 

0.0B6 

Lab  No;  9708755-21 
Sample  Desc :  UQUID,2i 

Lead 

mg/L 

08/19/97 

0.0050 

0.0099 

Vialytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection, 
SEQUOIA  ANALYTICAL    ELAP  #1210 


>heila  Flynn 
^reject  Manager 


Page. 


I 


08/22/97  15:16 


TX/RX  NO. 91 62 


P. 004 


/T\  Sequoia 
Analytical 


660  Chesapeake  D<we  Redwood  Gry.  CA  5*4063       (650)  364 -9600 

404  N.  Wijjei  Lane  Wilnut  Geek,  CA  W598       (510}  988-9600 

1 19  Striker  Avenue,  Suile  8    Sacramemo,  CA  95894  (916)  911-9600 


FAX  (650|  364-9233 
FAX  (510)  98S-9673 
FAX  (916)  921-0100 


Client  Pro].  ID:     Sloat  E.S. 


Lab  Proj.  ID:  9706755 


!  --~=SBOiJlllllll||  :    r  r.  III! mint 

« SFUSD 

5  1551  NewcombAve.,  Rm.  103 
I  San  Francisco,  CA  94124 

ID 
III 

N;  Attention:     Bruce  Glannini 

LABORATORY  ANALYSIS 


Sampled:  08/14/97 
Received:  08/14/97  g 
Analyzed:  see  below  i. 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708755-22 
Sample  Desc  LIQUID, 22 

Lead 

mg/L 

08/19/97 

0.0050 

0011 

Lab  No.  9708755-23 
Sample  Desc  LIQUID.23 

Lead 

mg/L 

08/19/97 

0.0050 

0.017 

Lab  No:  9708755-24 
Sample  Desc  :  LIQUID, 24 

Lead 

mg/L 

08/19/97 

0.0050 

0.0061 

Lab  No:  9708755-25 
Sample  Desc ;  LlQUID,25 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Lab  No:  9708755-26 
Sample  Desc  .  LIQUID, 29 

Lead 

mg/L 

08/19/97 

00050 

N.D. 

Lab  No:  9708755-27 
Sample  Desc :  LIQUID.27 

( 

Lead 

mg/L 

08/19/97 

0.0050 

0.0062 

r 


AneJyt&s  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


08/22/97    15:16         TX/RX  NO. 9162         P. 005 


fk\  Sequoia 
Analytical 


680  Ch«»pealce  Drive  Redwood  City,  CA  94063       (650)  364-9600 

404  N  Wigel  L»ne  Walnut  Creek,  CA  94598       (510)  988-9600 

819  Striker  Avenue,  Suite  8    Sacramento,  CA  95834         (9)6)  921-9600 


FAX  (650)  364.9233 
FAX  (510)  988-9673 
FAX  (916)  931.0100 


1 


SFUSD 

1551  NewcombAve.,  Rm.  103 
San  Francisco,  CA  94124 

Attention:  BmceGianriini 

ihiti'«^^SIISS«9Bi^!^IIBiiiiiiii!^ 


l~:!!!i!!!!!lllili!!!iiiiiB=lii== 
Client  Proj.  ID 


mwkrssst  -    .•.••Aha  usfc.-^s-ss-r— 

Sloat  E.S. 


-_  i.i  [nig 


Lab  Proj.  ID:  9708755 


•H  ?aDffliiiiiil1iIiiif.-?L-  ■    .:   Mi 


Sampled:  3= 
Received:  08/14/97  g 
Analyzed:  see  below  I 

in 

iiMMMyjij 


in 

Reported:  08/21/97  H 


^SimmEnMninfii 


Analyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708755-28 
Sample  Desc  :  UQUID.28  (Blank) 


Lead 


mg/L 


08/21/97 


0.0050 


N.D 


Analytee  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


Pagu 


08/22/97    15:16         TX/RX  NO. 9162         P. 006 


^^^\         QAniinia  6S0  Chesapeake  DnvC  Redwood  Gry.  CA  9*063       (650)  364-9600  FAX  (650)  364-9233 

#4    -1        iJV^UVJia.  404  M.  Wigei  bne  Walnut  Creek,  CA  94598       (510)  98B-9600         FAX  (510)  98G-967J 


Analytical 


8 19  Striker  Avenue.  Suite  8    Sacramento.  CA  95834  (916)921-9600  FAX  (916)  9210100 


1 SFUSD 

S  1551  NewcombAve.,  Rm.  103 
1  San  Francisco,  CA  94124 


Attention: 

MS 


Bruce  Giannini 

tsssssmm 


Client  Proj.  ID.     Sloat  E.S.  Sampled:  08/14/97 


Lab  Proj.  ID:  9708755 


llilinii- 


mm 


Received:  08/14/97  1 
Analyzed:  see  below  gj 

Reported:  OB/21  /97  I 


LABORATORY  ANALYSIS 

Analyte                                             Units              Date  Detection  Sample 

Analyzed  Limit  Results 

Lab  No:  9708755-29 
Sample  Desc  :  UQUID,9  (Dup) 

Lead                                   mg/L              08/19/97  0.0050  N.D. 


Lab  No;  9708755-30 
Sample  Desc  .  LIQUID,  15  (Dup) 

Lead  mg/L  08/21/97  0.0050  0-019 


Lab  No:  9708755-31 
Sample  Desc  :  LIOUID.22  (Dup) 

Lead  mg/L  08/19/97  0.0050  0.010 


Annh/tee  reported  as  N.D.  were  not  present  above  the  stated  limit  ot  detection. 


Page: 


08/22/97    15:16         TX/RX  NO. 91 62         P. 007 


/7N  Sequoia 
-  Analytical 


680  Che»p«lt<  Drtvc  Redwood  City,  CA  54063  (650)364-9600  FAX  (650)  364-9233 
404  N.  Wiget  buve  Walnut  Creek,  CA  94598       (510)  988-9600         FAX  (510)  988-9673 

819  Striker  Avenue,  Suites     Sacramento,  CA  95834  (916)  921-9600  FAX  (916)  921-0100 


J;  SFUSD 

I  1551  Newcomb  Ave.,  Rm.  103 
i  San  Francisco,  CA  94124 


Client  Proj.  ID:  Sloat  ES 
Lab  Proj.  ID;  9708F10 


rj  Attention-      Bruce  Giannini 

II  . .tiuiiuiiniiuuuu uiiuri tun luiiiiiiii iiiiuhuiii i^-<>'Tniuni^Ui||( 'MirtlliM Mill MHIf ■ll'TV''' H^c^Turif iihi(ii iitniniiiimiiiiiiiii iiiimii itHtiii iit(«icrtiiMb£LB^iUJ iuijlii 1 1 hiui iiuihi i u iimi uti iui inn u . iuj e^j. ^ 
asm..  v.  Mm  » »»»«.:» m w« mi n»o i«nU«d««afcliil BHImi IIWIblilHIHillillil l»linldifcifctii»lip»ll»lMl>ltiIi»it u»mi>1»»hmi Mtflmna i—kr .n-»^ i n rrst-iinrt-15. a^it - -  ~ 


Sampled;  08/29/97^  1 
Received:  08/29/97  | 
Analyzed:  see  below  $ 

Reportedj_09/03/97 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Re&uhs 

Lab  No:  9708F10-01 
Sample  Desc  LIQUID, Sloat  ES  2-1 

|  J\  Lead 

mg/L 

09/02/97 

0.0050 

N.D. 

Lab  No:  9708F10-02 
Sample  Desc  ;  LlOUlD.SIoat  ES  2-2 

.  A 

\  P  Lead 

mg/L 

09/02/97 

0.0050 

('     ^  N.D. 

Lab  No  9708F10-03 
Sample  Desc  :  LIQUID, Sloat  ES  2-3 

Lead 

mg/L 

09/02/97 

0.0050 

N.D.  i 

Lab  No:  9706F10-04 
Sample  Desc  .  LIQUlD.SIoat  ES  2-4 

<[  &  Lead 

mg/L 

09/02/97 

0.0050 

Lab  No:  9708F10-05 
Sample  Desc  :  UQUID,Sloat  ES  2-5 

\{  A  Lead 

mg/L 

09/02/97 

0.0050 

0.0094 

Lab  No:  9708F10-06 
Sample  Desc  :  LIQUID, Sloat  ES  2-6 

ll  fi>  Lead 

mg/L 

09/02/97 

0.0050 

f   I  N.D. 

Lab  No:  9708F10-07 
Sample  Desc  .  LIQUID, Sloat  ES  2-7 

\*0  A"  Lead 

mg/L 

09/02/97 

0.0050 

N.D.  f 

nalytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


Page 


i 


09/03/97  09:03 


TX/RX  NO. 9367  P. 014 


l|  SPOUOi3  680  Chesapeake  Ori-e  Redwood  City,  CA  9406 3       (650)  364  9600  FAX  (650)  364.9133 

f     mJ\        JCyjWV/lCA  4<M  N  Wiget  Lane  Walnm  Geek,  CA  9*598       (510)988.9600  FAX  (510)  988-9673 


Analytical 


819  Striker  Avenue,  Suite  8    Sacramento,  CA  95834         (916)921-9600         FAX  (916)  921-0100 


S SFUSD 

|  1551  Newcomb  Ave.,  Rm  103 
g  San  Francisco,  CA  94124 


::::'!i::niiuiimHiHiir^i'itrM"MiiiriuiiHiiiiiiiimiiiiM  

Client  Proj.  ID:  Sloat  ES 
LabProj.  ID:  9708F10 


[nui'iiiiiiuiiiniiu[uuiiiiiuaiinui^;,.i.,riiiii 


I  Attention:      Bruce  Giannini 

3=^ :    ■  ■  ■  ..  .«•<  i-  ■  -m^.  'r^M"^^'MimiiWHliiHlH4tiiiimtiiimi»iuti«t«utt«uuiiiW^r 

nKIS!INWIH"!W'l»Nni|V:n.|N|«^  :iES==EHS- 


-   "s. sssnsmatiifiiiiiiuHHiiiiMiiiHi" 1 

Sampled:  08/29/97 
Received:  08/29/97  g 
Analyzed:  see  below  jj 


Reported:  09^03/97 

_VU  .1  ju:miTiilimTOCBumiinl!lliilflil!t!!!!,!!I'  £r__,  


LABORATORY  ANALYSIS 

Analyte  Units  Date  Detection  Sample 

Analyzed  Limit  Results 


Lab  No:  9708F10-08 
Sample  Desc  LIQUID.SIoat  ES  2-8 

5£  Lead 

mg/L 

09/02/97 

00050 

(1 1  N.D. 

Lab  No:  9708F10-09 
Sample  Desc  ;  LlQUID.Sloat  ES  2-9 

[$A  Lead 

mg/L 

09/02/97 

0.0050 

N.D.  [ 

LabNo:  9708F10-10 

Sample  Desc  :  UQUlD.SIoat  ES  2-9  Duplicate 

I  %k  Lead 

mg/L 

09/02/97 

00050 

N.D. 

LabNo:  9708F10-11 

Sample  Desc  LIQUID, Sloat  ES  2-10 


Lead  mg/L  09/02/97  0.0050  ^  ^  N.D. 


LabNo'  9706F10-12 

Sample  Desc  :  LIQUID, Sloat  ES  2-11 


2^0A        Lead  m9/L  09/02/97  0.0050  N.D. 


LabNo:  9708F10-13 

Sample  Desc  :  LIQUlD.Sloat  ES  2-12 


Lead  mg/L  09/02/97  0.0050  t  L  N.D. 


LabNo:  9708F10-14 

Sample  Desc  :  LIQUID.Sloat  ES  2-13 


7x1>A      Lead  m9/L  09/02/97  0.0050  N.D. 


Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection 
SEQUOIA  ANALYTICAL  -  ELAP  #1210 


Sheila  Flynn 
Project  Manage/ 


Page. 


09/03/97  09:03 


TX/RX  NO. 9367         P. 015 


_h 


/7\  Sequoia 
-  Analytical 


680  Chesapeake  Drive  Redwood  City,  CA  94063      (650)  364-9600         FAX  (650)  364-9233 

404  N  \X'iget  Lane  Walnut  Creek.  CA  94598       (510)  988-9600         FAX  (510)  9B6-9673 

8 1 9  Striker  Avenue,  Suite  8     Sacramento,  CA  9S834  (916)  Ml -9600  FAX  (916)  91 1-0100 


v.  •       ... ,  ...r,--  --,  .j^,,  ,^a::a^:;niiyifi!^^j^jyi{yw!111'"!1'"1^ 
:  SFUSD  Client  Proj.  ID:     Sloat  ES 

;  1551  Newcomb  Ave.,  Rm.  103 

;  San  Francisco.  CA  94124  Lab  Proj.  ID:  9708F10 

i  Attention:     Bruce  Giannlnl 

l»ifci»i!caLo»"iSEi-.-:siS>e---.T  -  :.=.=s=s=2i 


sw^tiiiiiiiiiiliiillBIIh'iiiS 


;;-!  :b:;r= .  :::^:..-r?«7Ttsv^i;!tuiniMmi  im  rHrilllllLln,.  j 


Sampled:  08/29/97 
Received:  08/29/97  i 
Analyzed-,  see  below  g 

Reported:  09/G3/97  1 

miwimmnmyKSLH1      .  — : =■  ■  : 


Analyte 


LABORATORY  ANALYSIS 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Resuhs 


Lab  No:  9708F10-15 

Sampie  Desc  :  LIQUID.SIoat  ES  2-14 


Lead 


mg/L 


09/02/97 


0.0050 


r-  -  N.D. 


Lab  No:  9708Fi0-i6 

Sample  Desc  LIQUID, Sloat  ES  2-14  Duplicate 


Lead 


mg/L 


09/02/97 


00050 


N.D. 


Lab  No:  9708F10-17 
Sample  Desc  :  UQUID.Blank 


1^- 


Lead 


mg/L 


09/02/97 


0.0050 


N.D. 


ialyws  reported  as  N.D.  ware  not  present  above  the  stated  limit  of  detection. 

EQUOIA  ANALYTICAL  ELAP#12io 


leila  Flynn 
oject  Manager 


Page 


ft. 


09/03/97  09:03 


TX/RX  NO. 9367 


P. 016 


-SEP.  4:i4FV  61-2  F 

[uoia 
Analytical 


f  i  "V          SpnilOia  680  Chesapeake  Drive  Redwood  Gry,  CA  9406?       (650)  3$4.J(600  FAX  (650)  364-9233 

§ _    4  J        JC^UUW  404  N  Wijtibtit  Walruii  Creek,  CA  9459B       (5)0)  FAX  (S<0)  998-967) 

f^**^^'      *  __1  6)9Scriker  Avenue,  Suite  8     Sacramento.  CA  95B34  (916)921-94500  FAX  (916)  911-0)00 


gSFUSD  Client  Pro).  ID:     Sloat  Flem                                  Sampled:  09/16/97  jjj 

1 1551  Newcomb  Ave.,  Rm.  103  Received:  09/16/97  f 

£  San  Francisco,  CA  94124  Lab  Proj.  ID:  9709623                                               Analyzed:  see  below  jjj 

a 

£  Aitention:     Bruce  Giannini 


mm 


'!:!!"!!!!"!!  RjE^ 


Reported:  09/19/97  |j| 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 

MflcliyZ£u 

Detection 
Limn 

Sample 

Lab  No:  9709823-01 
Sample  Desc  :  LIQUID, Sloat  3  1 

Lead 

mg/L 

09/19/97 

0  0050 

N.D. 

Ub  No:  9709823-02 
Sample  Desc  :  LIQUID. Sloat  3-2 

Lead 

mg/L 

09/19/97 

0-0050 

N.D. 

Lab  No:  9709823-03 
Sample  Desc  UQUID.SIoat  3-3 

Lead 

mg/L 

09/19/97 

0.0050 

0-0079 

Lab  No.  9709823-04 
Sample  Desc  :  LlQUlD.SIoat  3-4 

Lead 

mg/L 

09/19/97 

0.0050 

N.D. 

Lab  No:  9709823-05 

Sample  Desc  .  LlQUlD.SIoat  3-5 

Lead 

mg/L 

09/19/97 

0.0050 

0.0071 

Lab  No:  9709823-D6 
Sample  Desc  :  LlQUlD.SIoat  3-6 

Lead 

mg/L 

09/19/97 

O.0050 

0.019 

Lab  No;  9709823-07 
Sample  Desc  LlQUlD.SIoat  3-7 

Lead 

mg/L 

09/19/97 

0.0050 

N.D. 

Af)alyte&  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  ■  ELAP#1210 


Page: 


09/19/97    17:14         TX/RX  NO. 9808         P. 006 


f±\  Sequoia 
-  ~  Analytical 


6  BO  CheS8D«ke  Drive 

404  rv  Wiget  Lane 

8l9  Slrtker  Avenue.  Suite  8 


Redwood  Cay,  CA  £4063 
Walnut  Creek.  CA  ?<S98 
Sacramento,  CA  95*  3* 


(650)  364-9600 
(510)  98B-96O0 
(9 16)  921-9600 


FAX  (650)  364-9233 
FAX  (510)  968-9C73 
FAX  (916)  931-0100 


^^;!:::l!|,,nTS=^li«  r  >  ^  1, 

SFUSD 

1551  Newcomb  Ave.,  Rm.  103 
San  Francisco.  CA  94124 


Attention: 


Bruce  Giannini 


HiimillllilliiniiiiiiminirRmmTiw:;ii~:i«ai 

Client  Proj.  ID:     Sloat  Elem 
Lab  Proj.  ID:  9709623 


Sampled:  09/16/97 
Received:  09/16/97 
Analyzed:  see  below 


LABORATORY  ANALYSIS 


Analyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9709023-08 

Sample  Desc  :  UQUID.SIoat  3-7  dup 

Lead 


mg/L 


09/19/97 


0.0050 


N.D. 


Lab  No:  9709823-09 
Sample  Desc  .  LIQUID, Blank 


Lead 


mg/L 


09/19/97 


0.0050 


N.D. 


nalytee  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection 


iEQUOIA  ANALYTICAL  -  ELAP#1210 


heila  Flynn 
ro|ect  Manager 


Page: 


09/19/97    17:14         TX/RX  NO. 9808         P. 007 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
SPRING  VALLEY  ES 


Micro  Log  In    4  7  5  2  6 
Total  Samples  2  3 
Date  Sampled  8/19/97 
Date  Received  8/19/97 
Date  Analyzed  8/2  5/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

SPRING  VALLEY  1 

9.7 

1.0 

Micro  47526-01 

WATER-COOLED  DRINKING  FOUNTAIN 
C91  /  FIRST  DRAW 

Client 

SPRING  VALLEY  2 

36.5 

1.0 

Micro  47526-02 

SINK  DRINKING  FOUNTAIN 
01 8A/  FIRST  DRAW 

Client 

SPRING  VALLEY  3 

1 1 .6 

1.0 

Micro  47526-03 

WATER-COOLED  DRINKING  FOUNTAIN 
C91  /  FIRST  DRAW 

Client 

SPRING  VALLEY  4 

20.3 

1.0 

Micro  47526-04 

SINK  DRINKING  FOUNTAIN 
019  /FIRST  DRAW 

Client 

SPRING  VALLEY  5 

60.9 

2.2 

Micro  47526-05 

SINK  DRINKING  FOUNTAIN 
020 /FIRST  DRAW 

Technical  Supervisor:  'Jj  ^hz^2zi2^^L.  9/5/97  Analyst:   !!!L 

Farid  Ram&zan^deh,  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  fof^tead  analysts  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT: 
SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  SPRING  VALLEY  ES 

San  Francisco,  CA  94124 


Micro  Log  In    4  7  5  2  6 
Total  Samples  2  3 
Date  Sampled  8/19/97 
Date  Received  8/19/97 
Date  Analyzed  8/25/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

SPRING  VALLEY  6 

Micro 

47526-06 

3.8 

1.0 

SINK  DRINKING  FOUNTAIN 
011A/ FIRST  DRAW 

Client 

SPRING  VALLEY  7 

Micro 

47526-07 

14.5 

1.0 

SINK  DRINKING  FOUNTAIN 
01 3A  /  FIRST  DRAW 

Client 

SPRING  VALLEY  8 

Micro 

47526-08 

1.0 

SINK  DRINKING  FOUNTAIN 
01 4A  /  FIRST  DRAW 

7.3 

Client 

SPRING  VALLEY  9 

Micro 

47526-09 

39.0 

1.0 

WATER-COOLED  DRINKING  FOUNTAIN 
C90  /  FIRST  DRAW 

Client 

SPRING  VALLEY  10 

Micro 

47526-10 

1.0 

SINK  DRINKING  FOUNTAIN 
021 A  /  FIRST  DRAW 

4.5 

Technical  Superviso 


Analyst: 


FR 


Farid  F}ame^a{iza^eiT^M^>. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  fOfJead.  analysis  in  drinking  water  by  the  California  Department  ol  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  pan's  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


i' 


Page  3 


MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  ■  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
SPRING  VALLEY  ES 


Micro  Log  In    4  7  5  2  6 
Total  Samples  2  3 
Date  Sampled  8/19/97 
Date  Received  8/19/97 
Date  Analyzed  8/25/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

SPRING  VALLEY  11 

Micro 

47526-1 1 

SINK  DRINKING  FOUNTAIN 
023A  /  FIRST  DRAW 

3.7 

1.0 

Client 

SPRING  VALLEY  12 

Micro 

47526-12 

58.1 

2.2 

SINK  DRINKING  FOUNTAIN 
024A  /  FIRST  DRAW 

Client 

SPRING  VALLEY  13 

Micro 

47526-13 

1.0 

DRINKING  FOUNTAIN 
C90  /  FIRST  DRAW 

4.7 

Client 

SPRING  VALLEY  14 

Micro 

47526-14 

1.0 

SINK  DRINKING  FOUNTAIN 
005  A  /  FIRST  DRAW 

2.9 

Client 

SPRING  VALLEY  15 

Micro 

47526-15 

65.0 

2.5 

WATER-COOLED  DRINKING  FOUNTAIN 
C91  /  FIRST  DRAW 

Technical  Supervisor    "7  .^—-y^~\^J^^  9/5/97  Analyst:   !!  

Farid  RartiezaYizade^M^S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for^lead-a^alystsjiLdiinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  4 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  311 3B 


1063  PROJECT:  Micro  Log  In    4752  6 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  2  3 

1551  Newcomb  Avenue,  Rm.  103  SPRING  VALLEY  ES  Date  Sampled  8/19/9  7 

San  Francisco,  CA   94124  n,  D    .  . 

Date  Received  8/19/97 

Date  Analyzed  8/25/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

SPRING  VALLEY  16 

Micro 

47526-16 

36.3 

WATER-COOLED  DRINKING  FOUNTAIN 
C91  /  FIRST  DRAW 

1.0 

! 

Client 

SPRING  VALLEY  17 

Micro 

47526-17 

SINK  DRINKING  FOUNTAIN 
006A  /  FIRST  DRAW 

2.6 

1.0 

Client 

SPRING  VALLEY  18' 

Micro 

47526-18 

<  1.0 

1.0 

SINK  DRINKING  FOUNTAIN 
001A/ FIRST  DRAW 

Client 

SPRING  VALLEY  19 

Micro 

47526-19 

SINK  DRINKING  FOUNTAIN 
004  /  FIRST  DRAW 

7.5 

1.0 

Client 

SPRING  VALLEY  20 

Micro 

47526-20 

13.2 

SINK  DRINKING  FOUNTAIN 
003  /FIRST  DRAW 

1.0 

FR 


Technical  Supervisor:     n  Cc  <-~^^~X><L  ----9/5/97  Analyst: 

Farid  Rar^eza^rizio^h^M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  Iea9~analysis  in  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


1> 


Page  5 


MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  31136 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
SPRING  VALLEY  ES 


Micro  Log  In    4  7  5  2  6 
Total  Samples  2  3 
Date  Sampled  8/19/97 
Date  Received  8/19/97 
Date  Analyzed  8/2  5/9  7 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 

SPRING  VALLEY  21 

Micro  47526-21 

SINK  FAUCET 
C91  /  FIRST  DRAW 

6.1 

1.0 

Client 

SPRING  VALLEY  22 

Micro  47526-22 

WATER-COOLED  DRINKING  FOUNTAIN 
C93  /  FIRST  DRAW 

27.8 

1.0 

Client 

SPRING  VALLEY  23 

Micro 

BLANK 

47526-23 

<      1 .0 

1.0 

Technical  Supervisor:    1  ■ —  ^9/5/97   Analyst:   ™  

Farid  Ramezanzatdeh,  ryCS,. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


f  i  ^spnilOi^  680  Chesapeake  Drive         Redwood  City,  CA  94063      (650)364-9600         FAX  (650)  364-9233 

I  ^^^U\-fl.a  401  N  Wigel  Lsne  Walnut  Creek.  CA  94S98       (510)  988-9600         FAX  (51 0)  988-9673 


Analytical 


Bi?5tTiker  Avenue,  Suite  8     Sacramento,  CA  95834  (9161  931-9600  FAX  {91 6)  92 1-0 1 00 


"■  SFUSD 

I'  1551  NewcombAve  ,  Rm.  103 
I  San  Francisco,  CA  94124 


.,i  Attention       Bruce  Giannini 

=•=-•      -  =Mri.-;Mul.-,=        7  --  — 


Client  Pro).  ID:  Spring  Valley  ES 
Lab  Proj.  ID;  9710485 


Sampled:  10/03/97 1 
Received  10/09/97  | 
Analyzed:  see  below 

i 

Reported:  10/14/97  9 

-TS-.llllllL'L  ..  ,;    ...;„, Im'!1:! ... 


LABORATORY  ANALYSIS 


Anatyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710485-01 
Sample  Desc  :  LIQUID.SV  2  A 

Lead 

mg/L 

10/11/97 

O.OO50 

0.0070 

Lab  No:  9710485-02 
Sample  Desc  :  LIQUID,SV  2-B 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710485-03 
Sample  Desc  :  LIQUID,SV  2-C 

Lead 

mg/L 

10/11/97 

0.0050 

0.043 

Lab  NO  9710485-04 
Sample  Desc  LIQUID,SV  4-A 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710485-05 
Sample  Desc  :  UQUID,SV  4-B 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710485-06 
Sample  Desc  :  LIQUID, SV  4-C 

Lead 

mg/L 

10/11/97 

0.0050 

00070 

Lab  No:  9710485-07 
Sample  Desc  :  LIQUID.SV  5-A 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

nafytes  reported  as  N.D.  were  not  present  above  the  stated  limit  ot  detection. 

EQUOIA  ANALYTICAL  ELAP#12iO 


leila  Flynn 
oject  Manager- 


Page. 


10/14/97     11:58         TX/RX  NO. 0298  P. 055 


f    A  ~X  SPQUOiS  680  Che^peake  Drivr  Redwooa  Ciry,  CA  94063       (630)964-9600  FAX  (650)  164-9233 

|     m_  I  M  404  N.  Wiget  Lane  Walnut  Creek,  CA  9459B       (510)  98B-9600         FAX  (510)  98B-967J 


Analytical 


e  19  Sinker  Avenue,  Suite  B     Sacramento,  CA  95894  (916)  921-9600  FAX  (916)  921-010O 


aSJWiiB:      :i  'in   ;ii|llll;  „      'mull;;  ■  •  -  :n!ilm:;.=i=,,JiUi,u,=i^,^Ji|ii;i, .  _u  '"[in.,,      :Hwlsn---!3ninr,p~  °?niim.%,s»-wjnls.^.£.s»ni|M(-!>-«P£i!i|;>..r-.  •msr----,»ilB^-.»^i.,v~~iiioi^=T-!ii»is=~  • 

sSSIIib*    -  "S!Hi».  L:=EE=:3l.iii!E=;=;==;aii)L!r  >  l  .  mi'it;  -. -r,  •  :-:=="Miii!«»5=nafe=S5B!!luit.^=^.Jaillii.: :  _  sillle       .mill.     -  :  ^iiiI!.--:",!IiiIh~^=  =isiiu^=^^ji:iI!iI  ■      mill    ■    mi!  •  ="r  alii1 " ■" 

siSFUSD  Client  Proj.  ID:     Spring  Valley  ES  Sampled;  10/03/97 

ill  1551  NewcombAve.,  Rm.  103  Received:  10/09/97 

s  San  Francisco,  CA  94124  Lab  Prgj.  ID:  9710485  Analyzed:  see  below 


ii!  Attention:      Bruce  Giannini 

iL  S3i;»-=-    ■  Mill"11  -•  ■   >'--~-::^tni!;=:=-=;:ii]>!!a;;=:=::.,i,iiii'v-;.  •  ,,.nt"  -  -  iniiii  em----"**,- :  •-.-»»  i^^s-wwr-  z=.z:*m«z. .     ,\m\»       ■  Vmi"  •      - nmr  -  ^  - rnfc  =h-- ',;iiii 

iSMiiniiB-"     »«>  ....:  -:i!J"iilli.;i:--  -  ^i"ii    mm-.--- --rv  in,;  nL  H.denki.. ml||i,...,;:-._i:ii|i|u„:       3  ;»:;""'  «;  : Hum;:;.  ". ..  •!illiw«nin=*»!k,:s=-  ^■ifci.i  ehiI!,:       mill,,,.  ■• 


Reported:  10/1 4/97  jjj 

w-:  — - inir  -  rf'r  nnitis==;r-,|iilii!1' 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 

MiFfl!  Y  2  MJ 

Detection 
Li  to  it 

Sample 

M  USUI  1 9 

Lab  No:  9710485-08 
Sample  Desc  LIQUID.SV  5-B 

Lead 

mg/L 

10/11/97 

0.0050 

ND. 

Lab  No:  9710485-09 
Sample  Desc  :  LIQUID.SV  5-C 

Lead 

mg/L 

10/11/97 

O.0O50 

0.Q14 

LabNO'  9710485-10 

Sample  Desc  LIQUID.SV  5-C  (duplicate) 

Lead 

mg/L 

10/11/97 

0.0050 

0.013 

Lab  No'  9710485-11 
Sample  Desc  :  LIQUID.SV  7-A 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  NO:  9710485-12 
Sample  Desc  :  LIQUID.SV  7-B 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710485-13 
Sample  Desc  :  LIQUID.SV  7-C 

Lead 

mg/L 

10/11/97 

0  0050 

N.D. 

Lab  No:  9710485-14 
Sample  Desc  :  LIQUID.SV  9-A 

Lead 

mg/L 

10/11/97 

00050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  ELAP#1210 


10/14/97    11:58         TX/RX  NO. 0298 


/T\  Sequoia 
Analytical 


680  Ch«ap<»ke  Drive  Redwood  City,  CA  94063 

404  N.  Wlgei  L»ne  Walrtut  Crcelc,  CA  94596 

819  Striker  Avenue,  Suite  >     Sacr»mento,  CA  95*34 


(£50)  964-9600 
(510)  988-9600 
(<M6)  921-9600 


FAX  (650)  364-9233 
FAX  (510)  988-9673 
FAX  (916)  9210100 


 mliliu-  =-=  i==i  iqtlilL:..^--  -  -    •- 

i SFUSD 

i  1551  Newcomb  Ave  ,  Rm.  103 
I  San  Francisco.  CA  94124 

Attention:     Bruce  Gianninl 

■     IVlflNI!         -       -.Sim  Mi   .■  ■lll'.lll.....  7  -   III  KsriWrtU^r:.::  M.       -       •»  If   mi   •-•IPffllllU-MSiSaKKWllfc 


Client  PropD:  Spring  Valley  ES 
Lab  Proj.  ID:  9710485 


-ni  »"Cni|;„ir-LL.=.i-:i  'l|   f'i'llilL  . 

•  Ii,  -  :-:-i.-i;it.itb-.Hr-~'ayidiis=5s;Hr 

Sampled:  10/03/97  " 
Received;  10/09/97  g 
Analyzed:  see  below  1 

hi 

Reported:  10/14/97  | 

SSgmiffliiMmir— ai  in.;— -  .'inilii.    •  •  .ii  


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
urniT 

Sample 
Results 

Lab  No:  9710485-15 
Sample  Desc  :  LIQUID.SV  9-B 

Lead 

mg/L 

10/11/97 

0.0050 

0.0060 

Lab  No:  9710485-16 
Sample  Desc  :  LIQUID,SV  9-C 

Lead 

mg/L 

10/11/97 

O.0O50 

0.014 

Lab  No:  9710485-17 
Sample  Desc  :  LIQUID.SV  12-A 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No.  9710485-18 
Sample  Desc  :  LIQUID.SV  12-B 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710485-19 
Sample  Desc  :  LIQUID.SV  12-C 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710485-20 

Sample  Desc  :  LIQUID,SV  12-C  (duplicate) 

Lead 

mg/L 

10/11/97 

00050 

N.D 

Lab  No:  9710485-21 
Sample  Desc  :  UQUID,SV  15~A 

Lead 

mg/L 

10/11/97 

0.0050 

0.012 

lalytes  reported  as  N.D.  were  not  present  above  the  stated  limit  gf  detection. 

EQUOIA  ANALYTICAL  ELAP#1210 


teila  Flynn 
oject  Manager 


Page. 


10/14/97     11:58  TX/RX  NO. 0298  P. 057 


"167 


/T\  Sequoia 
w  Analytical 


680  Chesapeake  Drive  Redwood  City  CA  94063       (650)  364-96O0  FAX  (650)  364-9233 

404  N.  Wiget  Lane  Walnut  G^ck,  CA  9459 B       (510)  988-9600  FAX  (5l0)  98B.S673 

819  Striker  Avenue,  Suits  8     Saenmenio,  CA  95834  (916)  921-9600  FAX  (9l6)  921-0100 


••iiii'-    .:  -"in 


n;  sfusd 

I  1551  Newcomb  Ave.,  Rm.  103 
!!  San  Francisco,  CA  94124 


Client  Pro],  ID:  Spring  Valley *ES 
LabProj.  ID:  9710485 


: :i:-:..,i,liL". .  .  -~-~mi\x  :.-  :.;;»iwc~  ---  •■ini::..-_-::::mii;..._...  - :  1 1 1 n . ^ i 

Sampled-  10/03/97  i 
Received;  10/09/97  £ 
Analyzed-  see  below  I 


Attention       Bruce  Qiannini 

IlliiL'  r  — 7  -"'"i'Mlll                'IHII'l.li    ~  '  '-'  '"Hllif.~"  -:~~:?!,it|ir1CH!~liji.;±;!.,l|lnii 

---::l!ln »!»■•-— :,ilini": 

S5:il|l|R".-»i!.s-=i.-lll|lll:-. . 

:"K!:ililr;s=HSi?rihl.iF5-=5?»!  ■■„■■«■. 

Repo 

-Sill!!!':  "^^'m-^^W 

. — i  m.i.jii  tmiiir  ,,iiim. 

rted:  10/14/97 

_t  ;-^.-:r_l|l|ir  '  :  ..  .  -ll,r,:,'      ...  7 

LABORATORY  ANALYSIS 

Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710485-22 
Sample  Desc  :  LIQUID.SV  15-B 

Lead 

mg/L 

10/11/97 

0.0050 

0.0090 

Lab  No:  9710485-23 
Sample  Desc  :  LIQUID,SV  15-C 

Lead 

mg/L 

10/11/97 

0.0050 

0.026 

Lab  No:  9710485-24 
Sample  Desc  LIQUID.SV  15-D 

Lead 

mg/L 

10/11/97 

0.0050 

0.013 

Lab  No:  9710485-25 
Sample  Desc  .  LIQUID.SV  16-A 

Lead 

mg/L 

10/11/97 

0,0050 

0.011 

Lab  No:  9710485-26 
Sample  Desc  ;  LIQUID.SV  16-B 

Lead 

mg/L 

10/11/97 

0.0050 

0.013 

Lab  No:  9710485-27 
Sample  Desc  .  LIQUID.SV  16-C 

Lead 

mg/L 

10/11/97 

0.0050 

0.077 

Lab  No-  9710485-26 
Sample  Desc  LIQUID,SV  20-A 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Anaiytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection 

SEQUOIA  ANALYTICAL  ELAP#1210 

Sheila  Flynn 
Project  Manager 


Page: 


10/14/97    11:58         TX/RXN0.0298         P. 058 


Sequoia 
Analytical 


660  ChesapciJte  Drive  Redwood  Gry.  CA  94063 

404  N  Wigei  Line  Walnui  Creek,  CA  94598 

819  Striker  Avenue,  Sui(e  S     Sacrjmento,  CA  95834 


(6S0)  364-9600 
(510)  986-9600 
(916)  921-9600 


FAX  (650)  364-9233 
FAX  (510)  98H-9673 
FAX  (916)  921-0100 


•inm    Wiur  •.•^gswi.iscsi  aevafu  :mnm--:  »-swiiiir.s!:in»~i!iiiijs=  --^m^  r=i-ssi|iiiis:i -~-  -■••!!  ■■■  -■■■-•aiiM'iii  mi  niiiw'injnr    a-mmsLi.  jl-:iiIiilm= 

.i;»inlimi  ..    :.  -  ."i:imJkjj.=f: -=-==rf  ■■miilli:-  =  =b:u  ■-.rr.vii  ?-h~   i.i     -  ^»wnni,  :"»«linr  ■-— r:-=?imuci===;==f  3ttit«===  ssr^uDr-t;  '    ■"iimir  -  -■-■-.nm\::ir~zw\\ai~~.:.-  uiasss? 

'iSFUSD  Client  Proj.  ID:     Spring  VaJley  ES  Sampled  10/03/97  !!! 

jjj  1551  Newcomb  Ave.,  Rm.  103  Received:  10/09/97  | 

|  San  Francisco,  CA  94124  Lab  Proj.  ID:  9710485  Analyzed:  see  below  U 

I  I 

ill  Attention.      Bruce  Gianninl  Reported:  10/14/97  !'; 

*    ...s.wn!«llii:        -•*-tHiniMl-~-=~-=-sai«>«wa«:-==:i.-= — •::milll..i  :  :      'lilliilllr  :=-=:^niiiu;i:===iE-ii;f6  ==::?--.,iuj::'i-=^—  iiiilil:-  =  :  -  -  — ina^i-i v  :  £::s.*«*i^«~~jii-«lt,«,i^.^M|||l|,ii:S 

;  '•"  == :;    -,:;inL:rrH::;.-:.«iiii.:„     _     •■■  .:.  -      "::iinm,--  ■ "  --'!'.,:m:?"=r:E~  F7iiininir-~=;==C':«gi.  :£._.--' "::  .;  ~':':imi  iirn;=::;  ss.iliiis33: 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710485-29 
Sample  Desc  LIQLHD.SV  20-B 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710465-30 
Sample  Desc  :  UQUID,SV  20-C 

Lead 

mg/L 

10/11/97 

00050 

N.D 

LabNo:  9710485-31 

Sample  Desc  :  UQUID,SV  20-C  (duplicate) 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No  9710485-32 
Sample  Desc  :  LlQUID,SV  Blank 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Via)yie8  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


hella  Flynn  / 
roject  Manager  / 


Page- 


10/14/97  11:58 


TX/RX  NO. 0298 


P. 059 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    478  5  0 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2 

1551  Newcomb  Avenue,  Rm.  103  ST.  ELIZABETH  PREG.  Date  Sampled  8/26/97 

San  FranciSCO,  CA    94124  Date  Received  8/27/97 

Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

SINK  Ft 

FACiLrr 

FIRST  C 

1 

47850-01 

kUCET 
•Y  ROOM 
)RAW 

1 .9 

1.0 

Client 
Micro 

BLANK 

2 

47850-02 

<      1 .0 

1.0 

7 


Technical  Supervisor:    7    XL*  —        "  '\'^  -9/1/97  Analyst'  FR 

Farid  Rameiai 

Micro  Analytical  Laboratories,  Inc.  is  accredited  tor  les^^nal^sis~1n-dFifiking  water  by  the  Calitornia  Department  ot  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
STEVENSON  ES 


Micro  Log  In    4  7  7  2  6 
Total  Samples  1  8 
Date  Sampled  8/20/97 
Date  Received  8/24/97 
Date  Analyzed  8/2  4/9  7 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


#3 


Micro  47726-01 

DRINKING  FOUNTAIN 

HALLWAY 

FIRST  DRAW 


2.2 


1.0 


Client 


#7 


Micro  47726-02 

DRINKING  FOUNTAIN 
HALL 

FIRST  DRAW 


1.0 


1.0 


Client 


#8 


Micro  47726-03 

DRINKING  FOUNTAIN 
HALL 

FIRST  DRAW 


1.6 


1.0 


Client 


#9 


Micro  47726-04 

DRINKING  FOUNTAIN 
ROOM  11 
FIRST  DRAW 


3.9 


1.0 


Client 


#11 


Micro  47726-05 

DRINKING  FOUNTAIN 
ROOM  12 
FIRST  DRAW 


8.0 


1.0 


Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  m  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  -  pan's  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
STEVENSON  ES 


Micro  Log  In    4  7  7  2  6 
Total  Samples  1  8 
Date  Sampled  8/20/9  7 
Date  Received  8/24/97 
Date  Analyzed  8/24/97 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


#14 


Micro  47726-06 

DRINKING  FOUNTAIN 
ROOM  13 
FIRST  DRAW 


2.0 


1.0 


Client 


#16 


Micro  47726-07 

DRINKING  FOUNTAIN 
ROOM  14 
FIRST  DRAW 


2.4 


1.0 


Client 


#19 


Micro  47726-08 

DRINKING  FOUNTAIN 
HALL 

FIRST  DRAW 


1.2 


1.0 


Client 


#20 


Micro  47726-09 

DRINKING  FOUNTAIN 
HALL 

FIRST  DRAW 


1 .6 


1.0 


Client 


#22 


Micro  47726-10 

DRINKING  FOUNTAIN 

OUTSIDE 

FIRST  DRAW 


2.5 


1.0 


Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 
SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  STEVENSON  ES 
San  Francisco,  CA  94124 


Micro  Log  In     4  7  7  2  6 
Total  Samples  1  8 
Date  Sampled  8/20/97 
Date  Received  8/24/97 
Date  Analyzed  8/24/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(PPb) 


Comments 


Client 

#23 

Micro  47726-11 

SINK  FAUCET 
KITCHEN  (NE) 
FIRST  DRAW 

3.5 

1.0 

Client 

#24 

Micro  47726-12 

SINK  FAUCET 
KITCHEN  (SE) 
FIRST  DRAW 

<      1  .0 

1.0 

Client 

#25 

Micro  47726-13 

SINK  FAUCET 
KITCHEN  (NW) 
FIRST  DRAW 

28.5 

1.0 

Client 

#26 

Micro  47726-14 

SINK  FAUCET 
KITCHEN  (SW) 
FIRST  DRAW 

<  1.0 

1.0 

Client 

#27 

Micro  47726-15 

DRINKING  FOUNTAIN 
ROOM  25 
FIRST  DRAW 

1.5 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate~#1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  Amencan  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  4 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  7  7  2  6 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  8 

1551  Newcomb  Avenue,  Rm.  103  STEVENSON  ES  Date  Sampled  8/20/97 

San  Francisco,  CA   94124  r,  .  Q       a  0,o„,n-, 

Date  Received  8/24/97 

Date  Analyzed  8/24/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


#33 


Micro  47726-16 

DRINKING  FOUNTAIN 
OUTSIDE  COURTYARD 
FIRST  DRAW 


2.7 


1.0 


Client 


#34 


Micro  47726-17 

DRINKING  FOUNTAIN 
OUTSIDE  COURTYARD 
BLANK 


Client 

Micro  47726-18 
SPIKED 


<      1  .0 


1.0 


#35 


49.9 


1.0 


Technical  Supervisor:    'V  K±  — V/'^<C*   9/6/97  Analyst:   ?!*  

Farid  Ramtez&qzaderl^.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead"  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    492  9  5 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  4 

1551  Newcomb  Avenue,  Rm.  103  STEVENSON  ES  Date  Sampled  10/2/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/8/9  7 

Date  Analyzed  10/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
KITCHE 
FIRST  I 

25A 

49295-01 

VUCET 
N  N.W 
)RAW 

1 .8 

1.0 

Client 
Micro 

SINK  Ft 
KITCHE 
FIRST  C 

25B 

49295-02 

WCET 
N  N.W 
IRAW 

2.1 

1.0 

Client 
Micro 

SINK  Ft 
KITCHE 
FIRST  C 

25C 

49295-03 

VUCET 
N  N.W 
IRAW 

2.9 

1.0 

Client 
Micro 

BLANK 

BLANK 

49295-04 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead^natysjsin  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1D37.  SaTnpfes  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  tor  "the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  9460S  •  (510)  653-0824 


f  i  ~"X         SPnilOia  680  Ck«aP«kf  Drive  Redwood  Gly,  CA  94063       (650)  364-9600  FAX  (650)  364-9133 

fAl        J^-Vjd^ia  404  NJ.  Wiget  Lane  Walnut  Creek;.  CA  94598       (510)988-9600         FAX  (510)  988 -9673 


Analytical 


8  J 9  Striker  Avenue.  Suite  B     Sacramento,  CA  95834  {916)  921-9600  FAX  19)6)  92  I  -0100 


mliiinnffl!ulllifllilMiliil!!iiiiili..il'iK.  SSij'HSss'lHajie!* 

sSFUSD 

pi  1 551  Newcomb  Ave.,  Rm.  103 
f  San  Francisco.  CA  94124 


"Client  Pro],  ID:  Stockton 
Lab  Proj.  ID:  9708D04 


Attention:     Bruce  Giannini 

.  ;t— sae^riiitittaMllUHIllUl  !■  ^jtiMUHMwmiiiiiiiii'iiiiiiiiiiiiiiiiiiniuiiy.* 


miiuiii  mini  niiijiiiiiuuamwfttWthitHUikiiiuiiiMiiiiiiiiiiuiiiiui 


Sampled:  09/23/97 

Received:  OB/25/97  l 

Analyzed:  see  below  | 

Reported:  06/28/97  1 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No.          9708 DO 4-01 
Sample  Desc  :  LlQUID.Stockton  1 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D04-02 

Sample  Desc  .  UQUID.Slockton  1  Duplicate 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D04-03 
Sample  Desc  :  LlQUID.Stockton  2 

Lead 

mg/L 

08/28/97 

0.0050 

00077 

Lab  NO;  9708D04-04 
Sample  Desc  :  LIQUID, Stockton  3 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  97Q8DQ4-Q5 

Sample  Desc  :  UQUID, Stockton  Blank 

Lead 

mg/L 

08/28/97 

00050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


Page: 


08/29/97    17:44         TX/RX  NO. 9320         P. 011 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In     477  8  5 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  3 

1551  Newcomb  Avenue,  Rm.  103  SUNNYSIDE  ES  Date  Sampled  8/23/97 

San  FranciSCO,  CA    94124  Date  Received  8/2  5/9  7 

Date  Analyzed  8/25/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
0068 
FIRST  C 

SUNNYSIDE  #1 

47785-01 
VUCET 

(RAW 

14.7 

1.0 

Client 
Micro 

SINK  Ft 
0048 
FIRST  C 

SUNNYSIDE  #2 

47785-02 
VUCET 

)RAW 

2.4 

1.0 

Client 
Micro 

SINK  Ft 
0038 
FIRST  Z 

SUNNYSIDE  #3 

47785-03 
VUCET 

(RAW 

4.8 

1.0 

Client 
Micro 

SINK  Ft 
021 B 
FIRST  C 

SUNNYSIDE  #4 

47785-04 
VUCET 

)RAW 

16.1 

1.0 

Client 
Micro 

SINK  Fi 
0188 
FIRST  C 

SUNNYSIDE  #5 

47785-05 
VUCET 

IRAW 

4.9 

1.0 

/.'  j\ 

Technical  Supervisor:    t  Li^-V-^/   8/29/97         Analyst:  .  

Farid  Rarnezanzaclefu^M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  In  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3B 
1063  PROJECT:  Micro  Log  In    4  778  5 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  3 

1551  Newcomb  Avenue,  Rm.  103  SUNNYSIDE  ES  Date  Sampled  8/23/97 

San  Francisco,  CA  94124  _  ,  0  JO,nBln-, 

Date  Received  8/25/97 
Date  Analyzed  8/25/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

SUNNYSIDE  #6 

Micro  47785-06 

SINK  FAUCET 
0166 

FIRST  DRAW 

9.8 

1.0 

Client 

SUNNYSIDE  #7 

Micro  47785-07 

SINK  FAUCET 
01SA 

FIRST  DRAW 

14.6 

1.0 

Client 

SUNNYSIDE  #8 

Micro  47785-08 

SINK  FAUCET 
0148 

FIRST  DRAW 

1  .7 

1.0 

Client 

SUNNYSIDE  #9 

Micro  47785-09 

SINK  FAUCET 
01 38 

FIRST  DRAW 

1.1 

1.0 

Client 

SUNNYSIDE  #10 

Micro  47785-10 

SINK  FAUCET 
TEACHERS  LOUNGE 
FIRST  DRAW 

1  .4 

1.0 

Technical  Supervisor:  1         — — ^XAi  ^  8/29/97  Analyst:  

Farid  Ramezanz^deh^.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in'  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
SUNNYSIDE  ES 


Micro  Log  In    4  7  7  8  5 
Total  Samples  1  3 
Date  Sampled  8/23/97 
Date  Received  8/25/97 
Date  Analyzed  8/25/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

SUNNYSIDE  #11 

Micro 

47785-1 1 

1 1 .9 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
EXT.  YARD 
FIRST  DRAW 

Client 

SUNNYSIDE  #12 

Micro 

47785-12 

5.8 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
EXT.  YARD 
FIRST  DRAW 

Client 

SUNNYSIDE  #13 

Micro 

BLANK 

47785-13 

<      1 .0 

1.0 

Technical  Supervisor: 


/29/97 


Analyst: 


FR 


Farid  Ramezarrcadeh,  to.^. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  ol  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Analytical 


680  Chesapeske  Drive 

■404  N.  Wiget  Lane 

8)9  Striker  Avenue.  Suite  6 


Redwood  City  CA  94063 
Walnut  Creek,  CA 
Sacramento.  CA  95854 


(650)  ?64  9600 
(510)  9B89600 
(916)  921-96O0 


FAX  (650)  364,9233 
FAX  1510)  988-9673 
FAX  (916)  921.0100 


SFUSD 

!!!  1551  Newcomb  Ave.,  Rm.  103 
ip  San  Francisco,  CA  94124 


£  Attention: 


Bruce  Giannini 


• ;  r-ss-si-sssaiU.  

Client  Proj.  ID'  Sunnyslde  ES 
Lab  Proj.  ID.  9710492 

:  :=:25:5:5iiiS;sS:53s:!Bf)|'|IIIIIIIIIBIIIIIIi;ii;.; 


.•:  iiniii-.  ••?: "      -  r-r 


" SifirfirtmiiPy^  ===     -  ...uiiiimiiiHii'' 

Sampled:  10/07/97  I 
Received-  10/09/97  g 
Analyzed:  see  below  ]!! 

Reported:  10/14/97  ll 


LABORATORY  ANALYSIS 

Analyte  Units  Date  Detection  Sample 

Analyzed  Limit  Results 


Lab  NO  9710492-01 

Sample  Desc  :  LIQUID,Sunnyside  1-A 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710492-02 

Sample  Desc  LIQUID.Sunnyslde  1-B 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710492-03 

Sample  Desc  :  LIQUID,Sunny3ide  1-C 

Lead 

mg/L 

10/11/97 

0.0050 

0.010 

LabNo'  9710492-04 

Sample  Desc  :  LIQUlD.Sunnyside  4-A 

Lead 

mg/L 

10/11/97 

0.0050 

0.0060 

LabNo:  9710492-05 

Sample  Desc  :  LIQUID, Sunnyslde  4-B 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No.  9710492-06 

Sample  Desc  ;  LIQUID.Sunnyside  4-C 

Lead 

mg/L 

10/11/97 

0.0050 

0.0060 

LabNo:  9710492-07 

Sample  Desc  LIQUID,Sunny»kle  7-A 

Lead 

mg/L 

10/11/97 

0.0050 

N.D, 

Analytes  reported  as  N  D  were  not  present  above  the  elated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


10/14/97    11:58         TX/RX  NO. 0298         P. 039 


Sequoia 
<%f  Analytical 


680  Chesapeake  Drive  Redwood  City,  CA  94063 
404  M.  Wigc<  Line  Walnut  Creek,  CA  £4598 

619  Sirfker  Avenue,  Suitr  8     Sacramento,  CA  95834 


(650)  364-9600 
(510)  988.9600 
(916)   921  9600 


FAX  (650)  564-9D39 
FAX  (510)  988-9673 
FAX  (916)  921-0100 


SFUSD 

1561  Newcornb  Ave.,  Rm.  103 
San  Francisco,  CA  94124 

Attention:      Bruce  Giannini 


zs.z^~....: .    :  ■  :  ■   ••;n.iiiiiiimlmK= 

Client  Proj.  ID:  Sunnyside  ES 
LabProj.  ID:  9710492 


-    HH  =  =H===  -"IWiSlI  Mil 

-        »;...  ^•■:i:i!imi«o»iiiii|iil(r(BltSBiiasas»sisssia;: 

LABORATORY  ANALYSIS 


;ir~====i~;-i«iii:iiiiimiMi:i;ii  ■■;  ;  -  •    ■  =;    .u  EiEinoin  • 

 |l.|l,l:i!-loir,I,  ■  -  '  J-SITI'IMlllnj;.. 

Sampled:  10/07/97 
Received:  10/09/97  I 
Analyzed:  see  below  | 

Reported:  10/14/97  I 

-  -::Ha»2iKSewftm«ih,iu,',,iii  „:„,■:   n 


Analyte  Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710492-08 

Sample  Desc  :  LIQUID, Sunnyside  7-B 

Lead  mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710492-09 

Sample  Desc  LIQUlD,Sunnyside  7-C 

Lead  mg/L 

10/11/97 

0.0050 

N.D. 

-abNo:  9710492-10 

Sample  Desc  :  LIQUID, Sunnyside  7-C  (duplicate) 

Lead  mg/L 

10/11/97 

0.0050 

N.D. 

.abNo:  9710492-11 

^ampie  Desc  :  LIQUID, Sunnyside  Blank 

Lead  mg/L 

10/11/97 

0.0050 

N.D. 

ytea  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

QUOf A  ANALYTICAL  -  ELAP  #1210 


ila  Flynn 
ect  Manager 


Page: 


10/14/97  11:58 


TX/RX  NO. 0298 


P. 040 


Page  1 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    475  7  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  SUNSET  ES  Date  Sampled  8/20/97 

San  Francisco,  CA   94124  ^  .  n    .    .  „,„„,„_ 

'  Date  Received  8/20/97 

Date  Analyzed  8/2  0/9  7 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 

1 

Micro  47578-01 
SINK  FAUCET 

SMALL  KITCHEN  AREA  •  010C 
FIRST  DRAW 

3.6 

1.0 

Client 

2 

I 

I 

I 

Micro 

47578-02 

1.0 

I 

DRINKING  FOUNTAIN 
CORRIDOR  C-92  /  FIRST  FLOOR 
FIRST  DRAW 

2.7 

Client 

3 

Micro  47578-03 

SINK  FAUCET 
KITCHEN  AREA- 01 5A 
FIRST  DRAW 

7.2 

1.0 

Client 

4 

Micro 

47578-04 

19.6 

1.0 

DRINKING  FOUNTAIN 
CLASSROOM  014 
FIRST  DRAW 

Client 

5 

Micro 

47578-05 

10.8 

1.0 

DRINKING  FOUNTAIN 
CLASSROOM  012 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  l§ad  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7578 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  SUNSET  ES  Date  Sampled  8/20/97 

San  FranciSCO,  CA    94124  Date  Received  8/20/9  7 

Date  Analyzed  8/2  0/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
OUTSID 
FIRST  r. 

6 

47578-06 

MG  FOUNTAIN 

E  BY  ROOM  12  DOOR 

)RAW 

1  0.2 

1.0 

Client 
Micro 

DRINKI 
CLASSF 
FIRST  C 

7 

47578-07 

MG  FOUNTAIN 
lOOM  005 
)RAW 

88.8 

3.3 

Client 
Micro 

DRINKI 
CLASSF 
FIRST  C 

8 

47578-08 

MG  FOUNTAIN 

IOOM004 

)RAW 

1  00 

3.3 

Client 
Micro 

DRINKI 
CLASSF 
FIRST  E 

9 

47578-09 

MG  FOUNTAIN 
lOOM  003 
)RAW 

9.9 

1.0 

Client 
Micro 

CLASSF 
FIRST  C 

1  0 

47578-10 

lOOM  001 
)RAW 

49.9 

1.0 

Technical  Supervisor: 


9/8/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaa  analysis~1rrdrinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7578 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  SUNSET  ES  Date  Sampled  8/20/97 

San  Francisco,  CA   94124  „  .  n    .    .  Binnlni, 

'  Date  Received  8120197 

Date  Analyzed  8/2  0/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  1 

Micro    47578-1 1 

OUTSIDE  YARD  BY  ROOM  001 
FIRST  DRAW 

33.2 

1.0 

Client 

1  2 

Micro 

BLANK 

47578-12 

<1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  tead-analysisin-drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  8024 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  7 

1551  Newcomb  Avenue,  Rm.  103  SUNSHINE  HS  Date  Sampled  8/2  6/9  7 

San  FrancisCO,  CA    94124  Date  Received  8/30/9  7 

Date  Analyzed  8/30/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1 

Micro  48024-01 
SINK  FAUCET 

KITCHEN  •  1ST  FLOOR  NORTH 
FIRST  DRAW 

6.6 

1.0 

Client 

2 

Micro  48024-02 

SINK  FAUCET 
KITCHEN  -  ROOM  4 
FIRST  DRAW 

3.3 

1.0 

Client 

3 

Micro  48024-03 
FIELD  BLANK 

<      1 .0 

1.0 

Client 

4 

Micro  48024-04 

SINK  FAUCET 
ROOM  15  "POOL" 
FIRST  DRAW 

1.7 

1.0 

Client 

5 

Micro  48024-05 

SINK  FAUCET 

KITCHEN  OF  SEWING  ROOM 
N.W  CORNER  •  1ST  FLOOR 
FIRST  DRAW 

5.0 

1.0 

Technical  Supervisor:      '  N/'~N>g/ — x  ^  9/6/97  Analyst:  

Farid  Ramezanzadeh,  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  irv-drihking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In  48024 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  7 

1551  Newcomb  Avenue,  Rm.  103  SUNSHINE  HS  Date  Sampled  8/26/97 

San  Francisco,  CA   94124  n,  _    .    .  „'_..__ 

Date  Received  8/30/97 

Date  Analyzed  8/30/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

6 

Micro 

48024-06 

3.1 

1.0 

DRINKING  FOUNTAIN 

2ND  FLOOR  HALL  S.W  CORNER 

FIRST  DRAW 

Client 

7 

Micro 

48024-07 

1  .6 

1.0 

WATER-COOLED  DRINKING  FOUNTAIN 
2ND  FLOOR  HALL  N.E  CORNER 
FIRST  DRAW 

■J  c 

Technical  Supervisor:     _  ^ <- — ^ -~ ^l^l^1  Analyst:  

Farid  RamezahzadeKTM.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinkfng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
SUTRO  ES  /  CC 


Micro  Log  In    4  7  9  4  0 
Total  Samples  2  3 
Date  Sampled  8/24/97 
Date  Received  8/2  9/9  7 
Date  Analyzed  9/2/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
RM12 
FIRST  C 

#  1 

47940-01 
MG  FOUNTAIN 

)RAW 

3.0 

1.0 

Client 
Micro 

DRINKI 
RM13 
FIRST  C 

#  2 

47940-02 
*JG  FOUNTAIN 

)RAW 

15.2 

1.0 

Client 
Micro 

DRINKI 
RM14 
FIRST  C 

#  3 

47940-03 
FOUNTAIN 

)RAW 

1 1.6 

1.0 

Client 
Micro 

DRINKI 
RM  11 
FIRST  t 

#  4 

47940-04 
MG  FOUNTAIN 

>RAW 

77.4 

2.9 

Client 
Micro 

DRINKI 
CORRIC 
FIRST  t 

#  5 

47940-05 

NG  FOUNTAIN 
X3R  2ND  FLOOR 
)RAW 

6.1 

1.0 

Technical  Supervisor: 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  l&acLar«klysis  m'drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  7  9  4  0 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  3 

1551  Newcomb  Avenue,  Rm.  103  SUTRO  ES  /  CC  Date  Sampled  8/24/97 

San  Francisco,  CA   94124  _  ,  _  . 

Date  Received  8/29/97 

Date  Analyzed  9/2/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

#  6 

15.1 

1.0 

Micro  47940-06 

DRINKING  FOUNTAIN 
RM  8 

FIRST  DRAW 

Client 

#  7 

8.3 

1.0 

Micro  47940-07 

DRINKING  FOUNTAIN 
RM  9 

FIRST  DRAW 

Client 

#  8 

14.5 

1.0 

Micro  47940-08 

DRINKING  FOUNTAIN 
RM  7 

FIRST  DRAW 

Client 

#  9 

9.4 

1.0 

Micro  47940-09 

DRINKING  FOUNTAIN 
RM10 

FIRST  DRAW 

Client 

#  10 

6.7 

1.0 

Micro  47940-10 

DRINKING  FOUNTAIN 
RM  1 

FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead^Bnaiysfesnjixinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7  940 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  3 

1551  Newcomb  Avenue,  Rm.  103  SUTRO  ES  /  CC  Date  Sampled  8/24/97 

San  FranciSCO,  CA    94124  Date  Received  8/29/97 

Date  Analyzed  9/2/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Ciient  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
RM  4 
FIRST  C 

#  11 

47940-1 1 
HG  FOUNTAIN 

>RAW 

14.4 

1.0 

Client 
Micro 

DRINKI 
RM  2 
FIRST  C 

#  12 

47940-12 
MG  FOUNTAIN 

>RAW 

17.6 

1.0 

Client 
Micro 

DRINKI 
RM  3 
FIRST  C 

#  13 

47940-13 
HG  FOUNTAIN 

(RAW 

2.5 

1.0 

Client 
Micro 

DRINKI 
RM  5 
FIRST  t 

#  14 

47940-14 
YG  FOUNTAIN 

)RAW 

12.4 

1.0 

Client 
Micro 

DRINKI 
RM  6 
FIRST  I 

#  15 

47940-15 
MG  FOUNTAIN 

)RAW 

6.1 

1.0 

Technical  Supfirvisnr:    ±  it< — ^  — ^:^^V^  -9/6/91  Analyst:  

Farid  Ramezahx^hTKfcS. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  7  9  4  0 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  3 

1551  Newcomb  Avenue,  Rm.  103  SUTRO  ES  /  CC  Date  Sampled  8/24/97 

San  Francisco,  CA   94124  _  ,  _    .  . 

Date  Received  8/29/97 
Date  Analyzed  9/2/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

#  16 

1 1.9 

1.0 

Micro  47940-16 

SINK  FAUCET 
STAFF  LUNCH  ROOM 
FIRST  DRAW 

Client 

#  17 

91.0 

3.3 

Micro  47940-17 

SINK  FAUCET 
CC  KITCHEN 
FIRST  DRAW 

Client 

#  18 

1.1 

1.0 

Micro  47940-18 

DRINKING  FOUNTAIN 
UPPER  YARD  L  -  DF 
FIRST  DRAW 

Client 

#  19 

<      1 .0 

1.0 

Micro  47940-19 

DRINKING  FOUNTAIN 
UPPER  YARD  R  -  DF 
FIRST  DRAW 

Client 

#  20 

7.0 

1.0 

Micro  47940-20 

SINK  FAUCET 

CC  INSIDE  KITCHEN 

FIRST  DRAW 

Technical  Supervisor:    ig_        -  -■  c'- ■  ^  ^  - — Analyst:  iUj 


Farid  Ramezlirlz^erYrM^ 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead^analysis~1n-dfinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 
SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  SUTRO  ES  /  CC 
San  Francisco,  CA  94124 

Date  Analyzed  9/2/97 


Micro  Log  In  4  7  9  4  0 

Total  Samples  2  3 

Date  Sampled  8/24/97 

Date  Received  8/29/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

#  21 

<      1 .0 

1.0 

Micro  47940-21 

MULTIPLE  DRINKING  FOUNTAIN 
LOWER  YARD 
FIRST  DRAW 

Client 

#  22 

<      1 .0 

1.0 

Micro 

BLANK 

47940-22 

Client 

#  23 

1 1 .2 

1.0 

Micro  47940-23 

DRINKING  FOUNTAIN 
MAIN  OFFICE 
FIRST  DRAW 

Technical  Supervisor:         Lft=t  -  = — ■^e/97  Analyst:  

Farid  Ramezanzao^^, ^S>. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  ot  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  49314 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  30 

1551  Newcomb  Avenue,  Rm.  103  SUTRO  ES  /CC  Date  Sampled  10/4/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/8/9  7 

Date  Analyzed  10/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

1-A 

12.2 

1.0 

Micro  49314-01 

DRINKING  FOUNTAIN 
ROOM  5 
RE-SAMPLE 

Client 

1-B 

3.7 

1.0 

Micro  49314-02 

DRINKING  FOUNTAIN 

ROOMS 

RE-SAMPLE 

Client 

1-C 

7.1 

1.0 

Micro  49314-03 

DRINKING  FOUNTAIN 
ROOM  5 
RE-SAMPLE 

Client 

2-A 

4.9 

1.0 

Micro  49314-04 

DRINKING  FOUNTAIN 
ROOM  2 
RE-SAMPLE 

Client 

2-B 

2.4 

1.0 

Micro  49314-05 

DRINKING  FOUNTAIN 
ROOM  2 
RE-SAMPLE 

Technical  Supervisor:       ^  /J/u— 


10/10/97 


Analyst: 


FR 


Farid  Ram€ 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  ar^ysls^in^rinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate\£103J.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  fortne  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  49314 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3  0 

1551  Newcomb  Avenue,  Rm.  103  SUTRO  ES  /CC  Date  Sampled  1  0/4/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/8/9  7 

Date  Analyzed  10/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

2-C 

5.4 

1.0 

Micro  49314-06 

DRINKING  FOUNTAIN 
ROOM  2 
RE-SAMPLE 

Client 

3-A 

2.3 

1.0 

Micro  49314-07 

DRINKING  FOUNTAIN 
ROOM  4 
RE-SAMPLE 

Client 

3-B 

2.0 

1.0 

Micro  49314-08 

DRINKING  FOUNTAIN 
ROOM  4 
RE-SAMPLE 

Client 

3-C 

3.7 

1.0 

Micro  49314-09 

DRINKING  FOUNTAIN 
ROOM  4 
RE-SAMPLE 

Client 

4-A 

2.1 

1.0 

Micro  49314-10 

DRINKING  FOUNTAIN 
ROOM  7 
RE-SAMPLE 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in\JrinRjng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #103T>-Sample5-«re  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  m 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  49314 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  30 

1551  Newcomb  Avenue,  Rm.  103  SUTRO  ES  /CC  Date  Sampled  10/4/97 

San  Francisco,  CA   94124  _  .  „ 

Date  Received  10/8/97 
Date  Analyzed  10/8/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

4-B 

1.9 

1.0 

Micro  49314-11 

DRINKING  FOUNTAIN 
ROOM  7 
RE-SAMPLE 

Client 

4-C 

2.8 

1.0 

Micro  49314-12 

DRINKING  FOUNTAIN 
ROOM  7 
RE-SAMPLE 

Client 

5-A 

1.8 

1.0 

Micro  49314-13 

DRINKING  FOUNTAIN 
ROOM  8 
RE-SAMPLE 

Client 

5-B 

1.7 

1.0 

Micro  49314-14 

DRINKING  FOUNTAIN 
ROOM  8 
RE-SAMPLE 

Client 

5-C 

2.7 

1.0 

Micro  49314-15 

DRINKING  FOUNTAIN 
ROOM  8 
RE-SAMPLE 

Technical  Supervisor:  j  j^f^ *~V"~ }^~^        10/10/97         Analyst:   H  

Farid  Ramezanzadeh,  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  fo^]ea^aoaJys>s  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  ■  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4931  4 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  30 

1551  Newcomb  Avenue,  Rm.  103  SUTRO  ES  /CC  Date  Sampled  10/4/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/8/ 9 7 

Date  Analyzed  10/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

6-A 

18.1 

1.0 

Micro  49314-16 

DRINKING  FOUNTAIN 
ROOM  11 
RE-SAMPLE 

Client 

6-B 

5.2 

1.0 

Micro  49314-17 

DRINKING  FOUNTAIN 
ROOM  11 
RE-SAMPLE 

Client 

6-C 

9.8 

1.0 

Micro  49314-18 

DRINKING  FOUNTAIN 
ROOM  11 
RE-SAMPLE 

Client 
Micro 

DRINKI 
ROOM1 
RE-SAA/ 

7-A 

2.7 

1.0 

49314-19 

>JG  FOUNTAIN 
4 

IPLE 

Client 

7-B 

2.0 

1.0 

Micro  49314-20 

DRINKING  FOUNTAIN 
ROOM  14 
RE-SAMPLE 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  anafysjsi in)drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate.  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
SUTRO  ES  /CC 


Micro  Log  In    4  9  314 
Total  Samples  30 
Date  Sampled   10/4/9  7 
Date  Received  10/8/97 
Date  Analyzed  10/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

7-C 

5.1 

1.0 

Micro  49314-21 

DRINKING  FOUNTAIN 
ROOM  14 
RE-SAMPLE 

Client 

8-A 

3.3 

1.0 

Micro  49314-22 

DRINKING  FOUNTAIN 
ROOM  13 
RE-SAMPLE 

Client 

8-B 

3.0 

1.0 

Micro  49314-23 

DRINKING  FOUNTAIN 
ROOM  13 
RE-SAMPLE 

Client 

8-C 

6.6 

1.0 

Micro  49314-24 

DRINKING  FOUNTAIN 
ROOM  13 
RE-SAMPLE 

Client 

9-A 

4.7 

1.0 

Micro  49314-25 

SINK  FAUCET 
STAFF  LUNCH  ROOM 
RE-SAMPLE 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  -gnalyj 


Analyst: 


FR 


ng  water  by  the  California  Department  of  Health  Services,  Environmental 


Laboratory  Accreditation  Program  (ELAP),  Certificate  #103?^  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  49314 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  30 

1551  Newcomb  Avenue,  Rm.  103  SUTRO  ES  /CC  Date  Sampled  10/4/97 
San  Francisco,  CA  94124 


Date  Received  10/8/97 
Date  Analyzed  10/8/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

9-B 

Micro  49314-26 

SINK  FAUCET 
STAFF  LUNCH  ROOM 
RE-SAMPLE 

4.0 

1.0 

Client 

9-C 

Micro  49314-27 

SINK  FAUCET 
STAFF  LUNCH  ROOM 
RE-SAMPLE 

6.9 

1.0 

Client 

10-A 

Micro  49314-28 

SINK  FAUCET 
CC  /  KITCHEN 
RE-SAMPLE 

1 .6 

1.0 

Client 

10-B 

Micro  49314-29 

SINK  FAUCET 
CC  /  KITCHEN 
RE-SAMPLE 

2.2 

1.0 

Client 

10-C 

Micro  49314-30 

SINK  FAUCET 
CC  /  KITCHEN 
RE-SAMPLE 

3.8 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  inc.  is  accredited  foNead  arlalysHs  in  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  CemficatettC37\5amples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
JOHN  SWETT  ES  &  PK 


Micro  Log  In     4  7  5  7  7 
Total  Samples  1  2 
Date  Sampled   8/20/9  7 
Date  Received  8/20/97 
Date  Analyzed  8/20/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1 

3.2 

1.0 

Micro  47577-01 

DRINKING  FOUNTAIN 
CAFE 
ROOM  110 
FIRST  DRAW 

Client 

2 

5.5 

1.0 

Micro  47577-02 

SINK  FOUNTAIN 
KITCHEN 
ROOM  112 
FIRST  DRAW 

Client 

3 

3.1 

1.0 

Micro  47577-03 

DRINKING  FOUNTAIN 
PRE-K 
ROOM  111 
FIRST  DRAW 

Client 

4 

6.3 

1.0 

Micro  47577-04 

DRINKING  FOUNTAIN 

PRE-K 

C92 

FIRST  DRAW 

Client 

5 

9.9 

1.0 

Micro  47577-05 

DRINKING  FOUNTAIN 

1ST  FLOOR 

090 

FIRST  DRAW 

Technical  Supervisor: 


Farid  Rame^aliz^derTrMS- 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


063  PROJECT:  Micro  Log  In    47  5  77 

5FUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  2 

551  Newcomb  Avenue,  Rm.  103  JOHN  SWETT  ES  &  PK  Date  Sampled  8/2  0/9  7 

Jan  FranciSCO,  CA    94124  Date  Received  8/20/97 

Date  Analyzed  8/20/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

6 

Micro 

47577-06 

1.0 

DRINKING  FOUNTAIN 

2ND  FLOOR 

C90 

FIRST  DRAW 

4.5 

Client 

7 

Micro 

47577-07 

4.8 

1.0 

DRINKING  FOUNTAIN 
BASEMENT 

C90 

FIRST  DRAW 

Client 

8 

Micro 

47577-08 

1  1.0 

1.0 

DRINKING  FOUNTAIN 
BASEMENT 
K-1.ROOM  001 
FIRST  DRAW 

Client 

9 

Micro 

47577-09 

5.8 

1.0 

DRINKING  FOUNTAIN 
BASEMENT 
K-2,  ROOM  002 
FIRST  DRAW 

Client 

1  0 

Micro 

47577-10 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
YARD  -  EAST  SIDE  OF  BUILDING 
FIRST  DRAW 

6.1 

Technical  Supervisor: 


Farid  Ram^nzade^TTfiTrS^ 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  JOHN  SWETT  ES  &  PK 

San  Francisco,  CA  94124 


Micro  Log  In    4  7  5  7  7 
Total  Samples  1  2 
Date  Sampled   8/2  0/9  7 
Date  Received  8/20/97 
Date  Analyzed  8/2  0/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  1 

Micro 

47577-1 1 

MULTIPLE  DRINKING  FOUNTAIN 
YARD  -  WEST  SIDE  OF  BUILDING 
FIRST  DRAW 

4.6 

1.0 

Client 

1  2 

Micro 

BLANK 

47577-12 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  artatysisTrnifinking  water  by  the  Calitomia  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


/T\  Sequoia 
Analytical 


680  Ocsapcake  Drive  Redwood  City,  CA  94063       (650)  364-9600  FAX  (650)  364-9133 

404  N.  Wget  Une  Walnut  Creek,  CA  94598      (510)  988-9600         fAX  (510)  988-9673 

819  Sinker  Avenue.  Suites    Sacramento,  CA  95834  (916)921-9600  FAX  (9 16)  921-0100 


■M^E^Bjg^lMgpPggMiMag  —TPBh 

JFUSD  Client  Proj.  ID:     ER  Taylor  ES  Sampled:  08/13/97  | 

551  Newcomb  Ave.,  Rm  103  Received:  08/13/97  jjj 

>an  Francisco,  CA  94124  Lab  Proj.  ID:  97QB766  Analyzed:  see  below  | 


Attention:      Bruce  Giannini 


Ggj^^aiS™  Uiii  nun; 


LABORATORY  ANALYSIS 


Reported:  08/22/97  _J 

»W!W^ri-tii3Hisaiigi||l|UMiilM^^S^~ 


knalyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708756-01 
Sample  Desc  :  LIQUID, 1 

Lead 

mg/L 

08/20/97 

0.0050 

0.024 

Lab  No:  9708756-02 
Sample  Desc  LIQUID, 2 

Lead 

mg/L 

08/20/97 

0.0050 

0.0072 

Lab  No:  9708756-03 
Sample  Desc  :  LIQUID, 3 

Lead 

mg/L 

08/20/97 

0.0050 

0.0076 

Lab  No:  9708756-04 
Sample  Desc  :  LIQUID, 4 

Lead 

mg/L 

08/20/97 

0.0050 

0.0076 

Lab  No:  9708756-05 
Sample  Desc  :  LIQUID, 5 

Lead 

mg/L 

08/20/97 

0.0050 

0.0063 

Lab  No:  9708756-06 
Sample  Desc  :  LIQUID, 6 

Lead 

mg/L 

08/20/97 

0.0050 

0.011 

Lab  No:  9708756-07 
Sample  Desc .  UQUID,7 

Lead 

mg/L 

08/20/97 

0.0050 

0-021  / 

Anatytas  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


*7 


Page 


08/22/97  15:16 


TX/RX  NO. 9162 


P. 010 


luoia 


£D  Seqi 

Analytical 


680  Chesapeake  Dnvc 

40-4  N.  Wiget  Unc 

8  19  Striker  Avenue,  Suitt  8 


Redwood  Ory,  CA  94CK.3 
Walnut  Creek.  CA  94598 
Sacramento,  CA  95834 


(650)  364-9600 
(510)  988-9600 
(9i6)  921-9600 


-  i       r .    .  1  i  I 

FAX  (650)  364-9233 
FAX  (510)  988-9673 
FAX  (916)  921-0100 


1TWWIB2!  'IT  r:;;;;:.:W!W~5i;.b  IIIK.  C  -=:=;diiiilKias=.~=  •"■IMIIIIIIIK^  lliillillll  !Sl^llliHllli;!lli-^uJlmH|ll«S^55=5aillllHliba— .-■  : ■■|,!llllllllllli=^==Sflmilimnir7-- -W^-suUnH 


Qient  Proj.  ID;  £R  Taylor  ES 
Lab  Proj.  ID:  9708756 


jij  SPUSD 

1 1551  Newcomb  Ave.,  Rm.  103 
||  San  Francisco,  CA  94124 

Hi  Attention:      Bruce  Giannini 

LABORATORY  ANALYSIS 


Sampled:  08/13/97 
Received:  06/13/97  £ 
Analyzed:  see  below  iii 

I 

Reported:  05722/97  g 

ijiiugte^|giSmiiiiini||iniiirt.r,  --  -   _  . 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9706756-00 
Sample  Desc  .  LIQUID, 8 

Lead 

mg/L 

08/20/97 

0.0050 

0.0065 

Lab  No:  9708756-O9 
Sample  Desc :  LIQUID,S 

Lead 

mg/L 

06/20/97 

0.0050 

N.D. 

Lab  No:  9708756-10 
Sample  Desc  :  LIQUID,  10 

Lead 

mg/L 

08/20/97 

0.0050 

0.010 

Lab  No:          9708756-1 1 
Sample  Desc  :  LIQUID,  11 

Lead 

mg/L 

06/20/97 

0.0050 

N.D. 

Lab  No:  9708756-12 
Sample  Desc  -  LIQUID,  12 

Lead 

mg/L 

06/20/97 

0.0050 

0.073  y- 

Lab  No:  9706756-13 
Sample  Desc  :  LIQUID,  13 

Lead 

mg/L 

06/20/97 

0.0050 

0.010 

Lab  No:  9708756-14 
Sample  Desc  :  LIQUID,  14 

Lead 

mg/L 

08/21/97 

0.0050 

0.0059 

Analytes  reported  as  N.D.  wer#  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  FlynV 
Project  Manager 


Page: 


08/22/97    15:16         TX/RX  NO. 9162         P. 011 


/TN  Sequoia 
~  Analytical 


680  Chesapeake  Drive  Redwood  City,  CA  9*063       (650)  364-9600  FAX  (650)  364-9233 

404  N  Wiget  Une  Walnut  Creek,  CA  94598       (510)  988-9600  FAX  (510)  988-9673 

819  Striker  Avenue,  Suite  8     Sacramento,  CA  95834  (916)  921-9600  FAX  (916)  921-0100 


ga3iliil«r~-=»n!m»ia=rr-.  ..mill  KKEiHisiwHniiour-'-;^  i illhi 1 1 iim_     %  liiliiwiii  ii  iiljliii  i    .   Ilium        i  i T ii  I  n  i  inflllljiii  


1551  Newcomb  Ave,  Rm.  103 
San  Francisco,  CA  94124 


Client  Pro],  ID:  ER  Taylor  ES 
Lab  Proj.  ID:  9708756 


Sampled:  08/13/97  § 
Received:  06/13/97  |y 
Analyzed:  see  below  1 


Attention-      Bruce  Glannini 

 ""■  ■  -.-    Illllllllllll       i    HWWI   niiiiiiir""=gs 

i  iiHMMg           liil.""iw  • '  :• 

 i"iiri|iiiii  i  '— s— rniimii  iiiii 

Reported: 

saBgBaail*aiBM 

08/22/97  jjj 

8^^^yami.»sFs=a!>wimi«;i=--7H'wiiiiiiiii:  :•  ;»««iii«S5 

-=  --— ttJiLimji.-.;  .•  ..  . 

LABORATORY  ANALYSIS 

Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708756-15 
Sample  Desc :  LIQUID,  15 

Lead 

mg/L 

08/20/97 

0.0050 

0.0072 

Lab  No  9708756-16 
Sample  Desc :  UQUID.16 

Lead 

mg/L 

08/20/97 

0.0050 

N.D. 

Lab  No.  9708756-17 
Sample  Desc  :  LIQUID, 17 

Lead 

mg/L 

08/20/97 

0,0050 

N.D. 

Lab  No.  9708756-18 
Sample  Desc  :  LIQUID,  18 

/ 

Lead 

mg/L 

08/20/97 

0.0050 

0.010 

Lab  No:  9708756-19 
Sample  Desc  LIQUID,  1 9  (Blank) 

Lead 

mg/L 

08/20/97 

0.0050 

N.D.  V 

Lab  No:  9708756-20 
Sample  Desc  :  LIQUID, 20 

Lead 

mg/L 

08/20/97 

0.0050 

0.0065 

Lab  No:  9708756-21 
Sample  Desc  :  LIQUID, 6  Duplicate 

Lead 


mg/L 


08/20/97 


0.0050 


0.010 


AneJytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


08/22/97     15:16  TX/RX  NO. 9162  P. 012 


Qpfllinia  690  Qicsapfaltr  Driv«  Redwood  City,  CA  94063       (650)364-9600  FAX  (650)  364-9233 

f     4    A        JC^UUIO  404  N.  Wigec  Lane  Walnu<  Creek,  CA  9459B       (510)  9«8-9<500         FAX  (510)  988  9673 


Analytical 


819  Striker  Avtnuc,  Suite  8     S»crem«nio,  CA  95834  (916)921-9600  FAX  (916)  92 1-0100 


il"w*r-r  »•:••=  =-  yiteiws,E5:T-T*!>'-  w  -.::=:  ^sliaymae-;^™--  :lllllftiiiniii>< 

S  SFUSD  Client  Proj.  ID;     ER  Taylor  ES 

si  1551  Newcomb  Ave.,  Rm.  103 

!  San  Francisco.  CA  94124  Ub  Proj.  ID:  9708756 


.luiiliiliiijiuH-si^^i^ushlliiiilliiuiii""  iiiiWihMnmnaai. 

Sampled:  08/13/97  I 
Received:  08/13/97  | 
Analyzed:  see  below  1 


I  Attention:     Bruce  Glannini 

Iliiiiiing^^as4aauaiin  ,„.  ii-ilua— mii'fi 


ki^:^^:^BHiBaM 


==;=;==r;;'liiiiilllii|;:-i=- 


Reported:  08/22/97 

'"•■"'Hiiiiiiiiiiiiiiiiiii""-'-    '  — i 


LABORATORY  ANALYSIS 


Analyte 


Units 


Dote 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708756-22 

Sample  Desc  :  LIQUID,  14  Duplicate 

Lead 


mg/L 


08/20/97 


0.0050 


0.0059 


Lab  No:  9708756-23 

Sample  Desc  :  LIQUID.20  Duplicate 

Lead 


mg/L 


08/20/97 


0.0050 


X 


0.0063 


Analytas  reported  as  N.D.  were  not  present  above  trie  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL     ELAP  #1210 


Sheila  Rynn 
Project  Manager 


08/22/97    15:16         TX/RX  NO. 9162         P. 013 


f  S^QUOi3  6S0  Ch«ipcakt  Drive  Redwood  City,  CA  94063       (650)564-9600  FAX  (650)  364-9233 

/Jkj  T.  404  N  ttigft  Lane  Walnut  Creek,  CA  94598       (510)  9AB-96O0         FAX  (510)  988-9675 


Analytical 


819  Striker  Avenue,  Suite  8     Sacramento,  CA  95834  (916)  921-9600  FAX  (916)  92I.0IOO 


8!  SFUSD 

.;.  1551  NewcombAve,  Rm  103 
I  San  Francisco,  CA  94124 

*'  Attention:      Bruce  Giannini 


ClleH  PropD:  ER  Taylor" 
Lab  Proj.  ID:  9708F18 

ra!saES!5sSisii:.:.i:  Iiih.iimiriiiiiiiiiiiimt 


Sampled:  08/29/97 
Received:  08/29/97  |jj 
Analyzed:  see  below  | 

IH 

Reported:  09/03/97  ,  1 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708F18-01 

Sample  Desc  :  LIQUID, ER  Taylor  2-1 

Lead 

mg/L 

09/02/97 

0-0050 

.1 

N.D.  1 

1  i»K  Mr»-              Q7f"\flP-|  ft  no 
LHVJ  (NO  yiUorlO-LIt 

Sample  Desc  :  LIQUID, ER  Taylor  2-2 

Lead 

mg/L 

09/02/97 

00050 

i 

1  N.D 

Lab  No:  9706F18-03 

Sample  Desc  :  LIQUID.ER  Taylor  2-3 

Lead 

mg/L 

09/02/97 

0.0050 

N.D.  i 

Lab  No:  9708F18-04 

Sample  Desc  :  LIQUID.ER  Taylor  2-4 

Lead 

mg/L 

09/02/97 

0.0050 

( 

N.D. 

Lab  No:  9708F18-05 

Sample  Desc  :  LIQUID.ER  Taylor  2-5 

Lead 

mg/L 

09/02/97 

0.0050 

N.D.  L 

Lab  No:  97Q8F18-06 

Sample  Desc  :  LIQUID, ER  Taylor  2-6 

Lead 

mg/L 

09/02/97 

0.0050 

v 

;  N.D. 

Lab  No:  9708F18-07 

Sample  Desc  :  LIQUID.ER  Taylor  2-7 

Lead 


mg/L 


09/02/97 


0  0050 


N.D.  L'\ 


Vnalytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


ihella  Flynn 
'roject  Manager 


Page. 


09/03/97    09:03         TX/RX  NO. 9367         P. 011 


546:     F.  '-/] 


^^^^         SPmiOiil  680  CKewpcikc  Drive  Redwood  City,  CA  9*063       (650)  364-9600  FAX  (650)  364-9533 

^c^uul(l  404  N.  \%et  Lane  Walnut  Creek,  CA  94598      (510)  968-9600         FAX  (510)  988-9673 


Analytical 


819  Striker  Avenwt,  Suite  8     Sacramento,  CA  95834  (9 1 6)  931-9600  FAX  (9i6)  92 l-OlOO 


;;riUI'HI  UHllUIHIIIHIIHUKIMtatfUlU  llllllllllllllllllMIII|];:'.!ll'.,i:utt.'*uii...,. 


SFUSD 

s  1551  Newcomb  Ave  ,  Rm.  103 
g  San  Francisco,  CA  94124 


Client  Prbj.  "I D:  ER  Taylor 
Lab  Proj.  ID:  9708F18 


jjiaiiniwtiiniiwi 


Sampled:  08/29/97 
Received:  08/29/97 
Analyzed:  see  below 


rjj  Attention      Bruce  Giannini 


«W»^1iLi:.M  


LABORATORY  ANALYSIS 

Analyte  Units  Date  Detection  Sample 

Analyzed  Limit  Results 


Lab  No:  970BF18-O8 

Sample  Desc  :  LIQUID, ER  Taylor  2-6 

Lead  rng/L 

09/02/97 

0.0050 

.   N.D.  \ 

LabNo'  9708F18-09 

Sample  Desc  :  LlOUJO(ER  Taylor  2-8  Duplicate 

N.D. 

Lead  mg/L 

09/02/97 

0.0050 

Lab  No:  9708F18-10 
Sample  Desc  :  LIQUID, Blank 

Lead  mg/L 

09/02/97 

0.0050 

N.D.  ^' 

Analyles  reported  as  N.D  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#i2io 


5 


Sheila  Flynn 
Project  Manager 


Page: 


09/03/97    09:03         TX/RX  NO. 9367         P. 012 


1  '  i .'. 


OS 


Sequoia 
Analytical 


680  Ch«apeake  Drive 

401  N.  Vt^t  Une 

819  Striker  Avenue,  Suite  8 


Redwood  Gty,  CA  94063  (650)  3fc4  9GO0 
Walnut  Creek.  CA  94598  (5)0)  988-9600 
Sacramento,  CA  95634  (916)  92I.&600 


FAX  (650)  36-1-9233 
FAX  (510)  988-W7J 
FAX  (916)  921-0100 


|  SFUSD 
]  1551  NewcombAve  .  Rm.  103 
|  San  FranclSCO,  CA  94124 

'?  Attention:      Bruce  Giannini 

"'-EKIil;:'!"! ''iiiiiiiiiiilPiiilSi^iiiiSiy^iliiliiryilil 


Client  ProJ.  ID:  ER  Taylor  ES 
Lab  Proj  ID:  9709821 


;   pn'Sljlliilli: 


ittltaiLi3Pfil3ggw»M"agiCLLi;^;iiMin:;:ii;i;ii;i»uj;n 
iinillriSrWi!mi!nimwrti!W^'i'iiii:iiiiM!iiii!i:iii!iir:'iy 

Sampled:  09/16/97  !!! 
Received:  09/16/97  ji! 

Analyzed:  see  below  !!! 

yi 

Reported:  09/19/97  ill 


LABORATORY  ANALYSIS 


Analyte 

Unrts 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:         9709621  -01 

Sample  Desc  :  UQUID.ER  Taylor  3-1 

Lead 

mg/L 

09/19/97 

0.0050 

N.D. 

Lab  No:  9709821-02 

Sample  Desc  :  LIQUID, ER  Taylor  3-2 

Lead 

mg/L 

09/19/97 

0.0050 

N.D. 

Lab  No:  9709821-03 

Sample  Desc  :  LIQUID, ER  Taylor  3-3 

Lead 

mg/L 

09/19/97 

0.0050 

N.D. 

Lab  No:  9709821-04 

Sample  Desc  :  LIQUID, ER  Taylor  3-3  dup 

Lead 

mg/L 

09/19/97 

0.0050 

N.D. 

Lab  No:  9709621-05 
Sample  Desc  :  LIQUID, Blank 

Lead 

mg/L 

09/19/97 

00050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Pag» 


09/19/97    17:14         TX/RX  NO. 9808         P. 015 


fk\  Sequoia 
"  Analytical 


680  Chesapeake  Drive  Redwood  City,  CA  94063      (650)  364-9600         FAX  (650)  364-9233 

404  r>J.  Wiget  Une  Walnut  Creek,  CA  94598       (510)988-9600  FAX  (5 10)  988  967 J 

819  Striker  Avenue,  SuJte  8     Sacramento,  CA  95854  (916)  921-9600  FAX  (916)  921-0100 


sfflwilllll^=H2=r:lilllllllllllllllD2E^;E==Li 

I  SFUSD 
S  1551  Newcomb  Ave..  Rm.  103 
San  Francisco.  CA  94124 


liKS^iaiS^iiiilMgsaiiii 

Client  ProJ.  ID.    Treasure  Island  ES 


:-:r^-Laill|U||i 


Lab  Proj.  ID:  9708B84 


«  Attention:     Bruce  Glannlnl 

KlHlKg;;5BB5g5».,j  jumwipi  i  as£5a»iiTOHiiiu|||||i|iiiiiiu!ii!2gsg5»3! 


i  JnJll  ill  

Sampled:  08/20/97  g 
Recerved:  08/22/97  g 
Analyzed:  see  below  H 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Umrt 

Sample 
Results 

Lab  No:  9708B84-01 

Sample  Desc  LIQUID  Jreasure  Island- 1 

Lead 

mg/L 

08/27/97 

0.0050 

0.0057 

Lab  No:  9708B84-02 

Sample  Desc  .  UOUIDJreasure  Island-i  (DUP) 

Lead 

mg/L 

08/27/87 

0.0050 

0.0050 

Lab  No:  9708B84-03 

Sample  Desc  :  UGUID  Jreasure  lsland-2 

Lead 

mg/L 

08/27/97 

0.0050 

0.024  +s 

Lab  No:  9708B84-04 

Sample  Desc  :  UOUIDJreasure  lsland-3 

Lead 

mg/L 

08/27/97 

0.0050 

0.013 

Lab  No  9708B84-05 

Sample  Desc  .  LIQUID  Jreasure  lsland-4 

Lead 

mg/L 

08/27/97 

0.0050 

0.0071 

Lab  No:  9708B84-06 

Sample  Desc  :  UOUIDJreasure  lsland-5 

Lead 

mg/L 

08/27/97 

0.0050 

0.013 

Lab  No:  9708BB4-07 

Sample  Desc  :  UOUIDJreasure  lsland-6 

Lead 

mg/L 

08/27/97 

0.0050 

0.0065 

A/ialytes  reported  as  N.D.  were  rot  preterit  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ■  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


08/27/97  17:27 


TX/RX  NO. 9248  P. 002 


^T*\         ^minia  680  Chtttpwkc  Drive  Redwood  City,  CA  94063       (  650)  364-9600  FAX  (650)  364-9233 

i    Aj  I  404  N.  Wigcl  Lint  Wilnut  Creek,  CA  94598       (510)  9S8-9600  FAX  (510)  988-9673 


Analytical 


619  S«rik.er  Avcnot,  Suite  8     Sacramento,  CA  95834  (91 6)  9>  1-9600  FAX  (916)  921-0100 


=!i;Si!!l!lllLl|lllllllll»llilii 


: SFUSD 
;  1551  Newcomb  Ave..  Rm  103 
\  San  Francisco,  CA  94124 

i 
I 


raj"nliiiiililllll!   

Client  Proj.  ID:  Treasure  Island  ES 
Lab  ProJ.  ID:  9708B84 


TTPiimnnmiifillllKiSsEissssss 


!iii|i||Hfl|lllllulllUilE; 


a'-iwmiHlilll  •  .  .i^snniHilUli;'. 

Sampled:  08/20/97  3 
Received:  08/22/97  | 
Analyzed:  see  below  1 


■^Attention: 


Bruce  Giannini 


LABORATORY  ANALYSIS 


Anafyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No.  9708b84-t)o 

Sample  Desc  :  LIQUID, Treasure  lsland-7 

Lead 

mg/L 

08/27/97 

0.0050 

0.0062 

Lab  No:  9708B84-09 

Sample  Desc  :  LIQUIDJreasure  lsland-8 

Lead 

mg/L 

08/27/97 

0.0050 

0.0O65 

Lab  No.  97D8B84-10 

Sample  Desc  :  LIQUIDJreasure  lsland-9 

Lead 

mg/L 

08/27/97 

0.0050 

0.0079 

Lab  No:  970BB84-11 

Sample  Desc :  LIQUIDJreasure  lsland-10 

Lead 

mg/L 

OB/27/97 

0.0050 

N.D. 

Lab  No:  9708BB4-12 

Sample  Desc  :  LIQUIDJreasure  Island- 1 1 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B84-13 

Sample  Desc :  LIQUIDJreasure  Island- 11  (DUP) 

Lead 

mg/L 

08/27/97 

0.0050 

N.D.  ' 

Lab  No:  9708B84-14 

Sample  Desc .  LIQUIDJreasure  Island- 12 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

rtalytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

>EQUOIA  ANALYTICAL     ELAP  #1210 


heaa  Flynn 
reject  Manager 


Page: 


08/27/97  17:27 


TX/RX  NO. 9248  P. 003 


9r7   4 : 26F>:  "C.  5:94     F,  4/44 

S^GUOIB.               680  Chesapeake  Drive  Redwood  City,  CA  94063  (6S0)  J64-9600  FAX  (650)  364-9233 

M                             404  N.  Wiget  Lane  Walnut  Creek,  CA  94598  (510)  988-9600  FAX  (510)  988-9673 

8 19  Striker  Avenue,  Suite  8  Sacramento.  CA  95834  (916)  921-9600  FAX  (916)  92  1 .0100 


i SFUSD 
jjl  1551  Newcomb  Ave.,  Rm.  103 
j£  San  Francisco,  CA  94124 

I  Attention:     Bruce  Giannini 


.  -ii.ii  i,.,-jiiu  ,i.n  i,n.  ...  ataaag 


Client  Proj.  ID:  Treasure  Island  ES 
Ub  Pro).  ID:  9708B84 


HniiiiliiiiiiiiiHinHiiiiiminiiiHiiiii:ii(iiii:inK:um!arr 


Sampled:  08/20/97  SI 

Received:  06/22/97  § 

Analyzed:  see  below  g 

Reported:  08/27/97  1 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  NO:  9708B84-15 

Sample  Desc  LIQUID.Treasure  lsland-13 

Lead 

mg/L 

08/27/97 

0.0050 

0.090 

Lab  No:  9708B84-16 

Sample  Desc  .  LIQUID.Treasure  lsland-14 

Lead 

mg/L 

08/27/97 

0.0050 

0.077 

Lab  No:  9708B84-17 

Sample  Desc  :  UQUlDJreasure  lsland-15 

Lead 

mg/L 

08/27/97 

0.0050 

0.039 

Lab  No:  9708B84-18 

Sample  Desc  :  LIQUID, Treasure  Island- 16 

Lead 

mg/L 

08/27/97 

0.0050 

0-025 

Lab  No:  9708B84-19 

Sample  Desc  .  UQUID,Treasure  Island- 17 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B84-20 

Sample  Desc  :  LIQUID  .Treasure  lsland-18 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B84-21 

Sample  Desc  :  LIQUID.Treasure  Island- 19 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Analytes  reported  as  N.D.  were  not  prasant  abava  ttie  Stated  limit  Of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


08/27/97    17:27         TX/RX  NO. 9248         P. 004  I 


^^^\         ^Pniinia  680  Ch«ap<:»kc  Drive  Redw<X>d  Dry.  CA  94063       (650)  364-9600  FAX  (650)  364-9233 

f%    \        JCV^14^/1«  404  N.  Wigft  Lane  Walnut  Creek,  C A  94598       (510)  988-9600  FAX  (510)  988-9673 

AncUytic&l    8,9  s,rlker Ayenue*SuitcB  sacram«n«°.   95934    (9,e)  92,-96o°    fax  (916)921-0100 


■j  ■  :"rt  iimiiuilllllOUiliiMiijii"  ,T-sr:^i!g 

1 SFUSD 

I  1551  Newcomb  Ave.,  Rm.  103 
j  San  Francisco,  CA  94124 


Client  Proj.  ID.     Treasure  Island  ES  Sampled:  08/20/97  I 

Received:  08/22/97  I 

Lab  Proj.  ID:  9706B84  Analyzed:  see  below  % 


1  Anention:     Bruce  Giannlni    Reported:  08/27/97  g 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708B84-22 

Sample  Desc  :  LIQUIDJreasure  lsland-20 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No;  9708B84-23 

Sample  Desc  :  LIQUIDJreasure  lsland-21 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B84-24 

Sample  Desc  LIQUIDJreasure  lsland-21  (DUP) 

T 

N.D. 

Lead 

mg/L 

08/27/97 

0.0050 

Lab  No:  9708B84-25 

Sample  Desc  :  LIQUIDJreasure  lsland-22 

Lead 

mg/L 

08/27/97 

00050 

N.D. 

Lab  No:  9708B84-26 

Sample  Desc :  LIQUIDJreasure  lsland-23 

Lead 

mg/L 

08/27/97 

0.0050 

0.0084 

Lab  No:  9708B84-27 

Sample  Desc  :  LIQUIDJreasure  lsland-24 

Lead 

mg/L 

08/27/97 

0.0050 

0.019 

Lab  No:  9708B84-28 

Sample  Desc :  LIQUIDJreasure  lsJand-25 

Lead 

mg/L 

08/27/97 

0.0050 

0.0075 

c 


Anatytes  reported  as  N.D.  ware  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Rynn 
Project  Manager 


J 


Page: 


08/27/97  17:27 


TX/RX  NO. 9248  P. 005 


^V^V         Qpniini^i  680  Ow*»P«kc  Drive         Redwood  Ciry.  CA  94063      (650)  564 -9600         FAX  (650)  364  9233 

#    A^J  404  N  Wlgri  Lane  Wjluut  Oeelc,  CA  9459B       (510)  988-9600  FAX  (510)  988-9673 


Analytical 


8l9Striker  A^nuc,  Suite  8    Sacramento,  CA  95B34         (916)  921  9600         FAX  (916)  921-0100 


H-wanui  "!«WMsa^iSB5a^:«^-i^-;!^»^SB^~.;iai,».hi,ii,i^   : 

IIM'HBIEII«MLTB!S^ig5^;=«TiB:j~-:;:33-=^  ii.iii^i       i ■j-TTiai;S5Big.Sa'ii"iT»~B,T "i  S~=- 

!!!  SFUSD                                      Client  Proj.  ID:     Treasure  Island  ES  Sampled:  08/20/97  % 

HI  1551  Newcomb  Ave.,  Rm  103  Received:  08/22/97  S 

I  San  Francisco,  CA  94124                Lab  Proj.  ID:  9708B84  Analyzed:  see  below  f 

IS  W 

|  Attention:     Bruce  &annjn| _T^__^,_  ..    .... mi^a|[^n^H[Ei   JRejortedj  08/27/97  I 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 

A  t   1 

Analyzed 

Detection 
Li  nut 

Sample 
Results 

Lab  No:  9708B84-29 

Sample  Desc  :  UQUIDJreasure  lsland-26 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B84-30 

Sample  Desc  .  LIQUID,Treasure  lsland-27 

Lead 

mg/L 

08/27/97 

0.0050 

0.0077 

Lab  No:  9708B84<J1 

Sample  Desc  :  LIQUID, Treasure  Island- 2g 

Lead 

mg/L 

08/27/97 

0.0050 

0.0073 

Lab  No:  9708B84-32 

Sample  Desc :  UQUIDJreasure  isiand-29 

Lead 

mg/L 

08/27/97 

0.0050 

0.021 

Lab  No:  9708B84-33 

Sample  Desc  .  UQUIDJreasure  lsland-30 

Lead 

mg/L 

08/27/97 

0.0050 

0.0074 

Lab  No:  9708B84-34 

Sample  Desc  :  UQUIDJreasure  lsland-31 

Lead 

mg/L 

08/27/97 

0.0050 

0.0052 

Lab  No:  9708B84-35 

Sample  Desc  :  UQUIDJreasure  lsland-31  (DUP) 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Anatytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection 


SEQUOIA  ANALYTICAL  ELAP#1210 


Page; 


08/27/97  17:27 


TX/RX  NO. 9248         P. 006 


^^^\        ^Pniinia  6R0  Ches>peik«  Drive  Redwood  City.  CA  9*063      (650)  364-9600         FAX  (650)  364-9133 

f     4-4  T  404  N  WifetUtt  Watnut  Creek,  CA  94598       (510)  988-9600         FAX  (510)  988-9673 


Analytical 


8l9Stnkei  Avenue.  Suite  S    Sacramento,  CA  95834         (916)  921-9600         FAX  (916)  95l-OlOO 


SFUSD 

1551  Newcomb  Ave.,  Rm.  103 
San  Francisco,  CA  94124 


Client  Proj.  ID:  Treasure  Island  ES 
Lab  Proj.  ID:  9706B84 


Sampled:  06/20/97 
Received:  08/22/97 
Analyzed:  see  below 


Attention:      Bruce  Glannlnj      


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708B84-3O 

Sample  Desc  LlQUID.Treasure  lsland-32 

Lead 

mg/L 

08/27/97 

0.0050 

o.on 

I  .-.u.  Ma,               mono n  a 

Lab  NO.  9708B84-37 

Sample  Desc  :  LlQUID.Treasure  lsland-33 

Lead 

mg/L 

06/27/67 

0.0050 

0.038 

Lab  No:  9708B84-38 

Sample  Desc  :  UQUID, Treasure  lsfand-34 

Lead 

mg/L 

08/27/97 

0.0050 

0.0096 

Lab  No:  9708B84-39 

Sample  Desc  :  LlQUID.Treasure  lsland-35 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B84-40 

Sample  Desc  :  LlQUID.Treasure  lsland-36 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708BB4-41 

Sample  Desc  :  UQUIDJreasure  lsland-37 

Lead 

mg/L 

08/27/97 

0.0050 

N.D 

Lab  No:  9708B84-42 

Sample  Desc  :  LlQUID.Treasure  lsland-38 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

natytss  reported  as  N.D.  were  not  present  above  the  suited  limit  of  detection. 
JEQUOIA  ANALYTICAL  -  ELAP#1210 


Iheila  Rynn 
'roject  Manager 


Page 


08/27/97  17:27 


TX/RX  NO. 9248  P. 007 


iy: 


■  I V 


Analytical 


F.  8/44 


fT*\        ^Pniinia  6B0  Chesapeake  Drive  Redwood  City,  CA  94063      (650)J64-96O0         FAX  (650)  364-9233 

AAA       Jt^UVlO  404  N.  Wiget  Lane  Walnut  Creek.  CA  94598      (5 10)  988 -9600        FAX  (510)  988-967* 


8l9S«nker  Avenue,  Suite  8     Sicramento,  CA  95834  (916)  921-9600  FAX  (916)  921-0100 


sti!i»i»OTmraiisfflM 

1  SFUSD                                   Client  Proj.  ID:    Treasure  Island  ES  Sampled:  08/20/97  ij| 

I  1551  Newcomb  Ave.,  Rm.  103  Received.  08/22/97  % 

|  San  Francisco,  CA  941 24                Lab  Proj.  ID.  9708B84  Analyzed:  see  below  I 

ii' Attention:     Bruce  Gjannjnl.,     |  -—"7-;  ;  j^^^Mj^ hltt ll'JianT.nTTCI SnJM! B!8ff '  ^ 

LABORATORY  ANALYSIS 

Anatyte                                             Units              Date  Detection  Sample 

Analyzed  Limit  Results 


Lab  No:  970BB84^3 

Sample  Desc  :  LIQLHDJreasure  lsland-39 

Lead  mg/L  06/27/97  0.0050  0.016 


Lab  No:  9708B84-44 

Sample  Desc  :  LIQUID  .Treasure  lsland-40  (Blank) 

Lead  mg/L  08/27/97  0.0050  N.D. 


Analytes  reported  as  N.D.  wsre  not  present  above  the  stated  limn  of  detection. 


SEQUOIA  ANALYTICAL  ELAP#1210 


Page: 


08/27/97  17:27 


TX/RX  NO. 9248         P. 008 


f  A  "V  SpnilOlS  <>80  Chesapeake  Drive  Redwood  City.  CA  94063       (650)364.0600  PAX  ($50)  364-9233 

f    m_\        OSZ^KAKJIO.  404  N  Wiget  Lane  Walnut  Creek  CA  94598       (JlO)  988-WOO         FAX  (5101  986  9673 

hr"**-""^-     y\03lytiC3l  B 19  Striker  Avenue,  Suite  8     Sacramento,  C A  95834  (916)  921-9600  FAX  (916]  921-0100 


■HUilllittniiuui;  ••  ==•= 

..■|U„,i-,l„....       ■         :      •  - 

: SFUSD 

j  1551  Newcomb  Ave  ,  Rm.  103 
I  San  Francisco,  CA  94124 


[Attention. 


Bruce  Giannini 

■   .ini'iii|i'inrimi»iiiMiiiiii: 

mnni|iiiiiiMiiiiiluiiiii...i,..,       r—  •- 


Client  Pro).  ID:  Treasure  Isiand  ES 
Lab  Proj.  ID:  9710474 


?=:=un=:=::q5Wi|M|miiiiililiiliim;; 
■i.,..M,ii!irHli/ldKj£iLIJ!:  j  :- : 


Sampled.  10/07/97 
Received:  10/09/97 
Analyzed:  see  below  !!': 

Reported:  107 13/97  I 

"HSe;55=tji„iiiiiiiiiiiiiiI  i.,  r=--  .•-  =.rs  •  ...iimmin  w„ 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  NO  9710474-01 
Sample  Desc  :  LIQUIDJ.I.  2-A 

Lead 

mg/L 

10/10/97 

0.0050 

0.017 

Lab  No  9710474-02 
Sample  Desc  :  LIQUIDJ.I.  2-B 

Lead 

mg/L 

10/10/97 

0.0050 

0.011 

Lab  No:  9710474-03 
Sample  Desc  LIQUID  J.I.  2-C 

Lead 

mg/L 

10/10/97 

00050 

0.043 

Lab  No:  9710474-04 
Sample  Desc  .  LIQUIDJ.I.  3-A 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No-  9710474-05 
Sample  Desc  UQUIDJ.I.  3-B 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No:  9710474-06 
Sample  Desc  :  LIQUIDJ.I.  3-C 

Lead 

mg/L 

10/10/97 

0.0050 

0.0090 

Lab  NO:  9710474-07 
Sample  Desc  :  LIQUIDJ.I.  5-A 

Lead 

rng/L 

10/10/97 

0.0050 

0.0060 

Viaiytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


10/14/97     11:58         TX/RXN0.0298  P. 002 


^T^X         ^PnilDl^  680  Chesapeake  Dn\e  Redwood  Gty,  CA  £4063      (650)  364.9600         FAX  (650)  364.9233 

AAA        JC^UUlO  404  N  Wiget  Lane  Walnut  Greek,  CA  9459B       (5101983-9600  FAX  (510)  988-967? 


Analytical 


819  5trikex  Avenue,  Suite  B     Sacramento,  CA  95834  (916)  921-9600  FAX  (916)  92  1-0)00 


f!  SFUSD 

1551  NewcombAve.,  Rm.  103 
!!|  San  Francisco,  CA  94124 

1  Attention-      Bruce  Giannini 

__■  r-f  -  '  •e^m|4n>n>|Mi|ii|iiiinimiilii;,i:i!itSiSSSS':n 

..:.:!!:i:uwpjw.i:iiiiiiiiiiiiuiiiiUblJijBlA«»!; . ..  -•■.-=•=•== 


"ClienTPropD7  Treasure  Island  F S 
Lab  Proj.  ID:  9710474 


iiRRHiiKIlllIlUIIIHII!!! 


Sampled:  10/07/97  !i! 

Received:  10/09/97  | 

Analyzed:  see  below  | 

Reported:  10/13/97  | 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Sample  Desc  :  LIQUID, T.I.  5-B 

Lead 

mg/L 

-a  r\  lit  FX  lf\^ 

10/10/97 

0.0050 

Kl  F\ 

N.D, 

Lab  Nn'  9710474-09 
Sample  Desc  ;  LIQUIDJ.I.  5-C 

Lead 

mg/L 

10/10/97 

0.0050 

0.0080 

L3D  NO.  9nu4f4-lU 

Sample  Desc  LIQUID.T.I.  5-C  (duplicate) 

Lead 

mg/L 

10/10/97 

0.0050 

0.0080 

Lab  No:  971D474-11 
Sample  Desc  :  LIQUID  J.I.  13-A 

Lead 

mg/L 

10/10/97 

0.0050 

0.0090 

Lab  No:  9710474-12 
Sample  Desc  LIQUIDJ.I,  13-B 

Lead 

mg/L 

10/10/97 

0.0050 

0.0080 

Lab  No:  9710474-13 
Sample  Desc  LIQUIDJ.I.  13-C 

Lead 

mg/L 

10/10/97 

0.0050 

0.033 

Lab  No.  9710474-14 
Sample  Desc  ;  LIQUIDJ.I.  13-D 

Lead 

mg/L 

10/10/97 

0.0050 

0.010 

Analytes  reported  as  N.D.  were  riot  present  above  the  stated  limit  of  detection 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


10/14/97    11:58         TX/RX  NO. 0298         P. 003 


ST\  Sequoia 
-   -  Analytical 


680  Chesapeake  Drive  kedwood  Ci«y,  CA  940<S3        (650)  5S4-960O  FAX  (650)  364-9233 

404  N  Wlg«t  Lan«  Walnul  Creek,  CA  94598       (5l0)  9&8  9600  FAX  (5 10)  98B-967J 

8)9  Striker  Av«nu«.  Su.te  £     Sacramento,  CA  95S34  (9 16)  921-9600  FAX  (9 16)  53 1  -01 00 


sfusd 

1551  Newcomb  Ave,,  Rrn.  103 
San  Francisco,  CA  94124 

Attention:     Bruce  Gianninl . 


itva^iiSJIWttSnliliiiiji;"''''!.  r<i*iisli;ll!lii1Siiiiiii!iiiiiiliiM 
Treasure  Island  ES 


Client  Proj.  ID 
LabProj.lD:  9710474 


Sampled:  10/07/97 
Received:  10/09/97 
Analyzed:  see  below 


!iiit|inillllllllllll!IKblii"l 


■"'.!•.  lU'illllll'T  .aiM  Sm-ir.i:-  m   •.TIRWSIIIiaDldl lllllllli;i„„ 


Reported:  10/13/97 

.:  1'  i  ■ ) )  i  nj  I  ill  ii  i  i : ;  i  ^i^^r  .::=: 

'■ 5!:>nin  >.i,  •—"=-— =~n'iiii;r.iiiMiiiiiinl' 


==!f!=iiiiiiiiiiiiiiiiiiiliii;, 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No  9710474-15 
Sample  Desc  :  LIQUIDJ.I.  14-A 

Lead 

mg/L 

10/10/97 

0.0050 

0.0060 

Lab  No:  9710474-16 
Sample  Desc  UQUIDJ.I.  14-B 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No.  9710474-17 
Sample  Desc  :  LIQUIDJ.I.  14-C 

Lead 

mg/L 

10/10/97 

0.0050 

0.026 

Lab  No:  9710474-18 
Sample  Desc  :  UQUIDJ.I.  15-A 

Lead 

mg/L 

10/10/97 

0.0050 

0.0070 

Lab  No:  9710474-19 
Sample  Desc  .  LIQUIDJ.I.  15-B 

Lead 

mg/L 

10/10/97 

0.0050 

0.0070 

Lab  No-  9710474-20 

Sample  Desc  :  LIQUIDJ.1. 15-B  (duplicate) 

Lead 

mg/L 

10/10/97 

0.0050 

0.0070 

Lab  NO:  9710474-21 
Sample  Desc  :  LIQUIDJ.I.  15-C 

Lead 

mg/L 

10/10/97 

0.0050 

0.015 

laiytes  reported  as  N.D.  were  not  present  above  tne  stated  limit  of  detection. 

EQUOIA  ANALYTICAL  ELAP#1210 


leila  Flynn 
oject  Manager 


Page; 


10/14/97     11:58         TX/RXN0.0298  P. 004 


/T\  Sequoia 
'  Analytical 


690  Chesapeake  Drive  Redwood  Dry.  CA  $4061       (650)  364-9600  FAX  (6SD)  354.9233 

404  N.  W8ei  L»r>«  Wainu;  Creek.  CA  9459B       (5 10)  988-9600         FAX  (5 lOi  988-967? 

819  Striker  Avenue,  Suite  8    Sacramento,  CA  95B34.  (9 16)  921-9600         FAX  (916)  921-0100 


SFUSD 

ij  1551  Newcomb  Ave.,  Rm.  103 
|  San  Francisco.  CA  94124 


Attention: 


Bruce  G^annlrti 

■'H^£^::f-;?2i  j  ,lnll 


lll'Li  it.:.  !• : ::!:  •.liirfnM.-'^S!-' 

Client  Proj.  ID:     Treasure  Island  ES 
Ub  Proj.  ID:  9710474 

uiiiniii  ■        isssissKsrisiis^.r .  "•';pfltfnH«ll«'W   ~ 

asasi-n-  t    .-  i  H=  i:;f  i  i-  '.-.L^ii'iHiiiiiiliiiiilMilii'^iuw  c^i.uL.  


■;iDiiiiiiiilliPli!!^;;^;=-l;sii 

Sampled:  10/07/97 
Received:  10/09/97  | 
Analyzed:  see  below  | 


miiiiininii 


Reported:  10713/97 


HI 

unmiti-ji!'! 


LABORATORY  ANALYSIS 

Analyte  Units  Date  Detection  Sample 

Analyzed  Limit  Results 


Lab  No:  9710474-22 

Lead 

mg/L 

10/10/97 

0.0050 

0.0050 

Lab  NO:  9710474-23 
bampie  iJesc  .  liuuid,t.i.  16-b 

Lead 

mg/L 

10/10/97 

0.005O 

0.0060 

Lab  No:  9710474-24 

Sample  Desc  .  LlQUIDJ.1. 16-C 

Lead 

mg/L 

10/10/97 

0.0050 

0.024 

Lab  No.  9710474-25 
SampJe  Desc  .  UQUID,T.I.  29-A 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  NO.  9710474-26 
Sample  Desc  :  LlQUIDJ.I.  29-B 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No:  9710474-27 
Sample  Desc  ;  LIQUID, T.I.  29-C 

Lead 

mg/L 

10/10/97 

O.OO50 

0.0050 

Lab  NO.  9710474-28 
Sample  Desc  :  LIQUID, T.I.  33-A 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Anaiytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection 


SEQUOIA  ANALYTICAL  ELAP#1210 


4 


10/14/97    11:58         TX/RX  NO. 0298         P. 005 


f  7  Qpniinia  6S0  Chc"0«kt  Dfiv*  Redwood  Gey.  CA  9406  3       (6501364-9600  FAX  (650)  364-915  5 

/    A    \        JClJUUia  <&«  N.  Wiget  Line  Walnut  Creek.  CA  94598       (5 1 OJ  988-9600         FAX  (510)  988-967: 

Analytical 


B!p  Swker  Avenue.  Scut  6    Sacramento,  CA  9583<         (916)  921-9600         FAX  !9 16,  921 -P 100 


jjg---  -  _  ^  "-j  n  «••  •«?• 

fSFUSD  " 

"55"  Newcomb  Ave .  Rm.  103 
J  San  Francisco  CA  94124 


 jtmmLummtM  ;-™!~»aaBa!l»^mi||i|iM»iBr.— s,:s322-!!!it  i^J!!)|»!i|l||iiiiiirainr. 

..  MiuSuesassSr-  »  •  •~sssi»auJllUltJ!i!i«....i:.!  r-^:^:--^:;iiniliilillll,l:;r~- 

Cliem  Prof.  ID:    Treasure  Island  ES 
LabPrOj.  ID:  9710474 


An&nto^:      Bruce  Giannini 


 iui:iiii....-h-  rVKS=3»«i.-e!ll  III  lllin  ••• 


■iiailS 


:  I.  i  ll'ltiUll'.li 


Sampled:  10/07/97  1 
Received:  10/09/97  | 
Analyzed:  see  below 

flf 

_  Reported:  1_0/_13/97 

■  '«»  t  rr.!:!i'  "     ■■         ,.  ,n— injilHHrmittH  jl— 

:":i't:in,n|nt,;;-ii>5:=~  ■  n  ■ii-i.x*i-z~=L~~ 


LABORATORY  ANALYSIS 


Analyle 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No.  9710474-29 
Sample  Desc  :  UQUID.T.I.  33-B 

Lead 

mg/L 

10/10/97 

0.0050 

N.D 

Lab  NO:  9710474-30 

Sample  Desc  LIQUlD.T.l.  33-B  (duplicate) 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

_5i  '.:  97"04-4<3l 
Sar-Die  Desc  UQUID.T.I.  33-C 

Lead 

mg/L 

10/10/97 

0.0050 

0.0090 

Lab  No:  9710474-32 
Sample  Desc  :  LIQUlD.T.l.  Blank 

Lead 

mg/L 

10/10/97 

0.0050 

N  D. 

alytes  r«r>srec  =s  N  D.  were  net  pre&errt  above  the  stated  limit  of  detection. 

EQUOIA  ANALYTICAL  ELAP#1210 


Page 


10/14/97     11:58         TX/RXN0.0298  P. 006 


f\  ^PnilOi^  680  Chesapeake  Drive  Redwood  City.  CA  94063       (650)  364-9600  FAX  (650)  364-9133 

f     A     1  M  404  N.  Wigei  Lane  Walnut  Creek.  CA  9459?       (510)  988-9600  FAX  (510)  988-967  J 


Analytical 


8  19  Striker  Avenue,  Suite  9    Sacramento,  CA  95834  (916)  921-9600  FAX  (916)  921-0100 


gSFUSD  Client  Proj.  ID7»  Elk  Park  Sampled.  06/14/97  si 

|  1551  Newcomb  Ave.,  Rm.  103  Received:  08/21/97  R| 

I!!  San  Francisco,  CA  94124  Lab  Proj.  ID:  9708A92  Analyzed:  see  below  | 


jj!  Attention;     Bruce  Giannini 

?V^_;;rf-       J      .  "' .iJV:i\TOIf^«ilBJJ!W«-j]l|ll.lll|||||||||j|[|ll| 


Hiiiiihi 


Reported:  OB/25/97 


Anatyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Umit 


Sample 
Results 


Lab  No:  9708A92-01 
sample  uesc  .  uvjuiu,tiK  rarK  1 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Lab  No:  9708A92-02 

Sample  Desc  :  LIQUID, Elk  Park  1  Duplicate 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Lab  No:  9708A92-03 
Sample  Desc  UQUID,Elk  Park  2 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Lab  No:  9708A92-04 

Sample  Desc :  LIQUID,Elk  Park  2  Duplicate 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Lab  No;  9708A92-05 
Sample  Desc  :  LIQUID, Elk  Park  3 

Lead 

mg/L 

OB/22/97 

0.0050 

N.D 

Lab  No:  9708A92-06 
Sample  Desc  :  LIQUID,Elk  Park  4 

Lead 

mg/L 

08/22/97 

0-0050 

N.D. 

Lab  No:  9708A92-07 
Sample  Desc  UQUID,Elk  Park  5 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Analyses  reported  as  N.D.  v»rere  not  present  above  the  3tated  Kmit  of  demotion. 


SEQUOIA  ANALYTICAL  ELAP#1210 


Page;  1 


08/25/97    16:08         TX/RX  NO. 9188         P. 015 


/T\  Sequoia 
Analytical 


6B0  Chesapeake  Drive  Redwood  G«y,  CA  94065 

404  N.  Wlget  Lane  Walnut  Creek.  CA  94598 

Bl9  Striker  Avenue,  Suite  8     Sacramento,  CA  95834 


(650>  364-9600 
(510)  988-9600 
(916)  921  9600 


FAX  (650)  364-9233 
FAX  (510)  98B-967J 
FAX  (916)  921-0100 


5FUSD                                       Client  Proj.  ID:     Elk  Park  Sampled:  08/14/97  % 

551  Newcomb  Ave.,  Rm.  103  Received:  08/21/97  1 

ian  Francisco,  CA  94124                 Lab  Proj  ID:  9708A92  Analyzed:  see  below  g 

vttentlon:     Bruce  Glannlni 

—  ■jTuiambitimimiiiiiii  iiihii  HiiiuuiHiHUiiitaiiMgiaB^^ 


LABORATORY  ANALYSIS 

inalyte  Units  Date  Detection  Sample 

Analyzed  Limit  Results 


ab  No:  9708A92-08 

v„__i_  rincr.  ■  1  IrtlllR  Cllr  Park  C 

>ampie  uesc  .  uuuiu,cik  rain  o 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

ab  No  9708A92-09 
.ample  Desc  :  LIQUID.EIk  Park  7 

Lead 

mg/L 

no  /n  levy 

t* 

ki  n 
IN.U. 

abNo:  9708A92-10 
■■ample  Desc  :  LIQUID. Elk  Park  8 

Lead 

mg/L 

OB/22/97 

0.0050 

0.025  ^ 

abNo:  9708A92-11 
ample  Desc  :  LIQUID, Elk  Park  9 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

abNo:  9708A92-12 
ample  Desc :  UQUID,Elk  Park  10 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

abNo:  9708A92-13 
ample  Desc :  LIQUID.EIk  Park  1 1 

Lead 

mg/L 

08/22/97 

00050 

N.D. 

abNo:  9708A92-14 

ample  Desc .  UQUID.EIk  Park  12 

Lead 

mg/L 

08/22/97 

00050 

N.D. 

dytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


:QUOIA  ANALYTICAL  -  ELAP#1210 


08/25/97     16:08         TX/RX  NO. 9188  P. 016 


a* 


SpmiOia  680  Chesapeake  Drive  Redwood  City,  CA  94063      (650)364-9600         FAX  (850)  564-9533 

Jt  M.  404  N.  Wiget  Lane  Walnut  Creek  CA  9*S99       (510)988-9600  FAX  (510)  988  9673 

y^^gjy^£,jj  8 19  Striker  Avenue,  Suite  8     Sacramento,  CA  95834  (916)921-9600  FAX  (9 16)  911-0100 


|  SFUSD  Client  Proj.  ID:     Elk  Park 


Jiiii,,i;uuiiiiiiiiuill»iiiiiiiHinffwmgp3ganiB!gng!!E^  . 
 ujn-.nri.ui^JllUMilwwanaiwBw^Tii.-siJi- 


,„,ini,,,;,;i;i;iiiHi;iii>iiiHii!iiiniHi  1 


1551  Newcomb  Ave.,  Rm.  103 
i  San  Francisco,  CA  94124 

n 

f.  Attention:      Bruce  Giannlni 


Lab  Proj.  ID;  9708A92 


Sampled:  08/14/97 

Received:  08/21/97  g 

Analyzed:  see  below  51 

Reported:  08/25/97  g 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9706A92-15 
Sample  Desc  UQUID,Elk  Park  13 

Lead 

mn  /I 

mg/L 

C\SX  /OO  /Q7 

uo  /  d./L  /  y  / 

ft  ftftCft 

w  n 

VH,U, 

Lah  Nn  Q70RAQ?-1fi 
Sample  Desc  .  LlQUID.EIk  Park  14 

Lead 

mg/L 

08/22/97 

0.0050 

0026 

Lab  No:  9708A92-17 
Sample  Desc  :  LlQUID.EIk  Park  15 

Lead 

mg/L 

08/22/97 

0.0050 

0.019  - 

Lab  No;  9708A92-18 
Sample  Desc  :  LIOUID,Elk  Park  16 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Lab  No:  9708A92-19 
Sample  Desc  :  UQUID,Elk  Park  17 

Lead 

mg/L 

08/22/97 

0.0050 

0.0077 

Lab  No:  9708A92-20 
Sample  Desc  .  LlQUID.EIk  Park  18 

Lead 

mg/L 

08/22/97 

0.0050 

0.031 

Analytes  reported  as  N.D.  wem  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Pag*: 


08/25/97    16:08         TX/RX  NO. 9188         P. 017 


||  ••:  iq:7    -:  "npy  NO.  621:  F 

^Pfinnia  680  Chesapeake  Drive  Redwood  City,  CA  94063      (650)  364-9600         FAX  (650)  564-9233 

a     A    A        kjCLJLlvJlCl  i  <--.*l  ri  oaso*       f>;in%,  qas.«w;m         FAX  r? \ft}  9*ji-9<573 


Analytical 


404  N.  Wlfitt  Lane  Walrtui  Creek,  CA  9459S        (510)938-9600  FAX  (J  10)  98S-9«73 

819  Striker  Ave**.  Suite  8     Sacramento,  CA  95834  (916)921-9600  FAX  (916)  921-0100 


fSFUSD  Client  Pro).  ID:    Tule  Elk  Park  CC                           Sampled:  09/17/97  | 

1 1551  Newcomb  Ave.,  Rm.  103  Received:  09/17/97  jjj 

I  San  Francisco,  CA  94124  Lab  Proj.  ID:  9709992                                         AnaJyzed:  see  below  | 

'i  Attention:      Bruce  Giannini  Reported:  09/22/97  _j§ 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9709992-01 
Sample  Desc  :  UQUID.2-1 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Lab  No  9709992-02 
Sample  Desc  :  LIQUID, 2-2 

Lead 

mg/L 

09/22/97 

0.0050 

0.0051 

Lab  NO.  9709992-03 
Sample  Desc  :  UQLHD,2-3 

Lead 

mg/L 

09/22/97 

0-0050 

0.0078 

Lab  No:  9709992-04 
Sample  Desc  :  LIQUID, 2-4 

Lead 

mg/L 

09/22/97 

0.0050 

0.0O61 

Lab  No:  9709992-05 
Sample  Desc  :  LlQUID,2-5 

Lead 

mg/L 

09/22/97 

0.0050 

0.0052 

Lab  No:  9709992-O6 
Sample  Desc  :  LIQUID,2-6 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Lab  No:  9709992-07 

Sample  Desc  :  LIQUID, 2-6  Duplicate 

Lead 

mg/L 

09/22/97 

0  0050 

N.D. 

Vialytes  reported  as  N.D.  were  not  present  above  the  Stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


>heila  Flynn 
'roject  Manager 


Page- 


09/22/97    15:26         TX/RX  NO. 9848         P. 012  ft 


^T'"\        SPnilOi^  650  ch"aPcakc  Driv«  Redwood  City,  CA  9*063      (650)  364-9600         FAX  (650)  364  9233 

f     m  _j        JtVjUUlO  <t04  N  Wlg«[  Li>n<  Walnut  Creek,  CA  94598       (510)  988-9600         FAX  (5 10)  938-9673 


Analytical 


819  Striker  Avenu«.  Suite  8     Sacramento,  CA  9S834  (916)  921.9600  FAX  (9i6)  931-0100 


.;.  SFUSD                                      Client  Proj.  ID:     Tule  Elk  Park  CC  Sampled:  09/17/97  „i 

1551  Newcomb  Ave.,  Rm  103  Received:  09/17/97  I 

San  Francisco,  CA  94124                  Lab  Proj.  ID:  9709992  Analyzed:  See  below  j* 

i  III 

!!!  Attention:      Bruce  Giannini  Reported:  09/22/97  il 

LABORATORY  ANALYSIS 

Analyte                                             Units              Date  Detection  Sample 

Analyzed  Limit  Results 

Lab  No:  9709992-08 
Sample  Desc  :  LlQUfD.Blank 

Lead                                      mg/L               09/22/97  00050  N.D. 


Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection, 


SEQUOIA  ANALYTICAL  ELAP#1210 


Page;  2 


09/22/97    15:26         TX/RX  NO. 9848         P. 013 


SEP.  22.  \rr> 

Sequ< 
Analytical 


\  ^\         ^pnilOi?!  660  Chesapeake  Drive  Redwood  City,  CA  S4063       (650)  364-9600  FAX  (650)  364-9233 

/A    A       'JCIJUUIO  404  N  Wleei  L»r>«  Walnut  Creek.  CA  94598      (5 10!  988-9600        FAX  (510)  988-9673 

*^«»-^f     A^__1__a.«  1  8l9Siriker  Avenue,  Suite  t    Sacramento,  CA  95834         (916)  921-9600         FAX  (916)  911-0100 


"SFUSD"'"" ' 


-s^s-B^.-iHiiuininmsir.iiiiis 

Mm  i   r-l^T  — -  z-   .:r-  -  ■  -—  : 


>B3-5i»i«is-Si-i:  .•^vM.m».«l«iw»«liiiniii;i:sa!KS:5ti3:-.:5.-i3=.i....-   iinir  ■inn  

Client  Proj.  ID:    Tule  Elk  Parch  CC 
■  1551  Newcomb  Ave  ,  Rm.  103 

:  San  Francisco,  CA  94124  Lab  Proj.  ID;  9709996 


•!WII.,u.„Liaiin..  i   


J  Attention^  Bmce  Giannini 


juiiiii|mii|imiiiiiinni  „, 


rf=™ -nClllllllllllllllll  l„l,"-:-r  —  :~ 


j:i:iiuiii»i||iiHiiiiiiiiiiK;;i;:;: 


s«if(*s!!,r:!a:iiiiilliimiii:  ;. 


:  HHinnrmm;^n; 


Sampled:  09/17/97  f. 
Received:  09/17/97  ji! 
Analysed:  see  below 

i 

Reported;  09/22/97  f 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9709996-01 
Sample  Desc  :  LIQUID, 3-1 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Lab  NO.  9709996-02 
Sample  Desc  :  LIQUID, 3-2 

Lead 

mg/L 

09/22/S7 

0.0050 

0.011 

Lab  No:  9709996-03 
Sample  Desc .  LIOUlD,3-3 

Lead 

mg/L 

09/22/97 

00050 

N.D. 

Lab  No:  9709996-04 

Sample  Desc  :  LIQUID, 3-3  Duplicate 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Lab  No:  9709996-05 
Sample  Desc  :  LIQUID, Blank 

Lead 

mg/L 

09/22/97 

0-0050 

N.D. 

/  ilytes  reported  as  N.D.  were  not  present  above  the  stated  limit  erf  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


S  5ila  Flynn 
B  >ject  Manager 


Page 


09/22/97    15:26         TX/RX  NO. 9848         P. 010 


Lc.  27.  19:'   4::2FX  SC.  5294     F.  21/44 

/TN  Sequoia 
Analytical 


6B0  Chesapeake  Drive  Redwood  dry,  CA  9*063       (650)  364-9600  FAX  (650)  364-9233 

404  N.  Wger  Urx  W»W  Cre«k.  CA  94598       (510)  988-9600         FAX  (510)  988-9673 

Si9  Striker  Avenue,  Suit*  8    S»er»ir.emo,  CA  95834         (916)  911-9600         FAX  (9i6)  911-0100 


B  SFUSD  Client  Proj.  ID:     Ulloa  Elementary 

1 1551  Newcomb  Ave.,  Rm.  103 

|2  San  Francisco,  CA  94124  Lab  Proj.  ID:  9708B71 

8  Attention:     Bruce  Giannini   

rs_!.  a35s^i;s;i=™-=«g-ssttgg=^^<ftiiiiiiiiHiiiii»iiiiiiiHiiiHiiiih  "  """iK-ir'NliiniuiiiiiiiiumiMHitirti.ii  i'-  •== 


LABORATORY  ANALYSIS 


Anaryte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  Nc          9708B71  -01 
Sample  Desc  :  UQUID.UIloa  1 

Lead 

mg/L 

n  nn<in 

n.u. 

Lab  No:  9708B71-02 
Sample  Desc  :  LIOUID,UHoa  2 

L  pad 

mn  /L 
rny/L. 

o  nosn 

N  D 

Lab  No:  9708B71-03 

Sample  Desc  :  LIQUID, Ulloa  2  Duplicate 

Lead 

mg/L 

09/26/97 

0.0050 

N.D. 

Lab  No:  9706B71-04 
Sample  Desc  :  UQUID.UIloa  3 

Lead 

mg/L 

OB/26/97 

0.0050 

N.D. 

Lab  No:  9708B71-05 

Sample  Desc  :  LIQUID.UIloa  3  Duplicate 

Lead  • 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  970BB71-06 
Sample  Desc  .  LIQUID, Ulloa  4 

Lead 

mg/L 

08/26/97 

0.0050 

N.D 

UbNo:  9708B71-07 

Sample  Desc  :  LIQUID.UIloa  4  Duplicate 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Sampled:  08/16/97 
Received:  08/22/97 
Analyzed:  see  below 


Rei 

uiiHiiiiiiiiiSiTI 


Anatytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


08/27/97    17:27         TX/RX  NO. 9248         P. 021 


CU!  19:<   4: 33FV  f.  #/*4 

Sequoia 
Analytical 


6S0  Chesapeake  Drive  Redwood  Gty.  CA  94063       (650)  364-9600         FAX  (650)  364-9133 

404  N.  Wiget  Lane  Walnut  Creek,  CA  94596       (510)  988-9600         FAX  (510)  9B8-9673 

819  Striker  Avenue.  Suite  8     Sacramento,  CA  95834  (916)  921.9600  FAX  (916)  921-01O0 


:  j  U 1 1 )  M I  u  r  ? 


III  SRJSD 

I  1551  Newcomb  Ave.,  Rm.  103 
I  San  Francisco,  CA  94124 

a 

HI 

i  Attention:     Bruce  Giannini 


Client  Proj.  ID:  Ulloa  Elementary 
LabProJ.  ID;  9708B71 


 niiuiiiiui'l'!"""--  ■■— ^^=^aiwiiimiBM5S!!!"r  ^^nr^qTOwnifinml  

Sampled:  08/16/97  l 
Received:  08/22/97  II! 
Analyzed:  see  below  | 

d 

Reported:  08/27/97  g 


LABORATORY  ANALYSIS 


Anaryte 

Units 

Date 
Analyzed 

Detection 
Umit 

Sample 
Results 

Lab  NO:  9708B71-08 
Sample  Desc  :  LIQUID.UItoa  5 

Lead 

mg/L 

08/26/97 

00050 

N.D. 

Lab  No:          9708B71  -09 
Sample  Desc  UQUID.UIloe  6 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9706B7M0 
Sample  Desc :  UQUID,Ultoa  7 

Lead 

mg/L 

08/26/97 

0.0050 

0.0095 

Lab  NO:  9708B71-11 
Sample  Desc  :  UQUID, Ulloa  6 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B71-12 
Sample  Desc  :  UQUID, Ulloa  9 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B7M3 
Sample  Desc  ;  UQUID,Ulloa  10 

Lead 

mg/L 

08/26/87 

0.0050 

00081 

Lab  No:  9708B71-14 
Sample  Desc  :  UQUID.UHoa  11 

Lead 

mg/L 

08/26/97 

0.0050 

0.012 

aialytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  ■  ELAP#1210 


heila  Flynn 
reject  Manager 


Pag*. 


08/27/97  17:27 


TX/RX  NO. 9248 


P. 022 


Analytical 


IIQJO  680  Chesapeake  Drive  Redwood  Gry,  CA  94063       (650)  364  9600  FAX  (650)  364-9133 

'    "  "  '  404  N.  Wigct  Lane  Walnut  Creek,  CA  94598       (510)968-9600         FAX  (510)  988-9673 

819  Striker  Avenue,  Suite  6    Sacramento,  CA  95834  (916)  921-9600  FAX  (916)  921-0100 


SFUSD 

I  1551  NewcombAve.,  Rm.  103 
i  San  Francisco,  CA  94124 

$ 

n:  Attention:     Bruce  Giannini 

iiiinaannffliiiiiiiiiiiiiiiiiiiiiiiiiiiiiiijiiiiuiii'v  n  »y-«au>sia«*r~ 


Client  ProJ.  ID:  Ulloa  Elementary 
Lab  Proj.  ID.  9708B71 


Sampled:  08/16/97  i 
Received:  08/22/97  B 
Analyzed:  see  below  1 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No-  9708B71-15 
Sample  Desc  :  LIQUID.UNoa  12 

Lead 

mg/L 

no  /OR /QT 

n  nncrt 
u.uuou 

n.u. 

Lab  No:  9708B71-16 
Sample  Desc  .  LIQUID, Ulloa  13 

LcdU 

mn  /I 

mg/L 

us/ to/s/ 

A  rtOQI 
U.UV9  1 

I  Ah  nJna              Q7f\flft71  -1 7 

Sample  Desc  :  UGUID.Ulloa  14 

Lead 

mg/L 

08/26/97 

00050 

N.D. 

Lab  No:  9708B71-18 
Sample  Desc  :  LIQUID, Ulloa  1$ 

Lead 

mg/L 

08/26/97 

00050 

N.D. 

Lab  No:  9708B71-19 
Sample  Desc  :  LIQUID, Ulloa  17 

Lead 

mg/L 

08/26/97 

0.0050 

0.017 

Lab  No:  9708B71-20 
Sample  Desc  :  LlQUlD,UHoa  18 

Lead 

mg/L 

08/26/97 

0.0050 

0.0051 

Lab  NO.  9708B71-21 
Sample  Desc  :  UQUID.UIloa  19 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Plynn 
Project  Manager 


Page: 


08/27/97  17:27 


TX/RX  NO. 9248         P. 023 


f  k ^\         SCailOiS  680  Chesapeake  Drive  Redwood  Cl ty,  C A  94063       (650)364-9600         FAX  (650)  364-9233 

f .    m  -J  404  tf.  Witet  Line  ^1(^(0^^  94598       (510)  986-9600  FAX  (5)0)  988-9673 

AY\ft\yf\Qf\\  819  Sinker  Avenue,  Suite  8    S»cramenco,  CA  95834         (916)  921-9600         FAX  (916)  921-0100 


SFUSD 

1551  Newcomb  Ave.,  Rm.  103 
San  Francisco,  CA  94124 


Client  Pro).  ID:  Ulloa  Elementary 
Lab  Proj.  ID:  9708B71 


Sampled:  08/16/97  «! 
Received:  08/22/97  U 
Analyzed:  see  below  j 


Attention:      Bruce  Glannlnl 


luiouiim  mum  uiniiiionHmiaunnMMBaMvnuiroiiiiJiiMiiiiiiiiiiiiiiuiiiiiiii  tniTiiriiidinniir 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708B71-22 
Sample  Desc  UQUID.UIloa  20 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B71-23 
Sample  Desc  :  UQUID.UIloa  21 

Lead 

mg/L 

08/26/97 

0.0050 

00062 

Lab  No:  9708B71-24 
Sample  Desc  :  LIQUID, Ulloa  22 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B71-25 
Sample  Desc :  UQuiD,uiioa  24 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  970BB71-26 
Sample  Desc  U QUID, Ulloa  25 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B71-27 
Sample  Desc  :  LIQUID,Ulloa  26 

Lead 

mg/L 

08/26/97 

0.0050 

0.0062 

uiatytos  mportad  as  N  D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP  #1210 


iheila  Flynn 
'reject  Manager 


Page. 


08/27/97     17:27         TX/RX  NO. 9248  P. 024 


Page  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In  49184 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  7 

1551  Newcomb  Avenue,  Rm.  103  ULLOA  ES  Date  Sampled  10/2/97 

San  Francisco,  CA  94124  _    .  . 

Date  Received  10/3/97 
Date  Analyzed  10/3/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

1  1  A 

<  1.0 

1.0 

Micro  49184-01 

DRINKING  FOUNTAIN 
FIRST  FLOOR,  ROOM  021 
FIRST  DRAW 

Client 

1  1  B 

<  1.0 

1.0 

Micro  49184-02 

DRINKING  FOUNTAIN 
FIRST  FLOOR,  ROOM  021 
FIRST  DRAW 

Client 

1  1  C 

<  1.0 

1.0 

Micro  49184-03 

DRINKING  FOUNTAIN 
FIRST  FLOOR,  ROOM  021 
FIRST  DRAW 

Client 

17A 

1 .4 

1.0 

Micro  49184-04 

DRINKING  FOUNTAIN 
FIRST  FLOOR,  ROOM  001 
FIRST  DRAW 

Client 

17B 

4.4 

1.0 

Micro  49184-05 

DRINKING  FOUNTAIN 
FIRST  FLOOR,  ROOM  001 
FIRST  DRAW 

Analyst:   E±  

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  TrTtfrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #t©3j.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


Technical  Supervisor: 


Farid  Ra 


10/7/97 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  49184 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  7 

1551  Newcomb  Avenue,  Rm.  103  ULLOA  ES  Date  Sampled  1  0/2/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/3/97 

Date  Analyzed  10/3/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

DRINKI 
FIRST  F 
FIRST  t 

17C 

49184-06 

HG  FOUNTAIN 
LCOR,  ROOM  001 
>RAW 

3.4 

1.0 

Client 
Micro 

BLANK 

BLANK 

49184-07 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  forTead  arih&sts-io^drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #4032  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  pan's  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653  0824 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
VISITACION  VALLEY  MS 


Micro  Log  In     4  7  5  21 
Total  Samples  2  2 
Date  Sampled  8/16/9  7 
Date  Received  8/19/97 
Date  Analyzed  8/2  4/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

VVMS  1 

Micro 

47521-01 

WATER-COOLED  DRINKING  FOUNTAIN 
CAFETERIA  /  225 
FIRST  DRAW 

5.3 

1.0 

Client 

VVMS  2 

Micro 

47521-02 

3.8 

1.0 

WATER-COOLED  DRINKING  FOUNTAIN 
C92  (HALL)  /  FIRST  DRAW 

Client 

VVMS  3 

Micro 

47521-03 

<      1 .0 

1.0 

WATER-COOLED  DRINKING  FOUNTAIN 
C90  (HALL)  /  FIRST  DRAW 

Client 

VVMS  4 

Micro 

47521-04 

1.0 

WATER-COOLED  DRINKING  FOUNTAIN 
207  /  FIRST  DRAW 

2.2 

Client 

VVMS  5 

Micro 

47521-05 

16.4 

1.0 

WATER-COOLED  DRINKING  FOUNTAIN 
C90  (HALL)  /  FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaa^malysis^n^iTnRTng' water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  VISITACION  VALLEY  MS 

San  Francisco,  CA  94124 


Detection 


Client  Sample  ID 

Lead  Concentration 
(Ppb) 

Limit 
(ppb) 

Comments 

Client 

VVMS  6 

Micro  47521-06 

SINK  FAUCET 

219  B  /  FIRST  DRAW 

1 .3 

1.0 

Client 

VVMS  7 

Micro  47521-07 

SINK  FAUCET 
220/ FIRST  DRAW 

<  1.0 

1.0 

Client 

VVMS  8 

Micro 

47521-08 

1.0 

WATER-COOLED  DRINKING  FOUNTAIN 
228  /  FIRST  DRAW 

2.0 

Client 

VVMS  9 

Micro 

47521-09 

1.0 

WATER-COOLED  DRINKING  FOUNTAIN 
228 /FIRST  DRAW 

2.7 

Client 

VVMS  10 

Micro 

47521-10 

1 .3 

1.0 

WATER-COOLED  DRINKING  FOUNTAIN 
229 /FIRST  DRAW 

Analyst:   ™  

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Micro  Log  In     4  7  5  21 
Total  Samples  2  2 
Date  Sampled  8/16/97 
Date  Received  8/19/97 
Date  Analyzed  8/24/97 


Technical  Supervisor: 


Page  3 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In  47521 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  22 

1551  Newcomb  Avenue,  Rm.  103  VISITACION  VALLEY  MS  DateSampied  8/16/97 

San  Francisco,  CA   94124  _  .  _    .      „,„  , 

Date  Received  8/19/97 

Date  Analyzed  8/2  4/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

VVMS  11 

Micro 

47521-11 

WATER-COOLED  DRINKING  FOUNTAIN 
229A  /  FIRST  DRAW 

6.2 

1.0 

Client 

VVMS  12 

Micro  47521-12 

SINK  FAUCET 
225A  /  FIRST  DRAW 

<  1.0 

1.0 

Client 

VVMS  13 

Micro 

47521-13 

1.0 

WATER-COOLED  DRINKING  FOUNTAIN 
C92  (HALL)  /  FIRST  DRAW 

2.2 

Client 

VVMS  14 

Micro 

47521-14 

1 .7 

1.0 

WATER-COOLED  DRINKING  FOUNTAIN 
C90  (HALL)  /  FIRST  DRAW 

Client 

VVMS  15 

Micro 

47521-15 

1 .3 

1.0 

WATER-COOLED  DRINKING  FOUNTAIN 
C93  (HALL)  /  FIRST  DRAW 

Technical  Supervisor:  Dr£f — y  =  — V^?    C — — 5/97  Analyst:  FK 


Farid  Ramezanz^djhT^S, 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

PROJECT:  Micro  Log  In  47521 

S.F.U.S.D.  Total  Samples  2  2 

VISITACION   VALLEY   MS  Date  Sampled  8/16/97 

Date  Received  8/19/97 
Date  Analyzed  8/24/97 

Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

VVMS  16 

Micro  47521-16 

WATER-COOLED  DRINKING  FOUNTAIN 
C92  /  FIRST  DRAW 

2.4 

1.0 

Client 

VVMS  17 

Micro  47521-17 

SINK  FAUCET 
308 /FIRST  DRAW 

2.9 

1.0 

Client 

VVMS  18 

Micro  47521-18 

SINK  FAUCET 
308 /FIRST  DRAW 

<      1 .0 

1.0 

Client 

VVMS  19 

Micro  47521-19 

SINK  FAUCET 
308  /FIRST  DRAW 

<      1 .0 

1.0 

Client 

VVMS  20 

Micro  47521-20 

SINK  FAUCET 
308  /FIRST  DRAW 

1 .3 

1.0 

1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063                                                                                 PROJECT:  Micro  Log  In  47521 

SFUSD  -  Asbestos  Control  Program                     S.F.U.S.D.  Total  Samples  2  2 

1551  Newcomb  Avenue,  Rm.  103  VISITACION  VALLEY  MS                 Date  Sampled  8/16/97 

San  Francisco,  CA   94124  _    .'  ONn,„, 

Date  Received  8/19/97 
Date  Analyzed  8/2  4/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

VVMS  21 

3.7 

1.0 

Micro  47521-21 

SINK  FAUCET 
308  /  FIRST  DRAW 

Client 

VVMS  22 

<  1.0 

1.0 

Micro 

BLANK 

47521-22 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  dnnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
WALLENBERG  HS 


Micro  Log  In     4  8  5  5  9 
Total  Samples  9 
Date  Sampled  9/14/97 
Date  Received  9/16/97 
Date  Analyzed  9/16/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

1 

Micro 

48559-01 

DRINKING  FOUNTAIN 
CAFE,  R-125  NORTH  WALL 
INITIAL  SCREENING 

4.2 

1.0 

Client 

2 

Micro 

48559-02 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR  C-92 
INITIAL  SCREENING 

2.9 

Client 

3 

Micro 

48559-03 

1.1 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR  C-90,  SOUTH 
INITIAL  SCREENING 

Client 

4 

Micro 

48559-04 

9.8 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR  C-90,  NORTH 
INITIAL  SCREENING 

Client 

5 

Micro 

48559-05 

1  0.2 

1.0 

DRINKING  FOUNTAIN 
2ND  FLOOR  C-90,  NORTH 
INITIAL  SCREENING 

Technical  Supervisor:      7         — - — -  9/16/97  Analyst:   EL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  anaTysT3-4n-ddnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
R.  WALLENBERG  HS 


Micro  Log  In    4  8  5  5  9 
Total  Samples  9 
Date  Sampled  9/14/97 
Date  Received  9/16/97 
Date  Analyzed  9/16/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb)  ~ 


Client 
Micro 

DRINKI 
2ND  FL< 
INITIAL 

6 

48559-06 

"iG  FOUNTAIN 
DOR  C-90,  SOUTH 
SCREENING 

1  0.9 

1.0 

Client 
Micro 

DRINKI 
BASEM 
INITIAL 

7 

48559-07 

MG  FOUNTAIN 
ENT,  GYM  R-014 
SCREENING 

7.7 

1.0 

Client 
Micro 

DRINKI 
BASEM 
INITIAL 

8 

48559-08 

MG  FOUNTAIN 

ENT  LEVEL  C-90,  SOTH 

SCREENING 

22.2 

1.0 

Client 

Micro 
BLANK 

9 

48559-09 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  a^naiysis^n  d?tnlcirja,  'Water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037!  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc..  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7  849 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3  9 

1551  Newcomb  Avenue,  Rm.  103  GEORGE  WASHINGTON  HS  Date  Sampled  8/26/97 

San  Francisco,  CA   94124  _  .  _    .  . 

Date  Received  8/27/97 

Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1 

<      1 .0 

1.0 

Micro  47849-01 

DRINKING  FOUNTAIN 
1ST  FLOOR 
FIRST  DRAW 

(ANGLE  DID  NOT  PERMIT  FULL  LITER) 

Client 

2 

<      1 .0 

1.0 

Micro  47849-02 

DRINKING  FOUNTAIN 
1ST  FLOOR  BY  ROOM  130 
FIRST  DRAW 

Client 

3 

9.1 

1.0 

Micro  47849-03 

DRINKING  FOUNTAIN 
3RD  FLOOR  BY  ROOM  324 
FIRST  DRAW 

Client 

4 

<      1 .0 

1.0 

Micro  47849-04 

SINK  FAUCET 

3RD  FLOOR  BY  ROOM  324 

FIRST  DRAW 

Client 

5 

<      1 .0 

1.0 

Micro  47849-05 

DRINKING  FOUNTAIN 
3RD  FLOOR  BY  ELEVATOR 
FIRST  DRAW 

*7  Z7  J$*~ 

Technical  fi.ipprvisnr     V /£■ — 9H/91   Analyst:   !2  

Farid  Ramezafjzadeh.^ifcS, 

Micro  Analytical  Laboratories,  Inc.  is  accredited  foNead^ittys46-4r4-dr4nking  water  by  the  Calitornia  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    47  849 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  39 

1551  Newcomb  Avenue,  Rm.  103  GEORGE  WASHINGTON  HS  DateSampied  a/26/97 

San  Francisco,  CA   94124  „     „  ' 

Date  Received  8/27/97 

Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
3RD  FL( 
FIRST  I 

6 

47849-06 

FOUNTAIN 
DOR  OUTSIDE  ROOM  314 
>RAW 

<      1  .0 

1.0 

Client 
Micro 

DRINKI 
3RD  FL( 
FIRST  C 

7 

47849-07 

HG  FOUNTAIN 

DOR  OUTSIDE  ROOM  304 

)RAW 

1 .7 

1.0 

Client 
Micro 

DRINKI 
3RD  FLI 
FIRST  C 

8 

47849-08 

MG  FOUNTAIN 

DOR  OUTSIDE  ROOM 

>RAW 

<  1.0 

1.0 

Client 
Micro 

DRINKI 
2ND  FLI 
FIRST  C 

9 

47849-09 

1G  FOUNTAIN 

DOR  OUTSIDE  ROOM  236 

>RAW 

<      1 .0 

1.0 

Client 
Micro 

DRINKI 
2ND  FLI 
FIRST  C 

1  0 

47849-10 

HG  FOUNTAIN 

DOR  OUTSIDE  ROOM  232 

>RAW 

<      1  .0 

1.0 

Technical  Supervisor    v  <-r-   9/7/97   Analyst:   ™  

Farid  Ramaza^zaoetL  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  Jeerd  analysis  jn  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT: 
SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  GEORGE  WASHINGTON  HS 

San  Francisco,  CA  94124 

Date  Analyzed  9/1/97 


Micro  Log  In  4  7  8  4  9 

Total  Samples  3  9 

Date  Sampled  8/26/97 

Date  Received  8/27/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 

1  1 

<        1  .0 

1.0 

Micro  47849-11 
SINK  FAUCET 

FACULTY  LOUNGE  2ND  FLOOR 
FIRST  DRAW 

Client 

1  2 

1  .2 

1.0 

Micro  47849-12 

DRINKING  FOUNTAIN 
2ND  FLOOR 
FIRST  DRAW 

Client 

1  3 

2.4 

1.0 

Micro  47849-13 

DRINKING  FOUNTAIN 

OUTSIDE  ROOM  212  -  2ND  FLOOR 

FIRST  DRAW 

Client 

1  4 

<      1 .0 

1.0 

Micro  47849-14 

DRINKING  FOUNTAIN 

OUTSIDE  ROOM  203  -  2ND  FLOOR 

FIRST  DRAW 

Client 

1  5 

<      1 .0 

1.0 

Micro  47849-15 

DRINKING  FOUNTAIN 
OUTSIDE  ROOM  105 
FIRST  DRAW 

Technical  Supervisor: 


Farid  Ramfezanzecler^  M.S. 


9/7/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited -tor  lead^nalysjs_in>drinking  water  by  the  Calitornia  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    47  84  9 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3  9 

1551  Newcomb  Avenue,  Rm.  103  GEORGE  WASHINGTON  HS  Date  Sampled  8/26/97 

San  Francisco,  CA  94124  _  ,  _    .    .  _ 

Date  Received  8/27/97 
Date  Analyzed  9/1/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKII 
OUTSID 
FIRST  C 

1  6 

<       1  .0 

1.0 

47849-16 

*G  FOUNTAIN 

E  ROOM  119B  -  1ST  FLOOR 

)RAW 

Client 

1  7 

<       1  .0 

1.0 

Micro  47849-17 

DRINKING  FOUNTAIN 
OUTSIDE  139  1ST  FLOOR 
FIRST  DRAW 

Client 

1  8 

<  1.0 

1.0 

Micro  47849-18 

DRINKING  FOUNTAIN 
OUTSIDE  AUDITORIUM 
FIRST  DRAW 

Client 

1  9 

<      1  .0 

1.0 

Micro  47849-19 

DRINKING  FOUNTAIN 
1ST  FLOOR  NEAR  M  24 
FIRST  DRAW 

Client 

20 

<      1 .0 

1.0 

Micro  47849-20 

DRINKING  FOUNTAIN 
BASEMENT  OUTSIDE  M06 
FIRST  DRAW 

Technical  Supervisor:  " \x Cf~ ^^C^  9/6/97   Analyst:  

Faria Rameaanzacteh^l M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  foTlead'analysis  In  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    47  849 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3  9 

1551  Newcomb  Avenue,  Rm.  103  GEORGE  WASHINGTON  HS  DateSampied  8/26/97 

San  Francisco,  CA  94124  ^  .  _       .  OJO_,__ 

Date  Received  8/27/97 
Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
GIRLS' 
FIRST  C 

2  1 

47849-21 

HG  FOUNTAIN 

GYM  LOCKER  ROOM 

IRAW 

1.3 

1.0 

Client 
Micro 

DRINKI 
BOYS  t 
FIRST  C 

22 

47849-22 

YG  FOUNTAIN 
-OCKER  ROOM 
)RAW 

<  1.0 

1.0 

Client 
Micro 

MULTIP 
OUTSID 
FIRST  C 

23 

47849-23 

LE  DRINKING  FOUNTAIN 

EGYM 

IRAW 

<  1.0 

1.0 

Client 
Micro 

MULTIP 
OUTSID 
FIRST  C 

24 

47849-24 

LE  DRINKING  FOUNTAIN 

EGYM 

IRAW 

<  1.0 

1.0 

Client 
Micro 

MULTIP 
OUTSID 
FIRST  t 

25 

47849-25 

LE  DRINKING  FOUNTAIN 

E  MAIN  BLDG. 

IRAW 

<  1.0 

1.0 

Technical  Supervisor:  "?    ^ — > ^-  ^u—^^/1  /S1  Analyst:   55  

Farid  R^frWzanzaden>W.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  forJaad  analysis  in_ drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  16th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  pans  per  billion 

5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4  7  849 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3  9 

1551  Newcomb  Avenue,  Rm.  103  GEORGE  WASHINGTON  HS  Date  Sampled  8/26/97 

San  Francisco,  CA   94124  _\ ' 

Date  Received  8/27/97 
Date  Analyzed  9/1/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

BLANK 

26 

47849-26 

<  1.0 

1.0 

Client 
Micro 

MULTIP 
OUTSID 
FIRST  C 

27 

47849-27 

LE  DRINKING  FOUNTAIN 
E  MAIN  BLDG.  ROOM102 
)RAW 

<  1.0 

1.0 

Client 
Micro 

SINK  Ft 
FACUL1 
FIRST  C 

2  8 

47849-28 

kUCET 

nr  LOUNGE 

)RAW 

<      1  .0 

1.0 

Client 
Micro 

SINK  F> 
ROOM1 
FIRST  t 

29 

47849-29 

WCET 
14 

)RAW 

4.4 

1.0 

Client 
Micro 

SINK  Ft 
ROOM1 
FIRST  t 

30 

47849-30 

VUCET 
14 

)RAW 

<      1 .0 

1.0 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  7 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In  47849 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3  9 

1551  Newcomb  Avenue,  Rm.  103  GEORGE  WASHINGTON  HS  DateSampied  8/26/97 

San  Francisco,  CA   94124  .  „ 

Date  Received  8/27/97 
Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
ROOM  1 
FIRST  [ 

3  1 

47849-31 

IfltCET 
14 

>RAW 

<  1.0 

1.0 

Client 
Micro 

SINK  Ft 
ROOM1 
FIRST  I 

32 

47849-32 

IUCET 
14 

(RAW 

<  1.0 

1.0 

Client 
Micro 

SINK  Ft 
ROOM  1 
FIRST  C 

33 

47849-33 
MJCET 
14 

(RAW 

<      1 .0 

1.0 

Client 
Micro 

SINK  Ft 
ROOM1 
FIRST  [ 

34 

47849-34 

UICET 
14 

IRAW 

1 .6 

1.0 

Client 
Micro 

SINK  Ft 
ROOM1 
FIRST  [ 

35 

47849-35 

VUCET 
14 

)RAW 

<  1.0 

1.0 

Technical  finpprvisnr    /   — v^"-^^- -^9/7/97   Analyst:   


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  irrdfinking  water  by  the  California  Department  of  Healfh  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater.  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    47  8  49 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  3  9 

1551  Newcomb  Avenue,  Rm.  103  GEORGE  WASHINGTON  HS  Date  Sampled  8/26/97 

San  Francisco,  CA   94124  _  ,  _ 

Date  Received  8/27/97 
Date  Analyzed  9/1/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
BASEM 
FIRST  C 

36 

47849-36 
VUCET 

ENT  BY  ELEVATOR 
)RAW 

<      1 .0 

1.0 

Client 
Micro 

SINK  Ft 
CAFETE 
FIRST  C 

37 

47849-37 
UJCET 

:ria  s.  end 

)RAW 

<      1  .0 

1.0 

Client 
Micro 

SINK  Ft 
CAFET! 
FIRST  C 

3  8 

47849-38 

UJCET 
•RIA  N.  END 
)RAW 

1 .7 

1.0 

Client 
Micro 

SPIKED 

39 

47849-39 
SAMPLE 

49.0 

1.0 

Technical  Supervisor:    [ L  ^  v~   -  — -  9/7/97   Analyst:   !!*  

Farid  Rame^aqzadetvM-S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  forleatf  analysisTn  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
DANIEL  WEBSTER  ES 


Micro  Log  In     4  74  8  3 
Total  Samples  2  5 
Date  Sampled  8/17/9  7 
Date  Received  8/18/97 
Date  Analyzed  8/2  2/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1 

1  .7 

1.0 

Micro  47483-01 

WATER  COOLED  DRINKING  FOUNTAIN 
HALL  -  ADMIN.  BLDG. 
FIRST  DRAW 

Client 

2 

23.2 

1.0 

Micro  47483-02 

SINK  FAUCET 

LOUNGE  -  ADMIN.  BLDG. 

FIRST  DRAW 

Client 

3 

13.8 

1.0 

Micro  47483-03 

SINK  FAUCET 
LHS  SINK  AUD.  KIT. 
FIRST  DRAW 

Client 

5 

10.2 

1.0 

Micro  47483-04 

DRINKING  FOUNTAIN 
AUDITORIUM  E.  WALL 
FIRST  DRAW 

Client 

6 

16.9 

1.0 

Micro  47483-05 

SINK  DRINKING  FOUNTAIN 
2ND  FLOOR  -  ROOM  16 
FIRST  DRAW 

Technical  Supervisor: 


Farid  Ra^meza^2adert>^.S. 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Heaiih 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
DANIEL  WEBSTER 


ES 


Micro  Log  In    4  7  4  8  3 
Total  Samples  2  5 
Date  Sampled  8/17/9  7 
Date  Received  8/18/97 
Date  Analyzed  8/2  2/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  DF 
ROOM1 
FIRST  C 

7 

47483-06 

UNKING  FOUNTAIN 

7 

)RAW 

10.1 

1.0 

Client 
Micro 

SINK  Dl 
ROOM  1 
FIRST  C 

8 

47483-07 

UNKING  FOUNTAIN 
4 

>RAW 

28.8 

1.0 

Client 
Micro 

SINK  Dl 
ROOM  1 
FIRST  C 

9 

47483-08 

UNKING  FOUNTAIN 
5 

>RAW 

41.2 

1.0 

Client 
Micro 

SINK  Dl 
ROOM1 
FIRST  [ 

1  0 

47483-09 

UNKING  FOUNTAIN 
1 

)RAW 

18.8 

1.0 

Client 
Micro 

SINK  D 
ROOM  1 
FIRST  [ 

1  1 

47483-10 

LINKING  FOUNTAIN 
0 

)RAW 

6.1 

1.0 

Technical  Supervisor:        ~?    Analyst:   

Farid  Rame?anz&eleh,  M.S.  ^ 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 
SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  DANIEL  WEBSTER  ES 
San  Francisco,  CA  94124 


Micro  Log  In     4  7  4  8  3 
Total  Samples  2  5 
Date  Sampled  8/17/97 
Date  Received  8/18/97 
Date  Analyzed  8/2  2/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1  2 

Micro 

47483-11 

30.8 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  12 
FIRST  DRAW 

Client 

1  3 

Micro 

47483-12 

40.3 

1.0 

SINK  DRINKING  FOUNTAIN 
2ND  FLOOR  -  ROOM  13 
FIRST  DRAW 

Client 

1  4 

Micro 

47483-13 

1 1.6 

1.0 

SINK  DRINKING  FOUNTAIN 
1ST  FLOOR -ROOM  5 
FIRST  DRAW 

Client 

1  5 

Micro 

47483-14 

7.8 

1.0 

SINK  DRINKING  FOUNTAIN 

ROOMS 

FIRST  DRAW 

Client 

1  6 

Micro 

47483-15 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  9 
FIRST  DRAW 

6.3 

7  //     .  ^  

Technical  Supervisor-  ~t  -         V  T  -9/6/97   Analyst:  

Farid  Rarrfezanz^BH^M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  forleaa  analysis  in  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
DANIEL  WEBSTER  ES 


Micro  Log  In    4  74  8  3 
Total  Samples  2  5 
Date  Sampled  8/17/9  7 
Date  Received  8/18/97 
Date  Analyzed  8/22/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  7 

7.8 

1.0 

Micro  47483-16 

SINK  DRINKING  FOUNTAIN 
ROOM  6 
FIRST  DRAW 

Client 

1  8 

5.0 

1.0 

Micro  47483-17 

SINK  DRINKING  FOUNTAIN 
ROOM  7 
FIRST  DRAW 

Client 

1  9 

1.1 

1.0 

Micro   47483-1 8 

DRINKING  FOUNTAIN 

1ST  FLOOR  CENTER  N-S  HALL 

FIRST  DRAW 

RESTRICTED  SPACE  -  FILL  1/2"  LOW 

Client 

20 

5.0 

1.0 

Micro  47483-19 

SINK  DRINKING  FOUNTAIN 
ROOM  4 
FIRST  DRAW 

Client 

2  1 

1 .0 

1.0 

Micro  47483-20 

SINK  DRINKING  FOUNTAIN 
ROOM  3 
FIRST  DRAW 

Technical  Supervisor:   !±  "o--^^  »?g^=  9/6/91   Analyst:   


fanzade 


Micro  Analytical  Laboratories,  Inc.  is  accredited  tor  lead  analysis"  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
DANIEL  WEBSTER  ES 


Micro  Log  In    4  7  4  8  3 
Total  Samples  2  5 
Date  Sampled  8/17/9  7 
Date  Received  8/18/97 
Date  Analyzed  8/2  2/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

22 

Micro 

47483-21 

15.6 

1.0 

SINK  DRINKING  FOUNTAIN 

ROOM1 

FIRST  DRAW 

i 

Client 

23 

i 

Micro 

47483-22 

1  1.5 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  2 
FIRST  DRAW 

Client 

24 

Micro 

47483-23 

1.0 

MULTIPLE  DRINKING  FOUNTAIN  (LHS) 
EXTERIOR  OF  ROOM  6 
FIRST  DRAW 

4.4 

Client 

25 

Micro 

47483-24 

1.0 

MULTIPLE  DRINKING  FOUNTAIN  (RHS) 
EXTERIOR  OF  ROOM  2 
FIRST  DRAW 

RESTRICTED  SPACE  -  FILL  1/2"  LOW 

<      1 .0 

Client 

26 

Micro  47483-25 
FIELD  BLANK 

<      1 .0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


irnezan 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  16th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 
SFUSD  -  Asbestos  Control  Program  DANIEL  WEBSTER  ES 

1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


Micro  Log  In    4  9  2  7  6 
Total  Samples  2  5 
Date  Sampled   10/4/9  7 
Date  Received  10/7/97 
Date  Analyzed  10/7/9  7 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


2A 


Micro  49276-01 

SINK  FAUCET 
LOUNGE  ADMN 


Client 


2B 


Micro  49276-02 

SINK  FAUCET 
LOUNGE  ADMN 


1.9 


3.0 


1.0 


1.0 


Client 


2C 


Micro  49276-03 

SINK  FAUCET 
LOUNGE  ADMN 
FIRST  DRAW 


13.7 


1.0 


Client 


3A 


Micro  49276-04 

SINK  FAUCET 
RHS  AUD.  KITCHEN 


1.7 


Client 


3B 


Micro  49276-05 

SINK  FAUCET 
RHS  AUD.  KITCHEN 


2.0 


1.0 


1.0 


Technical  Superviso 


0/10/97 


Farid  Rame 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lea^-a^V^-i&^nnJting  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037T  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
DANIEL  WEBSTER  ES 


Micro  Log  In    49  2  7  6 
Total  Samples  2  5 
Date  Sampled  10/4/97 
Date  Received  10/7/97 
Date  Analyzed  10/7/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
RHS  AL 

3C 

49276-06 

VUCET 

ID.  KITCHEN 

4.8 

1.0 

Client 
Micro 

SINK  Df 
RM16 

6A 

49276-07 

6.4 

1.0 

Client 
Micro 

SINK  DF 
RM16 

6B 

49276-08 

2.4 

1.0 

Client 
Micro 

SINK  Df 
RM  16, 

6C 

49276-09 
=IRST  DRAW 

6.8 

1.0 

Client 
Micro 

SINK  DF 
RM14 

8A 

49276-10 

4.4 

1.0 

Technical  Supervisor     ^  ^  ^^v^^--^10/10/97  Analyst:   

Farid  RamezaozadehTl 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  1e^dana)ysisSft-drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #T0~37.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
DANIEL  WEBSTER  ES 


Micro  Log  In    4  9  2  7  6 
Total  Samples  25 
Date  Sampled   10/4/9  7 
Date  Received  10/7/9  7 
Date  Analyzed  10/7/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppD)  (ppD) 


Client 
Micro 

SINK  Dl 
RM  14 

8B 

49276-11 

2.7 

1.0 

Client 
Micro 

SINK  DF 
RM  14, 

8C 

49276-12 
=IRST  DRAW 

16.7 

1.0 

Client 
Micro 

SINK  DF 
RM15 

9A 

49276-13 

8.4 

1.0 

Client 
Micro 

SINK  DF 
RM  15, 1 

9B 

49276-14 
-IRST  DRAW 

6.6 

1.0 

Client 
Micro 

SINK  DF 
RM  15, 1 

9C 

49276-15 
:IRST  DRAW 

33.4 

1.0 

Technical  Supervisor: 


7^ 


10/10/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leadsanaivsisNc^drinl<tag  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1fJ37^  Sample* -are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  4 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
;  1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
DANIEL  WEBSTER  ES 


Micro  Log  In    4  9  2  7  6 
Total  Samples  2  5 
Date  Sampled   10/4/9  7 
Date  Received  10/7/97 
Date  Analyzed  10/7/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Dl 
RM11 

10A 

49276-16 

6.5 

1.0 

Client 
Micro 

SINK  Dl 
RM11 

10B 

49276-17 

3.0 

1.0 

Client 
Micro 

SINK  Dl 
RM11, 

1  0C 

49276-18 
-IRST  DRAW 

1  1.9 

1.0 

Client 
Micro 

SINK  Dl 
RM12 

1  2A 

49276-19 

5.2 

1.0 

Client 
Micro 

SINK  DF 
RM12 

12B 

49276-20 

2.5 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  '(each-analysis  )n  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate-#i037.  samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 
SFUSD  -  Asbestos  Control  Program  DANIEL  WEBSTER  ES 

1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


Micro  Log  In    49  2  7  6 
Total  Samples  2  5 
Date  Sampled  10/4/97 
Date  Received  10/7/97 
Date  Analyzed  10/7/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Dl 
RM  12, 

12C 

49276-21 
FIRST  DRAW 

12.1 

1.0 

Client 
Micro 

SINK  Dl 
RM13 

1  3A 

49276-22 

9.0 

1.0 

Client 
Micro 

SINK  Dl 
RM  13 

1  3B 

49276-23 

7.3 

1.0 

Client 
Micro 

SINK  Dl 
RM13, 

1  3C 

49276-24 
:IRST  DRAW 

24.6 

1.0 

Client 
Micro 

FIELD  E 

26A 

49276-25 
ILANK 

<      1 .0 

1.0 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lea 
Laboratory  Accreditation  Program  (ELAP),  Certificate 
accordance  with  Method  3113B  (Standard  Methods  for 


10/10/97 


Analyst: 


FR 


king  water  by  the  California  Department  of  Health  Services,  Environmental 


Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


/T\  Sequoia 
-  ~  Analytical 


680  Chesapeake  Drive  Redwood  City,  CA  94063       (650)  364-9600  FAX  (650)  364-9233 

404  N'.  VPiget  Lane  Walnut  Creek.  CA  94598       (510)988-9600         FAX  (5l0)  988-9673 

819  Striker  Avenue,  Suiie  8     Sacramento,  CA  95834  (916)  921-9600  FAX  (916)  911.0100 


^Sj^^s^iMiSiiiiiiiiiiiiii 


; SFUSD 
;  1551  Newcomb  Ave.,  Rm.  103 
!  San  Francisco.  CA  94124 


Client  Proj.  ID:     Weill  ES  Sampled:  08/21/97  g 

Received;  08/22/97  % 

Lab  Proj.  ID:  9708B85  Analyzed:  see  below  I 


Attention:     Bruce  Glannini 


LABORATORY  ANALYSIS 


Anaiyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708BB5-01 
Sample  Desc  .  UQUID.Well  ES-1 

Lead 

mg/L 

08/27/97 

0.0050 

0.011 

Lab  No:  9708B85-02 

Sample  Desc  :  LIOUID.Weil  ES-1  (DUP) 

Lead 

mg/L 

08/27/97 

0.0050 

0.011 

Lab  No:  9708B85-03 
Sample  Desc  :  LIQUID, Weil  ES-2 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No.  9708B85-04 
Sample  Desc  :  LIQUID.Weil  ES-3 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708BB5-05 
Sample  Desc  :  LIQUID.Wefl  ES-4 

Lead 

mg/L 

08/27/97 

0  0050 

N.D 

Lab  No:  9708B85^06 
Sample  Desc  :  LIQUID, Weil  ES-5 

Lead 

mg/L 

06/27/97 

0.0050 

N.D. 

JA  NO:  9708B85-07 
Sample  Desc  :  LlQUID,Weil  ES-6 

Lead 

mg/L 

08/27/97 

0.005O 

N.D. 

alytts  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection 


iQUOIA  ANALYTICAL  -  ELAP#1210 


Pag.- 


09/02/97  13:23 


TX/RX  NO. 9346  P. 022 


SEP.  iy- 


SPflllOi^  680  Chewpcoke  Drive  Redwood  City,  CA  940*3       (650)  364-9600  FAX  (6S0)  364.923 J 

L    "  ^  "  U  404  N  Wigei  Unc  Wilruii  Creek,  CA  94598       (510;  988-9600         FAX  (510)  9S8-9673 

8l9Srriker  Avenue,  Suite  8     S»crameM0,  CA  95834  (916)  921-9600  FAX  (916)  92  I -OlOO 


Analytical 


1  SFUSD 

::  1551  Newcomb  Ave.,  Rm.  103 
in  San  Francfsco,  CA  94124 


iiiiffli  i     ii  imniiiiiiii 1 1 

Client  Proj.  ID:     Weill  ES 


i;a;;!!!i»!t|||milMA-iB=; 


Lab  Proj.  ID:  9708B85 


ill  Attention:     Bruce  Glannini 

IHwWBinUhiiiiiliiiiMiiiii.il. .ii-  -;- ~~==4- — ====2!  giHllllHlHllUUIIItujigiaBSU;-^-    -     —  -s-jiHiniMiwiiii'"  's:;;:r:;;r: 

sssjr        .  miMMiiiiiiu  uiniB8Besss=i::..ii  •••~===3^imiiiiMiiHiiiiHt»;ri=5issss5s=3=sa»^ 


S^IIUIHIHIIIIllUSlEUS 

Sampled:  08/21/97  III 

Received:  08/22/97  I 

Analyzed:  see  below  S 


Reported:  08/29/97 


IH 


LABORATORY  ANALYSIS 


Anaiyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No  9708B85-08 
Sample  Desc  :  LIQUID.Weil  ES-7 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B85-09 
Sample  Desc  :  UQUID.Weil  ES-B 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B85-10 
Sample  Desc  :  LIQUID.Well  ES^9 

Lead 

mg/L 

08/27/97 

0.0050 

0.0053 

Lab  No:  970BB8S-11 
Sample  Desc  :  LIQUID.Well  ES-10 

Lead 

mg/L 

08/27/97 

0.0050 

N.D, 

Lab  No:  9708B85-12 
Sample  Desc  :  LIQUID, Weil  ES-1 1 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B85-13 

Sample  Desc  :  LIQUID, Weil  ES-1 1  (DUP) 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No.  9708B85-14 
Sample  Desc  :  LIQUID, Weil  ES-1 2 

Lead 

mg/L 

08/27/97 

00050 

N.D 

Anarytas  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manag 


Page: 


09/02/97  13:23 


TX/RX  NO. 9346         P. 023 


S^QUOlcl  680  Chesapeake  Drive  Redwood  City.  CA  94063       (650)964-9600  FAX  (650)  364  9233 

404  N  Wiget  Lane  Wjlnut  Creek,  CA  94598       (JlO)  938-9600  FAX  (51 0)  988-9673 

Ari3-lytiC3.1  Awenu*'  8     S»c™nemo,  CA  95B34  (916)  921-9600  FAX  (916)  921-0100 


l9NIUtUlllUUM 

I SFUSD 


:-'|iiH'lllll|ll|IIIIL1l^ 


Q  1551  Newcomb  Ave.,  Rm.  103 
|  San  Francisco,  CA  94124 

9  Attention:      Bnjce  Giannlnl 

S=:--     -----  iiiiiiiuiiiiiiiiiiiprii 


"Client  Proj.  ID:  WeiH  ES 
Lab  Proj.  ID:  9708B85 


53ininiiiiimnii,.L:  ■= 


IB 


»^,wniiuiiiHiiii^^"-iB:"gff^iirriffliiliSBBIIfe5= 
Sampled:  08/21/97  | 
Received:  08/22/97  | 
Analyzed:  see  below  g 
S 

  Reported:  08/29/97  1 


LABORATORY  ANALYSIS 


Analyta 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  NO.  9708B85-15 
Sample  Desc  :  LIQUID, Weil  ES-13 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B85-16 
Sample  Desc  :  UQUlD,Weil  ES-14 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  NO:  9708B85-17 
Sample  Desc  :  LIQUID, Weil  ES-15 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B85-18 
Sample  Desc  :  UQUID.Weil  ES-16 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708BB5-19 
Sample  Desc  :  UQUID,Weil  ES-17 

Lead 

mg/L 

08/28/97 

0.0050 

0.025 

Lab  No:  9708B85-20 
Sample  Desc  :  LIQUID, BL  (Blank) 

N.D. 

Lead 

mg/L 

08/27/97 

0.0050 

^  ?-UJ 

00H9I 
(5 


ialyt«  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


EQUOIA  ANALYTICAL  -  ELAP#1210 


! 


09/02/97    13:23         TX/RX  NO. 9346         P. 024  | 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4  7  498 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  6 

1551  Newcomb  Avenue,  Rm.  103  IDA  B.  WELLS  HS  Date  Sampled  8/18/97 

San  Francisco,  CA  94124 

Date  Received  8/18/97 
Date  Analyzed  8/23/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 
Micro 

SINK  Ft 
KITCHE 
FIRST  C 

#  1 

1.0 

1.0 

47498-01 
kUCET 

N  SINK-  BASEMENT 
>RAW 

Client 

#2 

3.9 

1.0 

Micro  47498-02 

DRINKING  FOUNTAIN 
CORRIDOR  C-91  -  BASEMENT 
FIRST  DRAW 

Client 
Micro 

DRINKI 
CORRIC 
FIRST  C 

#3 

4.4 

1.0 

47498-03 

•JG  FOUNTAIN 

•OR  C-92  -  1ST  FLOOR 

(RAW 

Client 

#4 

3.7 

1.0 

Micro  47498-04 

DRINKING  FOUNTAIN 
CORRIDOR  C-93  -  2ND  FLOOR 
FIRST  DRAW 

Client 

#5 

4.0 

1.0 

Micro  47498-05 

DRINKING  FOUNTAIN 
OUTSIDE 
NORTH  CORNER 
FIRST  DRAW 

"3  -L 

Technical  Supervisor:  ^  .    ll    >f  "'V^  -""9/7/97  Analyst:   E5_ 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In     4  7  498 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  6 

1551  Newcomb  Avenue,  Rm.  103  IDA  B.  WELLS  HS  Date  Sampled  8/18/9  7 

San  FranciSCO,  CA    94124  Date  Received  8/18/97 

Date  Analyzed  8/23/97 


Detection 


Lead  Concentration 

Limit 

Comments 

Client  Sample  ID 

(ppb) 

(ppb) 

Client 

#6 

Micro 

47498-06 

BLANK 

<  1.0 

1.0 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  1633  analysis  in  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater.  18th  edition.  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  in    4882  5 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  9 

1551  Newcomb  Avenue,  Rm.  103  IDA  B.  WELLS  H.S.  Date  Sampled  9/20/97 

San  Francisco,  CA  94124  _    .  . 

Date  Received  9/2  4/9  7 
Date  Analyzed  9/24/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

1 

Micro 

48825-01 

C  Q 
O  .  O 

1.0 

DRINKING  FOUNTAIN 

EAST  YARD  BASEMENT  LEVEL 

INITIAL  SCREENING 

Client 

2 

Micro 

48825-02 

1.0 

DRINKING  FOUNTAIN 

BASEMENT  LEVEL  SOUTH  END,  CORRIDOR 
INITIAL  SCREENING 

5.5 

Client 

3 

Micro 

48825-03 

1  3.3 

1.0 

DRINKING  FOUNTAIN 
BASEMENT  LEVEL  WEIGHT  ROOM 
INITIAL  SCREENING 

Client 

4 

Micro 

48825-04 

9.3 

1.0 

DRINKING  FOUNTAIN 

1ST  FLOOR  CORRIDOR,  N  -  END 

INITIAL  SCREENING 

Client 

5 

Micro 

48825-05 

1.0 

DRINKING  FOUNTAIN 

1ST  FLOOR  CORRIDOR,  S  -  END 

INITIAL  SCREENING 

6.7 

Analyst:  

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  aWtysis  intyinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Ce>Uficjie_JM^37l~~Ba7hples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


Technical  Supervisor: 


9/25/97 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    48  8  25 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  9 

1551  Newcomb  Avenue,  Rm.  103  IDA  B.  WELLS  H.S.  Date  Sampled  9/20/97 

San  FranciSCO,  CA    94124  Date  Received  9/24/97 

Date  Analyzed  9/24/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

6 

Micro  48825-06 

DRINKING  FOUNTAIN 

2ND  FLOOR  CORRIDOR,  S  -  END 

INITIAL  SCREENING 

7.4 

1.0 

Client 

7 

Micro  48825-07 
DRINKING  FOUNTAIN 

2ND  FLOOR  R  -214,  TEACHER  LUNCH  ROOM 
INITIAL  SCREENING 

10.4 

1.0 

Client 

8 

Micro  48825-08 

DRINKING  FOUNTAIN 

2ND  FLOOR  CORRIDOR,  N  •  END 

INITIAL  SCREENING 

90.7 

2.9 

Client 

9 

Micro 

BLANK 

48825-09 

<  1.0 

1.0 

/isor:  jZ ^===^t^Wl  _  9/25/97 


Technical  Supervisor:       Z"  ^  9/25/97         Analyst:   EL 

Farid  RamesanzaderKM.S. 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fbfJaad-arralysts  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  311 3B 
1063  PROJECT:  Micro  Log  In  47788 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  7 

1551  Newcomb  Avenue,  Rm.  103  WEST  PORTAL  ES  Date  Sampled  8/23/97 

San  Francisco,  CA  94124 

Date  Received  8/26/97 
Date  Analyzed  9/1/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 

WEST  PORTAL  1 

2.6 

1.0 

Micro  47788-01 

SINK  DRINKING  FOUNTAIN 
ROOM  11 
FIRST  DRAW 

Client 

WEST  PORTAL  2 

1  .9 

1.0 

Micro  47788-02 

SINK  DRINKING  FOUNTAIN 
ROOM  10 
FIRST  DRAW 

Client 

WEST  PORTAL  3 

1.0 

1.0 

Micro  47788-03 

SINK  DRINKING  FOUNTAIN 
ROOM  12 
FIRST  DRAW 

Client 

WEST  PORTAL  4 

<       1  .0 

1.0 

Micro  47788-04 

SINK  DRINKING  FOUNTAIN 
ROOM  15 
FIRST  DRAW 

Client 

WEST  PORTAL  5 

2.6 

1.0 

Micro  47788-05 

WATER  FAUCET 
190  (HALL) 
FIRST  DRAW 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  forTead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4778  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  27 

1551  Newcomb  Avenue,  Rm.  103  WEST  PORTAL  ES  Date  Sampled  8/23/97 

San  Francisco,  CA  94124  „  .  0    .    .  alneln- 

Date  Received  8/26/97 
Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

WEST  PORTAL  6 

1 .8 

1.0 

Micro  47788-06 

SINK  DRINKING  FOUNTAIN 
ROOM  14 
FIRST  DRAW 

Client 

WEST  PORTAL  7 

<      1 .0 

1.0 

Micro  47788-07 

SINK  DRINKING  FOUNTAIN 
ROOM  17 
FIRST  DRAW 

Client 

WEST  PORTAL  8 

8.9 

1.0 

Micro  47788-08 

SINK  DRINKING  FOUNTAIN 
ROOM  26 
FIRST  DRAW 

Client 

WEST  PORTAL  9 

<  1.0 

1.0 

Micro  47788-09 

SINK  DRINKING  FOUNTAIN 
ROOM  24 
FIRST  DRAW 

Client 

WEST  PORTAL  10 

16.6 

1.0 

Micro  47788-10 

WATER  FAUCET 
290  (HALL) 
FIRST  DRAW 

Technical  Supervisor:   ~7  -  J- ■  9/7/97   Analyst:   13. 


Farid  RarJiez^nzaCtetj,  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leTad  analysis^n  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4778  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  27 

1551  Newcomb  Avenue,  Rm.  103  WEST  PORTAL  ES  Date  sampled  8/23/97 

San  Francisco,  CA   94124  „  „ 

Date  Received  8/26/97 

Date  Analyzed  9/1/97 


Client  Sample  ID 


Lead  Concentration 


Detection 
Limit 
(ppb) 


Comments 


Client 

WEST  PORTAL  11 

Micro 

47788-11 

SINK  DRINKING  FOUNTAIN 
ROOM  22 
FIRST  DRAW 

<      1 .0 

1.0 

Client 

WEST  PORTAL  12 

Micro  47788-12 

SINK  FAUCET 
ROOM  19  (CAFE') 
FIRST  DRAW 

1 .0 

1.0 

Client 

WEST  PORTAL  13 

Micro 

47788-13 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  21 
FIRST  DRAW 

2.0 

Client 

WEST  PORTAL  14 

Micro 

47788-14 

1.1 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  20 
FIRST  DRAW 

Client 

WEST  PORTAL  15 

Micro 

47788-15 

1 .2 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  23 
FIRST  DRAW 

-3   v  ^— v^X.  —  9/7/97  Analyst-  FR 


Technical  Supervisor:    :2i  ^ : -— ^ ^""V^    ■  —  9/7/97  Analyst: 

Farid  RaiTiezanzadeh>M;S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in^drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4778  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  27 

1551  Newcomb  Avenue,  Rm.  103  WEST  PORTAL  ES  Date  Sampled  8/23/97 

San  Francisco,  CA  94124  .   .  olnr,,n, 

Date  Received  8/26/97 
Date  Analyzed  9/1/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 

WEST  PORTAL  16 

Micro 

47788-16 

<      1 .0 

SINK  DRINKING  FOUNTAIN 
ROOM  25 
FIRST  DRAW 

1.0 

Client 

WEST  PORTAL  17 

Micro 

47788-17 

<  1.0 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
EXT.  1 

FIRST  DRAW 

Client 

WEST  PORTAL  18 

Micro 

47788-18 

32.1 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  18 
FIRST  DRAW 

Client 

WEST  PORTAL  19 

Micro 

47788-19 

1 1.5 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  19 
FIRST  DRAW 

Client 

WEST  PORTAL  20 

Micro 

47788-20 

15.9 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  20 
FIRST  DRAW 

Technical  Supervisor:    I  —  -  -  ■ — — "   9/7/97   Analyst:   !!5  

Farid  Rajmezama^er^M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacfanalysis  in  drinking  water  by  the  Calilornia  Department  ol  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition.  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 
SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  WEST  PORTAL  ES 

San  Francisco,  CA  94124 


Micro  Log  In     4  7  7  8  8 
Total  Samples  2  7 
Date  Sampled   8/2  3/9  7 
Date  Received  8/2  6/9  7 
Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

WEST  PORTAL  21 

1  1  .8 

1.0 

Micro  47788-21 

SINK  DRINKING  FOUNTAIN 
ROOM  21 
FIRST  DRAW 

Client 

WEST  PORTAL  22 

1  1  .7 

1.0 

Micro  47788-22 

SINK  FAUCET 
OFFICE  SINK  1 
FIRST  DRAW 

Client 

WEST  PORTAL  23 

1.1 

1.0 

Micro  47788-23 

SINK  FAUCET 
OFFICE  SINK  2 
FIRST  DRAW 

Client 

WEST  PORTAL  24 

1 .4 

1.0 

Micro  47788-24 

MULTIPLE  DRINKING  FOUNTAIN 
EXT.  3 

FIRST  DRAW 

Client 

WEST  PORTAL  25 

2.8 

1.0 

Micro  47788-25 

MULTIPLE  DRINKING  FOUNTAIN 
EXT.  2 

FIRST  DRAW 

"1    /y  >• 

Technical  Supervisor:    '(  c^±i   ^.J^^-V  9/7/97  Analyst:   E5_ 

Farid  Rame1ranza0^M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4778  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  27 

1551  Newcomb  Avenue,  Rm.  103  WEST  PORTAL  ES  Date  Sampled  8/2  3/9  7 

San  Francisco,  CA  94124  ^  .  „    .  . 

Date  Received  8/26/97 
Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

WEST  PORTAL  26 

Micro  47788-26 

MULTIPLE  DRINKING  FOUNTAIN 
EXT.  4 

FIRST  DRAW 

32.3 

1.0 

Client 

WEST  PORTAL  27 

Micro 

BLANK 

47788-27 

<  1.0 

1.0 

-if  /' 

Technical  Supervisor  -U— ^  9/7/97   Analyst:   !!5  

Farid  Rar^ezanzadeh>M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  irrdrinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


16" 


fk\  Sequoia 
"  "  Analytical 


680  Chesapeake  Drive 
404  N.  W,fCt  Lint- 
gig  Striker  Avenue,  Suite  i 


Redwood  City,  CA  940(53 
Walnut  Creel,  CA  94m 
SacramentD,  CA  95BJ4 


(650)  364-9600 
(5J0)  988.9600 
(916)  911-9600 


FAX  (6  50  )  364-9233 
FAX  (510)  988. 9d7? 
FAX  (916)  921-0100 


"  WlKWi         i  ilium!!.-- .... -inUilli'!': .     •  .iilini'"  -ssi'ssisms-r.  *s  =-=.tl  .mm.         "imn;; .-   •  »:;nb.ri»=^ssrinKis  -  r  :=mi'il.,n:n--'.^'mniu  'Mini;;:  :  ■--"|iiiiiL~==:i-3Nitt;i.biimiui-2^T=iu, 

mm:?;  =      '"luiiL      ^ ^—remis.Hr;;;.:;:;  :'"'n!li  _.  .     "'mil'     ---=='-"[;]iilri~2;F.;==a:uLis=s=HHi:';:iimi- . ;      .mill!1        .'.mill  „  iniui.f  ?i=i^!Tn,l:^iE:= ^nim; .   -■   mini.  -T--.iinl(;===s=»iiME==r-"'i.. 

ii  SFUSD  Client  Proj.  ID:     West  Portal  ES  Sampled:  1 0/03/97 

H!  1551  Newcomb  Ave.,  Rm  103  Received:  10/09/97  [jl 

jjj  San  Francisco,  CA  94124  Lab  Proj.  ID.  9710477  Analyzed:  see  below  i 

g  ir 

ij!  Attention:     Bruce  Giannlni  Reported:  10/14/97  ii 

=-;m;iiihi]i;;..„  ,  .  .jii|iiiiiu,„,  r=--'",niiinsi5s=is.=ii"iiDLit  ,  ir.       huiiiii;;.       thiiii;;,-    -  -»<mH»^.=s.iii.rini.iiiE«T=rii):j„        «mv    "~  .iiiiiiil'-=."-.'"^[[inir=~==ismi(s==i:7l 

e!!B.imn;r.i!.r  ==  w:»,s.i:r  f  =-.='si:iiiiJ,.      — -tin       : "  "  "wwt-  ~»-~v*mL<£ss  ^md-s&-  immw.  ■—  -  ;.   imss.;  riini;,;,^==~-=E.-.,iK=~B_Jiiiii;,„  ••  :  ••  .,im"..,-      vim!?..-  ;..iu 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

I  ah  Ma               Q7irLd77  fn 

Sample  Desc  :  LIQUID, WP  10-A 

Lead 

mg/L 

10/1 1 /97 

A  r\r\  c  r\ 

ft,  i  pv 

N.L). 

Lah  Nlrv  971D477-T)? 

Sample  Desc  :  LIQUID, WP  10-B 

Lead 

mg/L 

10/11 /97 

A  A  AC  A 

0.0050 

N.L). 

LaD  r\lo.  y/1U47/-uo 
Sample  Desc  .  LIQUID.WP  10-C 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710477-04 
Sample  Desc  ;  UQUID(WP  18-A 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710477-05 
Sample  Desc  :  LIQUID.WP  18-B 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Ub  No:  9710477-06 
Sample  Desc  :  LIQUID.WP  18-C 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710477-07 
Sample  Desc  :  LIQUID, WP  19-A 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Analytes  reported  as  N.D  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


10/14/97    11:58         TX/RX  NO. 0298 


aT\  Sequoia 
Analytical 


6B0  Ch«»pcakc  Orive  Redwood  City,  CA  94063       (650)  364-9600 

40-»  M.  Wiget  L»^«  Walnut  Crrck.  CA  94J98  (510)988-9600 

819  Striker  Av«mjc.  Suit*  S     Sactamento,  CA  95B34  (916)  951.9600 


FAX  (650)364-92  33 
FAX  (510)  988-9679 
FAX  (916)  92I-OIO0 


.  =r-:mnll        •-••uiiiiiias:  -  :..ni'M,.,,.,.._ .  "iimmi,..,,- ■  ■  :.-:-::niflnlsii 

...  SFUSD 

|  1551  Newcomb  Ave..  Rm.  103 
I  San  Francisco,  CA  94124 


.     ."Mlu...-.  - -Juniii...  '  -:/:::m'm  

Client  Proj.  ID-  West  Portal  ES 
Lab  Pro).  ID:  9710477 


:g==:2MIIIIJ=i===ii:Jjllllll:;;:USSri! 

—SlUlliSSSSaWJlSSSaisSIl 


=£S||jllttS==H])l|lii=ii 
...  ■  ::iMllll;T5=r=;=3u:|iil!ri=H.  ... . 

Sampled;  10/03/97  js 
Received:  10/09/97  fil 
Analyzed:  see  below 


i  Attention:     Bruce  Giannini 

•'■     «■,«..„(:-  -       ""lllllt..,  .  ■•IIIIIIIIP  -■"•=^r.ii 


':.  .swwi.nii- -  nun.,,.  •  "immmi.-1 

,4icir.-'    _  niL't-b  z==-e=r.>iiisi . - 


rr-SnSBIIIIMS:: 

:immI!'.  : 


S-r  "IM.."---  =-  . 
: :  ■  1 1 1  ■  ( ■  ■  "  =:-  :'  m.i 


-=  -"ii|iur 


Reported:  10/14/97 

■    milli.  -null.  =  ~  ss  i>i)Hi,Ha-.«iiHiifc-   18        iiiiii  r  :. 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No  9710477-08 
Sample  Desc .  liquid,  wp  ib-b 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710477-09 
Sample  Desc  .  LIQUID.WP  19-C 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710477-10 

Sample  Desc  .  liquid, wp  19-c  (duplicate) 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710477-11 
Sample  Desc  :  UQUID.WP  20-A 

Lead 

mg/L 

10/11/97 

0.0050 

N.D 

Lab  No:  9710477-12 
SampJe  Desc  .  LIOUID.WP  20-B 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710477-13 
Sample  Desc  :  LIQUID.WP  20-C 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710477-14 
Sample  Desc  :  LIQUID.WP  21-A 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

^alytes  reportsd  as  N.D  were  not  present  above  the  stated  limit  of  detection. 


EQUOIA  ANALYTICAL  -  ELAP#121Q 


10/14/97    11:58         TX/RX  NO. 0298 


f    7  "X  S^ClllOiS  680  Chesapeake  Dtlve  Redwood  City.  CA  S4063       (650)  364-96O0  FAX  (650)  364-9233 

^    H  404  N.  Wlget  Lane  WMrrut  Cr*«k,  CA  9459B       (510)  988-9600         FAX  (510)  988-9673 


Analytical 


8  >9  Striker  Avenue,  Suite  8     Sacramento,  CA  95834  (916)  921-9600  FAX  (916)  921-0100 


■  SFUSD  Client  Proj.  ID:     West  Portal  E5  Sampled:  10/03/97  g 

!0  1551  Newcomb  Ave.,  Rm.  103  Received:  10/09/97  pi 

"  San  Francisco,  CA  94124  Lab  Proj.  ID:  9710477  Analyzed:  see  below  jj! 

iii  a 

£  Attention:      Bruce  Giannlni  Reported:  10/14/97  1 

|Mll5= :-—=- ;-!ii1llllit'      ..•.'.'iiillll'  .:  -T-»ninu;-- ■■  i„.  .     ■viniii  .... 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limrt 

Sample 
Results 

Lab  No:  9710477-15 
Sample  Desc  :  LIQUID,WP  21-B 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710477-16 
Sample  Desc  •  LIQUID,WP  21-C 

Lead 

mg/L 

10/11/97 

0.0050 

0.0051 

Lab  No:  9710477-17 
Sample  Desc  :  LIQUID.WP  22-A 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710477-18 
Sample  Desc  :  LIQUID, WP  22-B 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710477-19 
Sample  Desc  .  LIQUID, WP  22-C 

Lead 

mg/L 

10/11/97 

0-0050 

N.D. 

Lab  No:  9710477-20 

Sample  Desc  ;  LIQUID.WP  22-C  (duplicate) 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710477-21 
Sample  Desc  :  LIQUID, WP  Blank 

Lead 

mg/L 

10/11/97 

00050 

N.D. 

Analytes  reported  as  N  O.  were  not  present  abewe  the  stated  limit  of  detection. 
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Seqi 

~   ~  Analytical 


680  Chesapeake  Drive  Redwood  Ciiy.  CA  94063       (650)  364-9600  FAX  (650]  364-9133 

401  N.  Wiget  Line  Walnut  Creek,  CA  94599       (510)  988-9600         FAX  (SlO)  988.967? 

819  Striker  Avenue,  Suite  8     Sacramento,  CA  95834  (916)921-9600  FAX  (916)  951-0100 


ii. in       "jiiii;1   :,inib-E;=-:E:=H;i|ijL:^.yi.-:i||iir        iiiii'''  -  -  ^||iin;:^^:?-HlilT!E;^==;;|'ll!i====r-iiiL=:- :iint:^._=.:  ..iiiiii'll.-    .iiii:  ■  ,v;==^;ik===e:5uiu      -^iii:_^  ^,iiiiii^_;.:.mi!;L  n 

"  _   •«■■    —   u;    -    ""Snuw  •  -  ••••!!mir.=     sxMe  sss.SfUbn,.^.  l.'HIiii;_-; -'"ililn,,: /  :•.  ssnliis  ---'"'iinmr-,-:-  —Hinn:?.  EH^IhcEE^dln::,.  :    ■-  »*>u,r,  I'lirnr,— ?'»rtr,r™=:?^mre:E=s!liraE:E 


i  SFUSD 
,  1551  NewcombAve.,  Rm  103 
|  San  Francisco.  CA  94124 
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Cllent  Proj.  ID:     West  Portal  ES  Sampled:  10/03/97  ,, 

Received:  10/09/97  || 

Lab  Proj.  ID;  9710477  Analyzed:  see  below  !': 


Attention:      Bruce  Glannini 
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LABORATORY  ANALYSIS 


Analyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  NO.  9710477-22 
Sample  Desc  :  LIQUID, WP  Blank 

Lead 


mg/L 


10/11/97 


0.0050 


N.D 


afytes  reported  as  N,D.  were  not  present  above  the  stated  limit  of  detection. 

EQUOIA  ANALYTICAL  .  ELAP#1210 


iila  Flynn 
iject  Manager 


Page 


10/14/97  11:58 


TX/RX  NO- 0298 


P. 069 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In     4  772  9 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  3 

1551  Newcomb  Avenue,  Rm.  103  YiCK  WO  ES  Date  Sampled  8/19/97 

San  Francisco,  CA   94124  „    „  . 

Date  Received  8/25/97 
Date  Analyzed  8/25/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


Micro  47729-01 

SINK  DRINKING  FOUNTAIN 
ROOM  104 
FIRST  DRAW 


Client 


Micro  47729-02 

SINK  DRINKING  FOUNTAIN 
RM.  103 
FIRST  DRAW 


45.3 


13.7 


1.0 


1.0 


Client 


Micro  47729-03 

SINK  DRINKING  FOUNTAIN 
102 

FIRST  DRAW 


3.1 


1.0 


Client 


Micro  47729-04 

SINK  DRINKING  FOUNTAIN 
101 

FIRST  DRAW 


8.4 


1.0 


Client 


Micro  47729-05 

SINK  DRINKING  FOUNTAIN 

FACULTY 

FIRST  DRAW 


10.2 


1.0 


Technical  Supervisor:     "" L  ■/!#..— —\  ?-/u-~~~~    977/97   Analyst:  

Farid  Ram£zai«aden7>M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lea<Lan6ilysisSn-d)inking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    477  2  9 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  2  3 

1551  Newcomb  Avenue,  Rm.  103  YICK  WO  ES  DateSampied  8/19/97 

San  Francisco,  CA   94124  n  ,  Q    .  . 

Date  Received  8/25/97 

Date  Analyzed  8/2  5/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

6 

Micro  47729-06 

SINK  FAUCET 
NURSES' 
FIRST  DRAW 

4.8 

1.0 

Client 

7 

Micro 

47729-07 

12.6 

1.0 

SINK  DRINKING  FOUNTAIN 
HALL 

FIRST  DRAW 

Client 

8 

Micro 

47729-08 

15.8 

1.0 

SINK  DRINKING  FOUNTAIN 
202 

FIRST  DRAW 

Client 

9 

Micro 

47729-09 

1.0 

SINK  DRINKING  FOUNTAIN 
HALL 

FIRST  DRAW 

6.9 

Client 

1  0 

Micro 

47729-10 

6.8 

1.0 

SINK  DRINKING  FOUNTAIN 
MULT1  •  PURPOSE 
FIRST  DRAW 

Technical  Supervisor:   3.  ■  ^ — x  ^9/7/97   Analyst:   !!ZL 

Farid  Rairiezariiade^,  MS^ 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater.  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In     4772  9 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  3 

1551  Newcomb  Avenue,  Rm.  103  YICK  WO  ES  Date  Sampled  8/ 19/9  7 

San  Francisco,  CA   94124  _  ,  _    .    .  0(oc(0, 

Date  Received  8/25/97 
Date  Analyzed  8/25/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  1 

Micro   47729-1 1 

SINK  FAUCET 
KITCHEN 
FIRST  DRAW 

10.3 

1.0 

Client 

1  2 

Micro 

47729-12 

1.0 

SINK  DRINKING  FOUNTAIN 

OUTSIDE 

FIRST  DRAW 

7.2 

Client 

1  3 

Micro 

BLANK 

47729-13 

<  1.0 

1.0 

Client 

1  4 

Micro 

47729-14 

24.8 

1.0 

SINK  DRINKING  FOUNTAIN 
201 

FIRST  DRAW 

Client 

1  5 

Micro 

47729-15 

13.0 

1.0 

SINK  DRINKING  FOUNTAIN 
210 

FIRST  DRAW 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


063  PROJECT:  Micro  Log  In    4772  9 

5FUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  23 

551  Newcomb  Avenue,  Rm.  103  YICK  WO  ES  Date  Sampled  8/19/97 

>an  Francisco,  CA   94124  _  ,       .    .  „,„,_,„_, 

'  Date  Received  8/25/97 

Date  Analyzed  8/25/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Dl 
209 

FIRST  C 

1  6 

47729-16 
LINKING  FOUNTAIN 

>RAW 

18.5 

1.0 

Client 
Micro 

SINK  Dl 
208 

FIRST  I 

1  7 

47729-17 
UNKING  FOUNTAIN 

)RAW 

12.3 

1.0 

Client 
Micro 

SINK  Dl 
207 

FIRST  r. 

1  8 

47729-18 
UNKING  FOUNTAIN 

>RAW 

18.7 

1.0 

Client 
Micro 

SINK  Dl 
206 

FIRST  C 

1  9 

47729-19 
UNKING  FOUNTAIN 

IRAW 

36.7 

1.0 

Client 
Micro 

SINK  Dl 
205 

FIRST  C 

20 

47729-20 
UNKING  FOUNTAIN 

•RAW 

48.5 

1.0 

1 

A 


Technical  Supervisor:   ^7  — y/—  \^  977/97  Analyst:   EIL 

Farid  Ramezanzddert,  M^>^ 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analystrm  dnrTking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4772  9 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  23 

1551  Newcomb  Avenue,  Rm.  103  YICK  WO  ES  Date  Sampled  8/19/97 

San  Francisco,  CA  94124  _  ,  _    .  . 

'  Date  Received  8/2  5/9  7 

Date  Analyzed  8/2  5/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

2  1 

Micro 

47729-21 

26.9 

1.0 

SINK  DRINKING  FOUNTAIN 
204 

FIRST  DRAW 

Client 

22 

Micro 

47729-22 

13.2 

1.0 

SINK  DRINKING  FOUNTAIN 
203 

FIRST  DRAW 

Client 

23 

Micro 

SPIKED 

47729-23 

47.5 

1.0 

Technical  Supervisor:  "jf-*.-^- — ^     n^->  9/7/97   Analyst:   ™  

Farid  Rameza^1zadelvM.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaiTanatysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  pan's  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    492  9  3 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4  4 

1551  Newcomb  Avenue,  Rm.  103  YICK  WO  ES  Date  Sampled  10/5/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/8/9  7 

Date  Analyzed  10/8/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

8A 

Micro 

49293-01 

1.0 

SINK  DRINKING  FOUNTAIN 
202 

FIRST  DRAW 

7  O 
1  .  d. 

Client 

8B 

Micro 

49293-02 

1.0 

SINK  DRINKING  FOUNTAIN 
202 

FIRST  DRAW 

3.2 

Client 

8C 

Micro 

49293-03 

1.0 

SINK  DRINKING  FOUNTAIN 
202 

FIRST  DRAW 

7.3 

Client 

BLANK 

Micro 

BLANK 

49293-04 

<  1.0 

1.0 

Client 

1  A 

Micro 

49293-05 

1.0 

SINK  DRINKING  FOUNTAIN 
104 

FIRST  DRAW 

5.7 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  forlSacr  analysislrTdrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
YICK  WO  ES 


Micro  Log  In    4  9  2  9  3 
Total  Samples  4  4 
Date  Sampled   10/5/9  7 
Date  Received  10/8/97 
Date  Analyzed  10/8/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

1  B 

Micro 

49293-06 

1.0 

SINK  DRINKING  FOUNTAIN 
104 

FIRST  DRAW 

5.0 

Client 

1  C 

Micro 

49293-07 

15.8 

1.0 

SINK  DRINKING  FOUNTAIN 
104 

FIRST  DRAW 

Client 

2  A 

Micro 

49293-08 

1.3 

1.0 

SINK  DRINKING  FOUNTAIN 
103 

FIRST  DRAW 

Client 

2B 

Micro 

49293-09 

1  .3 

1.0 

SINK  DRINKING  FOUNTAIN 
103 

FIRST  DRAW 

Client 

2C 

Micro 

49293-10 

1.0 

SINK  DRINKING  FOUNTAIN 
103 

FIRST  DRAW 

4.9 

Technical  Supervisor: 


10/13/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fortead3 analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    49  2  93 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  44 

1551  Newcomb  Avenue,  Rm.  103  YICK  WO  ES  DateSampied  10/5/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/8/9  7 

Date  Analyzed  10/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
HALL 
FIRST  [ 

7A 

49293-11 
NG  FOUNTAIN 

)RAW 

7.6 

1.0 

Client 
Micro 

DRINKI 
HALL 
FIRST  C 

7B 

49293-12 
MG  FOUNTAIN 

>RAW 

3.9 

1.0 

Client 
Micro 

DRINKI 
HALL 
FIRST  E 

7C 

49293-13 
MG  FOUNTAIN 

)RAW 

7.8 

1.0 

Client 
Micro 

SINK  Dl 
201 

FIRST  C 

1  4A 

49293-14 
LINKING  FOUNTAIN 

(RAW 

3.8 

1.0 

Client 
Micro 

SINK  Dl 
201 

FIRST  C 

14B 

49293-15 
UNKING  FOUNTAIN 

)RAW 

3.9 

1.0 

Technical  Supervisor:   ^J*^ — -^10/13/97         Analyst:   E!L 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  in  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  9  2  9  3 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  44 

1551  Newcomb  Avenue,  Rm.  103  YICK  WO  ES  Date  Sampled  10/5/97 

San  Francisco,  CA   94124  _  .  _  _, 

Date  Received  10/8/97 
Date  Analyzed  10/8/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  4C 

1  0.6 

1.0 

Micro  49293-16 

SINK  DRINKING  FOUNTAIN 
201 

FIRST  DRAW 

Client 

1  5A 

3.7 

1.0 

Micro  49293-17 

SINK  DRINKING  FOUNTAIN 
210 

FIRST  DRAW 

Client 

1  5B 

2.9 

1.0 

Micro  49293-18 

SINK  DRINKING  FOUNTAIN 
210 

FIRST  DRAW 

Client 

1  5C 

5.5 

1.0 

Micro  49293-19 

SINK  DRINKING  FOUNTAIN 
210 

FIRST  DRAW 

Client 

16A 

3.8 

1.0 

Micro  49293-20 

SINK  DRINKING  FOUNTAIN 
208 

FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Farid  RamezanJ 

Micro  Analytical  Laboratories,  Inc.  is  accrediteafof-lead  analysis'  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  49293 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  44 

1551  Newcomb  Avenue,  Rm.  103  YICK  WO  ES  Date  Sampled  10/5/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/8/9  7 

Date  Analyzed  10/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  6B 

6.0 

1.0 

Micro  49293-21 

SINK  DRINKING  FOUNTAIN 
209 

FIRST  DRAW 

Client 

1  6C 

6.4 

1.0 

Micro  49293-22 

SINK  DRINKING  FOUNTAIN 
208 

FIRST  DRAW 

Client 

17A 

3.8 

1.0 

Micro  49293-23 

SINK  DRINKING  FOUNTAIN 
208 

FIRST  DRAW 

Client 

17B 

4.6 

1.0 

Micro  49293-24 

SINK  DRINKING  FOUNTAIN 
jog 

FIRST  DRAW 

Client 

17C 

1  0.1 

1.0 

Micro  49293-25 

SINK  DRINKING  FOUNTAIN 
208 

FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fdHeflti  analysiiSn  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  6 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  9  2  9  3 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4  4 

1551  Newcomb  Avenue,  Rm.  103  YICK  WO  ES  Date  Sampled  10/5/97 

San  Francisco,  CA   94124  _.■    _    .  M 

Date  Received  10/8/97 
Date  Analyzed  10/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  8A 

3.3 

1.0 

Micro  49293-26 

SINK  DRINKING  FOUNTAIN 
207 

FIRST  DRAW 

Client 

1  8B 

3.9 

1.0 

Micro  49293-27 

SINK  DRINKING  FOUNTAIN 

207 

FIRST  DRAW 

Client 

18C 

12.6 

1.0 

Micro  49293-28 

SINK  DRINKING  FOUNTAIN 
207 

FIRST  DRAW 

Client 

1  9A 

3.5 

1.0 

Micro  49293-29 

SINK  DRINKING  FOUNTAIN 
206 

FIRST  DRAW 

Client 

1  9B 

3.3 

1.0 

Micro  49293-30 

SINK  DRINKING  FOUNTAIN 
206 

FIRST  DRAW 

Technical  Supervisor:  ~<?-"$^<- — ^rzi^-i^L —     10/13/97  Analyst:  

Farid  Ra(riezanza^teti.  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaTTanalysiS-w  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  9293 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4  4 

1551  Newcomb  Avenue,  Rm.  103  YICK  WO  ES  Date  Sampled  1  0/5/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/8/9  7 

Date  Analyzed  10/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  D 
206 

FIRST  I 

1  9C 

49293-31 
LINKING  FOUNTAIN 

)RAW 

17.8 

1.0 

Client 
Micro 

SINK  Dl 
205 

FIRST  C 

20A 

49293-32 
LINKING  FOUNTAIN 

)RAW 

5.1 

1.0 

Client 
Micro 

SINK  Dl 
205 

FIRST  C 

20B 

49293-33 
LINKING  FOUNTAIN 

IRAW 

4.3 

1.0 

Client 
Micro 

SINK  Dl 
205 

FIRST  C 

20C 

49293-34 
UNKING  FOUNTAIN 

(RAW 

17.2 

1.0 

Client 
Micro 

SINK  Df 
204 

FIRST  C 

21  A 

49293-35 
UNKING  FOUNTAIN 

•RAW 

4.4 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaTTanalys+sJrlidrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    492  9  3 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4  4 

1551  Newcomb  Avenue,  Rm.  103  YICK  WO  ES  Date  Sampled  1  0/5/97 

San  Francisco,  CA   94124  ^  ,  D    .  . 

Date  Received  10/8/97 
Date  Analyzed  10/8/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

21  B 

Micro 

49293-36 

1.0 

SINK  DRINKING  FOUNTAIN 
204 

FIRST  DRAW 

3.7 

Client 

21C 

Micro 

49293-37 

1  1 .7 

1.0 

SINK  DRINKING  FOUNTAIN 
204 

FIRST  DRAW 

Client 

22A 

Micro 

49293-38 

1.0 

SINK  DRINKING  FOUNTAIN 
203 

FIRST  DRAW 

3.7 

Client 

22B 

Micro 

49293-39 

1.0 

SINK  DRINKING  FOUNTAIN 
203 

FIRST  DRAW 

3.7 

Client 

22C 

Micro 

49293-40 

1.0 

SINK  DRINKING  FOUNTAIN 
203 

FIRST  DRAW 

5.5 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  inoTthking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    492  93 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  44 

1551  Newcomb  Avenue,  Rm.  103  YICK  WO  ES  Date  Sampled 

San  FranciSCO,  CA    94124  Date  Received  1  0/1  3/9  7 

Date  Analyzed  10/8/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SPIKE 

49293-41 

21.1 

1.0 

Client 
Micro 

SPIKE 

49293-42 

21.0 

1.0 

Client 
Micro 

SPIKE 

49293-43 

21.7 

1.0 

Client 
Micro 

SPIKE 

49293-44 

21.0 

1.0 

Technical  Supervisor:        ZLi^  S^  -\^ — ^10/13/97  Analyst:  

Farid  RamezanXaderVM.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaa*  aflelysis~in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


ioia 


Sequ( 
Analytical 


680  Chesapeake  Drive  Redwood  City  CA  94063  (650}  364-9600  FAX  (650)  364-9233 
404  N  Wigel  Lane  Walnut  Creek.,  CA  94596       (510)  988-9600         FAX  (510)  9BB-9673 

819  Striker  Avenue.  Suite  8     Sacramento.  CA  95834  (916)  92l-9<500  FAX  (916)  921-0100 


!!!  SFUSD 
iii  1551  Newcomb  Ave.,  Rm.  103 
|  San  Francisco,  CA  94124 

a 

m 

i  Attention:     Bruce  Giannini 


Client  Pro).  ID;  Yoey 
Lab  Pro].  ID:  9708D05 


HUllullilDiilitiin,,  'i  .'.sw 


Sampled:  08/24/97  g 
Received:  08/25/97  | 
Analyzed:  see  below 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9706D05-01 
Sample  Desc  UQUID,Yoey  Blank 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D05-02 
Sample  Desc  :  LIQUID.Yoey  1 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D05-03 

Sample  Desc  LIQUID.Yoey  1  Duplicate 

Lead 

mg/L 

08/26/97 

00050 

N.D.  j 

Analytes  reported  as  N.D.  wars  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


08/29/97    17:44         TX/RX  NO. 9320         P. 009 


